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Lectdkk  I 
Phytiologlcal  Optics. 
L  The  eye  as  an  optical  fnetrament 

Qeneral  itructure  and  pbyalologj  of  tbe  eyeball 
The  dioptric  elements  and  ctaangefl  with  accommodation. 
Principal  dlmenelone. 

Defects  of  the  eye  as  an  optical  Instrument.  Spherical  and  chro- 
matic aberration.  Aatlgmatlim.  Eccentrldty  of  the  elements. 
Smallnees  of  field. 
Compensation  of  these  defects  In  rapid  readjustment:  (1)  as  to 
accomodation;  (2)  as  to  pupillary  diameter;  <3)  by  extrinsic 
muaclei  of  the  eye. 
2.  The  retina. 

a.  Structure  and  topography  of  the  retina.    The  "  eye^round  "  and 

Its  details.  TesMls,  nerve  head,  macula  and  fovea.  Histology 
of  the  retina.  Rods  and  cones  and  the  three  sets  ot  neurons  of 
the  retina.  Association  cells.  Distribution  of  rods  and  conw. 
Demonstrated  changes  in  retina  due  to  light  In  pigment,  cones 
and  visual  purple. 

b.  Functions  of  the  retina.    Visual  field.    Method  of  Investigation. 

Elxtent.  Distribution  of  color  sense.  Form  sense  (visual 
acuity).  Flicker  and  motion  sense.  Ueanlng  of  these  dltter- 
ences  to  heterochromattc  photometry. 

Color  mixture.  By  rotating  disc.  By  use  ot  monochromatic  lights. 
Physiological  mixture  as  compared  with  mixture  ot  pigments. 

Complementary  colore.  Place  of  purple.  Color  triangle  and  the 
tacts  It  represents.  Primary  or  fundamental  color  sensations. 
Three-color  (Yonng-Helmboltz)  theory  ot  color  vtsion  and  the 
facts  of  red  and  green  color  bUndnees.  After-images.  Ex- 
plained by  fatigue.  Hering's  theory  of  antagonistic  colors  and 
some  phenomena  vhlch  support  it.  Contrast  and  Induction. 
Color  vision  at  low  Intensities.  "  Twilight  vision."  "  Dupllcl- 
tlte-theorie."    Meaning  of  color  theories. 
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Special  AppttcatUma 
tL  Fhotometiy.    Difficulty  In  case  of  color  difference. 
Methods  of  heterochromatlc  photometTj. 

1.  Direct  compartaon.    DlIBcuItr. 

2.  Method  b7  vlanal  &cnft)'.     Subject  to  equal  dlfllcultr  with 

above.    Inherent  roughneaa  of  the  method. 
8.  Flicker  photometry.     Objectlooa  to  all  methoda  are  Tarl»- 
tlons  In  luminous  TStues  of  colore: 

1.  At  Tftrylng  intensities. 

2.  For  different  eyes. 

3.  In  different  parts  of  visual  Held  of  the  same  eye. 

b.  Glare. 

Provisional  definition  "  Light  out  of  place."  Reaclloa  of  eye  to  mis- 
placed light  (1)  by  pain,  (2)  by  difficult  vision. 

P&ln  from  light  often  relative  to  state  of  eye.  Dark  adaptation. 
Occnpation-pbotoplioblB.     In  diseases  of  the  eye. 

Ehnbarrassed  vision.  Any  circumstance  within  or  without  ttae  eye 
which  interferes  with  vision  calls  for  increased  work  of  eye- 
muscles. 

Conditions  In  Illumination  which  Interfere  with  vision. 

Light  source  In  field. 

1.  Tendency  of  eye  to  wander  to  it. 

2.  Relative  Invisibility  of  other  objects.     Induction. 
Induction.    Either  a  detriment  or  advantage  to  vision  according  to 

circumstances. 

Scattered  light  and  secondary  Imagee  In  the  eye.  "  Halos  " — why 
not  alwaya  seen. 

Wide  range  of  eye  for  full  adaptation.  Example  of  room  lit  at  vari- 
ous Intenaltlea.    Range  at  any  one  Instant.    Black  :  whitest :  20. 

Probable  range  in  ordinary  illuminations.  Scattered  light  always 
of  a  much  lower  order  of  Intensity,  Not  In  evidence  unless  com- 
ing from  source  of  relatively  very  high  Intensity. 

c.  Injuries  from  radiation. 

Difficulty  of  determining  exact  wave  lengths  responsible.  Review 
of  Injuries  caused  by  radiation.  In  the  more  exposed  part  of  the 
eye.  In  the  retina.  In  the  lens.  Transmission  of  the  eye-media 
for  Infra-red.    For  ultra-violet. 

Bearing  of  this  on  location  of  Injuries.  Infra-red  ruled  out  as  cause 
of  disturbance.    Ultra-violet  Is  the  disturbing  factor  In  superScIal 

Practical  application.  Question  la  not  <»iIt  "What  wave  lengths?" 
but  "  What  intensity  T"  Comparison  of  sources  with  daylight  as 
to  distribution.  Cause  of  discomfort  with  artificial  light  Patlgue 
and  wrong  system  of  Illumination. 
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Lbotubb  I 
physiological  Optics 
The  eye  ie  an  optical  inatnunent.  In  more  definite  tenns,  it  is 
to  be  considered  optically  as  not  different  from  a  photographic 
camera — Shaving  a  lens  of  ita  own,  an  iris  where  the  camera  has  a. 
diaphragm,  a  sensitive  retina  corresponding  to  the  sensitiye  plate. 
Further,  the  means  of  adapting  the  eye  to  objects  at  different  dis- 
tances is  not  wanting — the  fonctlon  of  accommodation  changing  the 
shape  of  the  lens  cuF  the  eye  (not  the  distance  of  the  retina)  to 
bring  objects  at  different  distances  into  focus. 
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The  eyeball  is  in  shape  nearly  spherical.  Its  walls  are  composed 
of  three  layers,  an  outer,  fibrous  coat,  called  the  sclera,  which  gives 
the  eyeball  its  strength,  and  of  which  the  portion  that  is  visible  is 
known  as  the  white  of  the  eye,  Next  within  this  is  the  choroid 
coat,  composed  chiefly  of  blood  vessels  whose  function  is  to  nourish 
the  sclera,  and  more  particularly  the  retina,  which  forms  the  third, 
inmost  layer  of  the  wall  of  the  eyeball,  and  is  the  sensitive  layer 
on  which  the  impressions  of  light  are  received  and  from  which  corre- 
sponding nerrons  impulses  are  transmitted  to  the  brain. 
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The  eyeball  ie  in  shape  nearly  epheiical  and,  as  we  said,  the' outer 
coat  is  white.  At  the  forward  pole,  however,  this  coat  has  a  differ- 
ent Btmcture  and  becomes  perfectly  transparent,  fonning  a  more 
convex  surface  than  the  rest  of  the  eyeball.  This  part  of  tiie  eye 
is  called  the  cornea,  and  its  surface  is  the  point  of  entry  of  light 
into  the  eye  and  forms  the  first  refracting  surface  of  its  dioptric 
system.  Back  of  the  cornea  is  a  space  filled  vrith  a  clear,  wateiy 
substance  called  the  aqueous  or  aqueous  humor,  this  space  being 
divided  by  the  iris  into  what  are  called,  respectively,  the  anterior 
and  posterior  chambers.  The  iris  is  a  prolongation  forward  and 
inward  of  the  middle  or  choroid  coat  of  the  eye,  and  forms  a  ring- 
shaped  curtain,  supported  at  its  outer  edge  and  composed  partly 
of  muscular  tissue,  by  virtue  of  which  it  is  capable  of  changing 


the  diameter  of  ite  central  opening,  the  pupil  of  the  eye.  By  this 
mechanism  the  brightness  of  the  image  falling  on  the  retina  ia 
controlled,  and,  further,  the  sharpness  of  the  image  is  increased 
by  contraction  of  the  pupillary  orifice  owing  to  the  general  decrease 
in  the  diameter  of  the  cone  of  light  rays  corresponding  to  any 
given  point  of  object  and  image. 

The  inner  edge  of  tlie  iris  rests  against  the  lens,  or  more  prop- 
erly, the  lens  capsule.  The  lens  is  a  transparent  elastic  body,  con- 
fined between  two  layers  of  thin  membrane  known  as  the  lens 
capsule.  These  two  layers  pass  outward  so  that  their  edges  meet 
and  are  inserted  into  a  muscular  ring  known  as  the  ciliary  body 
or  muscle,  corresponding  about  to  the  outer  edge  of  the  iris.  It  is 
evident  that  the  lens  must  change  in  shape  when  the  tension  on 
these  two  layers  of  the  capsule  changes,  and  accommodation  is 
brought  about  in  tiiis  way,  so  that  the  eye  forms  a  dear  image  of 
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a  near  or  fat  object  as  neceseity  dictatea.  There  are  two  theories 
as  to  the  exact  mechanism  of  this  process.  We  do  not  need  to 
discuss  these  further  than  to  state  one  point  on  which  they  agree, 
namely,  that  in  a  normal  eye  the  ciliary  muscle  ia  at  rest  when  a 
distant  object  ie  in  focus.  Eye-strain,  of  which  you  all  know  some- 
thing, depends  in  part,  at  least,  on  strain  of  the  ciliary  muscle,  and 
a  practical  corollary  we  can  deduce  here  is  that  tired  eyes  are  rested 
by  looking  at  objects  some  distance  away — aay  15  feet  or  over — 
provided  these  objects  are  neither  very  dark  nor  very  bright,  and 
are  not  moving. 

Back  of  the  lens  and  the  lens  capsule  the  eyeball  is  filled  with 
a  cleat,  jelly-like  material,  known  as  the  vitreous,  the  vitreous  body 
or,  in  the  older  nomenclature,  as  the  vitreous  humor. 

It  will  be  seen  from  this  that  the  light  rays,  striking  the  front 
of  the  eye,  pass  through  the  cornea  and  the  aqueous,  passing  through 
the  pupillary  opening  of  tlie  iris,  and  then  through  the  lens  and 
vitreous,  finally  strildDg  the  retina. 

We  must  pause  here  to  consider  the  value  of  transparent  struc- 
tures as  an  optical  system.  What  happens  to  the  light  rays  in 
passing  through  them  in  the  way  we  have  just  outlined?  To  b^n 
with,  the  aqueous  and  vitreous  have  a  refractive  index,  1.3366, 
about  equal  to  that  of  water.  The  cornea  has  a  somewhat  higher 
index  of  refraction,  1.377,  but  its  two  surfaces  being  so  nearly 
parallel,  the  course  of  the  light  rays  is  scarcely  altered  in  passing 
through  it.  The  lens  has  a  higher  refractive  index.  It  ia,  however, 
not  uniform  in  this  respect,  the  portions  nearest  its  center  having 
the  greatest  refractivity,  the  superficial  portions  the  least.  The 
mean  value  for  the  refractive  index  of  the  lens  as  a  whole  is  given 
as  1.437. 

Optically,  then,  there  are  three  surfaces  in  the  eye  to  be  con- 
sidered as  refracting  surfaces:  (1)  The  anterior  corneal  surface, 
radius  7.8  mm.,  where,  owing  to  the  high  difference  between  the 
refractive  indices  of  air  and  of  the  eye  media,  the  greatest  amount 
of  refraction  in  the  eye  takes  place.  (2)  The  anterior  lens  sur- 
face. This  changes  its  shape,  as  we  before  stated,  according  as  the 
eye  is  accommodated  for  far  or  near  objects,  varying  from  a  radius 
of  curvature  of  10  nun.  for  far  objects  to  6  mm.  for  near  ones. 
(3)  The  posterior  lens  surface  also  changing,  but  only  very  slightly, 
with  accommodation  from  6  to  6.5  mm.  radius  of  curvature. 

The  location  of  these  surfaces,  with  respect  to  the  retina  in  the 
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naaccommodated  eye,  is  represented  by  these  dimensions:  From 
the  center  of  the  corneal  surface  to  the  anterior  lens  surface, 
3.6  nun.;  thickness  of  the  lene,  3.6  mm.;  posterior  lens  surface  to 
retina,  14.6  mm. 

To  simplify  the  comprehension  of  the  refractive  value  of  the 
eye,  the  idea  of  a  reduced  eye  or  schematic  eye  has  been  originated, 
composed  of  a  single  refracting  surface  bounding  a  homogeneous 
refractive  medium.  From  this,  compntations  as  to  size  of  image, 
diffusion,  circle,  etc.,  can  be  made.  It  is  suiScient  here  to  remem- 
ber that  the  distance  from  the  nodal  point  to  the  retina  is  15.5  mm., 
that  is,  any  dimension  of  the  retinal  image  (X)  can  be  known  by 
this  proportion: 

X :  15.5= dimension  of  object :  distance  to  object. 

Along  with  the  consideration  of  the  eye  as  an  optical  instrument, 
we  must  not  neglect  to  take  note  of  its  defects  as  such.  On  the 
ground  of  mathematical  accuracy  the  eye  cannot  escape  criticism. 
It  has  all  the  defects  known  to  optical  systems.  Although  it  is 
not  to  be  assumed  that  the  refracting  surfaces  of  the  eye  are  truly 
spherical,  yet  an  error  corresponding  to  spherical  aberration  does 
exist,  that  is,  the  light  rays  passing  through  the  peripheral  portions 
of  the  pupillary  opening  do  not  come  to  a  focus  at  the  same  point 
as  the  central  ones,  with  the  result  that  vision  may  be  more  distinct 
when  we  look  through  a  small  diaphragm  than  without  it,  even 
though  the  diaphragm  does  decrease  the  apparent  illumination  of 
the  object  looked  at.  Further,  the  eye  is  not  corrected  for  color, 
although  it  is  sometimes  erroneously  assumed  to  be.  It  is  true 
that  ordinarily  colored  fringes  are  not  seen,  but  they  may  be  made 
visible  by  the  simple  experiment  of  passing  the  edge  of  a  card 
across  the  pupil,  and  as  closely  as  possible  to  it,  and  at  the  same 
time  looking  at  a  dark,  narrow  object  on  a  bright  background  par- 
allel to  the  edge  of  the  card.  The  edge  of  the  object  toward  the 
card  will  be  seen  to  have  a  blue  fringe,  the  further  edge  a  reddish 
one.  Further,  by  looking  at  an  incandescent  filament  through  a 
cobalt  glass,  which  transmits  blue  and  some  red,  but  not  the  inter- 
mediate colors,  we  will  be  able,  by  properiy  accommodating  the 
eye  to  see  either  a  red  or  a  blue  filament,  but  only  one  of  these  can 
be  seen  distinctly  at  any  one  time,  the  other  appearing  as  an  in- 
distinct halo.  The  difference  of  refractive  power  of  the  eye  for 
red  and  blue  has  been  found  to  be  2.25  diopters,  equivalent  to  a 
lens  of  about  44  cm.  focal  length. 
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A  third  optical  defect  of  the  eye  ia  astigmatism.  It  is  present 
almost  tmiversally  in  very  slight  degrees,  both  regular,  i.  e.,  such 
as  can  be  corrected  by  a  cylindrical  lenB,  and  irregular,  which  is 
beyond  artifical  correction.  Those  high  degrees  of  astigmatism, 
constituting  relatively  serious  defects  of  vision,  cannot  be  consid- 
ered here,  nor  can  the  other  classical  errors  of  refraction,  namely, 
myopia,  hyperopia  and  presbyopia,  except  to  state  briefly  that  such 
exist-  We  must  mention,  however,  one  or  two  other  things  which 
are  especially  noteworthy  from  the  standpoint  of  physical  optics. 
The  various  refractive  surfaces  of  the  eye  are  by  no  means  ac- 
curately centered  about  a  common  axis.  It  has  been  shown  that 
the  lens  is  somewhat  out  of  line  with  respect  to  the  corneal  surface, 
and  the  fovea  of  the  retina  (that  point  which  ia  concerned  with 
direct  vision,  i.  e.,  when  we  look  at  an  object)  is  not  in  line  with 
either.  Further,  it  is  to  be  stated  that  the  field  of  the  eye  is 
small — remembering  that  here  we  mean  the  field  of  most  distinct 
vision.  It  is  to  be  remembered  that  the  actual  field  of  vision  of 
one  eye  is  very  large.  The  eye  without  being  moved  is  capable 
of  seeing,  with  less  distinctness,  objects  far  removed  from  the  point 
of  direct  vision,  but  only  a  very  small  part  of  the  retina  is  special- 
ized in  such  a  way  as  to  enable  us  to  read  print  under  ordinary 
conditions. 

To  recapitulate:  The  optical  defects  of  the  eye  are  spherical 
aberration,  astigmatism,  eccentricity  of  the  optical  elements,  smaU- 
nesa  of  field  of  distinct  vision.  These  have  been  dwelt  on  at  some 
length,  not  because  it  is  wished  to  urge  the  inferiority  of  the  eye 
as  an  optical  instrument,  but  to  emphasize  in  this  connection  a 
principle  which  underlies  life  and  goes  far  to  distinguish  living 
from  non-living  material.  It  ha^  been  said  that  man  can  make  a 
better  photographic  camera  than  the  eye  is,  but  he  cannot  make  a 
better  eye.  What  is  meant  is  that  the  eye  is  a  living  thing,  and 
as  such  has  the  power  of  adaptation  in  many  ways  to  the  conditions 
which  it  has  to  meet.  In  special  instances  it  meets  the  conditions 
by  rapid  adjustment,  and  it  can  meet  an  astonishingly  wide  range 
of  conditions  if  time  is  allowed  for  full  adaptation  to  take  place. 

These  adjustments  are  brought  about  in  several  ways.  We  have 
already  spoken  of  accommodation,  by  which  the  lens  of  the  eye 
is  adjusted  for  objects  at  different  distances.  The  eye  can  pick 
out  not  only  a  certain  object,  but  any  line  of  that  object,  and 
accommodation  can  be  adjusted  instantly  to  get  the  best  possible 


.y  Google 


532  IlLUUINATINO   ENGtMEEBIHa 

TifiioD  of  that  line.  la  that  way  aome  of  the  defects  of  the  eye  can 
be  OTercome.  In  this  coimectioii  we  must  mention  also  the  quick 
adjustment  of  the  pupillary  diameter  to  the  changes  in  the  amount 
and  distribution  of  light  falling  on  the  eye,  by  vhich  sudden 
changes  in  illumination  are  compensated.  The  complete  range  of 
the  eye  in  its  adaptation  to  various  degrees  of  illumination  is,  how- 
ever, far  wider  than  can  be  accounted  for  by  the  extreme  changes 
in  pupillary  area,  and  further,  these  changes  in  eeneitiTeness  of 


Fid.  3. — The  Bxtrlnsfc  Muscles  ot  the  Ere. 

the  eye  do  not  become  complete  until  half  an  hour  or  more  has 
been  spent  under  the  new  conditions,  and  must,  for  these  reasons, 
be  ascribed  to  distinct  change  in  sensitiyeneBB-  of  the  retina  itself, 
a  point  to  which  we  will  recur  later  on. 

A  third  means  by  which  the  eye  makes  good  for  its  optical  de- 
fects is  the  group  of  muscles  by  which  the  eyeball  is  turned  in  its 
socket.  There  are  six  of  these  for  each  eye,  known  as  the  extra- 
ocular muscles.  In  proportion  to  the  size  of  these  muscles  the 
nerves  entering  them  are  much  larger  than  the  nerves  supplying 
any  other  muscular  structure  of  the  body;  and  if  we  except  the 
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heart,  ve  can  Bay  that  no  other  muscular  structure  is  more  inces- 
Bantly  active  during  waking  hours  than  these  muscles  are.  They 
are  held  in  accurate  balance  with  each  other  and  with  the  state  of 
accommodation  of  the  eyes  by  nervous  impulsRS  from  common 
nervous  centers.  When  the  eyes  are  accommodated  for  distance  the 
visual  axes  of  the  two  eyes  are  kept  parallel  to  each  other  by  these 
muEcles,  and  remain  parallel  in  whichever  direction  the  eyes  may 
be  turned  in  their  orbits.  With  every  degree  of  accommodation 
for  nearer  objects  there  is  a  corresponding  degree  of  turning  in 
of  the  eyeballs  with  respect  to  each  other,  so  that  the  visual  axes 
always  meet  at  the  point  looked  at.  Although  the  relation  between 
these  two  movements,  accommodation  and  its  corresponding  degree 
of  convergence  may  be  distorted  to  a  limited  extent,  as  by  putting 
a  prism  of  low  deilecting  power  before  one  eye,  and  compelling  a 
greater  or  less  discrepancy  between  convergence  and  accommoda- 
tion to  compensate  for  it,  yet  such  a  disturbance  can  be  of  only 
limited  extent,  and  if  continued  surely  makes  trouble. 

The  smallness  of  the  field  for  distinct  vision  is  well  made  up  for 
by  the  action  of  these  muscles.  Any  object  in  the  outlying  parts 
of  the  visual  field  that  attracts  the  attention  at  once  sets  these 
muscles  into  action  in  such  a  way  as  to  bring  the  image  of  that 
object  on  to  the  fovea,  the  most  sensitive  point  of  each  retina,  where 
its  details  become  evident  up  to  the  maximum  power  of  the  eye. 

Aside  from  the  visible  movements  of  the  eyeballs,  it  is  probable 
that  much  finer  movements  exist,  not  evident  to  ordinary  inspec- 
tion, which  contribute  in  a  high  degree  to  the  distinctness  of  vision 
of  fine  detail.  A  parallel  to  this  is  the  behavior  of  touch  sensation. 
If  we  simply  rest  the  finger  tips  on  a  surface  we  do  not  get  an 
accurate  idea  of  the  minute  irregularities  of  the  surface  until  we 
give  the  fingers  a  very  slight  movement.  When  we  do  this,  the 
details  of  the  surface  are  felt  with  surprising  distinctness.  It  ap- 
pears that  by  means  of  the  fine  movements  of  the  eye  the  fovea  ia 
made  to  feel  over  the  retinal  image  in  an  exactly  similar  way,  and 
bring  out  its  details.  In  support  of  this  idea,  it  may  be  said  that 
the  retinal  blood-vessels  are  so  placed  that  when  light  enters  the 
eye  they  always  cast  shadows  in  the  light-sensitive  layer,  and  yet 
these  shadows  are  practically  never  seen  by  the  eye  in  which  they 
exist,  since  on  movement  of  the  eye  the  blood-vessels  move  in  an 
exactly  similar  way,  and  there  is  no  change  of  position  of  the 
shadows  with  respect  to  the  retina.  By  a  special  mode  of  illumina- 
81* 
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tioD  the  shadowB  e&a  be  shifted  to  a  slightly  different  poBitioD  and 
at  once  become  visible. 

(a)  Setinal  StrDotme  and  Topography,  We  cannot  safely  pass 
on  to  the  question  of  retinal  functions  without  first  going  over 
the  known  structure  of  the  retina. 

The  retina  or,  as  the  ophthalmologist  terms  it,  the  "  eye-ground," 
can  be  seen  by  means  of  the  ophthalmoecope.  This  is  essentially 
no  more  than  a  small  perforated  concave  mirror  by  which  light  is 


Pig.  t. — The  Bye-ground. 

thrown  from  a  suitable  source  into  the  observed  eye.  The  mirror 
is  held  close  to  the  observed  eye,  and  the  observer  looks  through 
the  opening  in  the  mirror.  The  rays  from  the  observed  retina  leave 
that  eye  as  parallel  rays,  are  received  by  the  observer's  eye  as  par- 
allel, and  brought  to  a  focus  on  his  retina  as  an  image  of  the 
retina  under  observation. 

Under  these  conditions  the  retina  is  seen  as  a  reddish  surface, 
crossed  by  numerous  radiating  blood-vessels  (Fig.  4),  which  arise 
from  an  area  of  paler  color  than  the  rest,  known  as  the  optic  disc. 
This  is  no  more  nor  less  than  the  end  or  "head"  of  the  optic 
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nerve,  as  it  enters  the  eye  and  before  its  fibers  spread  out  and 
become  a  part  of  the  retina.  The  nerve  head  and  a  variable  por- 
tion of  the  retina  about  it  fonn  the  well-knovm  "  blind  spot "  of 
the  retina.  These  blood-vessels,  it  must  be  remembered,  like  the 
fibers  of  this  nerve,  spread  out  over  the  Burface  of  the  retina  near- 
est to  us,  while  the  light-receiving  organs  are  on  the  opposite  side 
of  the  retina  in  such  a  way  that  the  light  to  which  ordinary  vision 
is  due  has  to  pass  through  practically  the  whole  thickness  of  the 
retina  before  reaching  -the  sensitive  organs.  The  shadows  of  these 
blood-veEsels  are  always  present  on  the  sensitive  layer  imder  the 
conditions  of  ordinary  vision. 

The  point  of  most  distinct  vision  is  a  short  distance  away  from 
the  nerve  head  toward  the  temple.  It  is  recognized  by  an  in- 
definite, slightly  darker  spot  on  the  retina,  with  a  light  center. 
At  this  point  the  blood-vessels  are  not  visible,  but  they  can  be  seen 
to  approach  it  from  all  sides,  dwindling  in  size  down  to  invisibility, 
and  eo  leaving  the  fovea  and  a  small  surronnding  area  free  from 
the  shadows  of  the  vessels. 

The  microscope  has  shown  the  retina  to  be  of  most  complicated 
structure.  Indeed  it  is  considered  by  anatomists,  in  view  of  its  re- 
lations, to  be  chiefly  a  part  of  the  brain  pushed  out  in  the  course 
of  development  to  meet  the  end  organs. 

The  unit  of  which  the  nervous  system  is  built  up  is  known  as  a 
neuron.  Briefly,  this  is  a  nerve  cell  plus  its  processes,  of  which 
the  longest,  in  the  most  typical  cases  several  feet  long,  is  called 
the  axis-cylinder  process,  and  is  the  fiber  of  whidi  nerves  are  built 
Qp,  and  which  transmits  the  nervous  impulse.  The  optic  nerve 
is,  as  we  shall  see,  a  bundle  of  such  fibers,  leading  from  certain 
celts  in  the  retina. 

There  are  three  sets  of  neurons  concerned  in  the  transmission 
of  the  impulse  before  it  leaves  the  retina.  The  rods  and  cones, 
recognized  as  the  seat  of  light  reception,  are  the  terminal  portions 
of  the  outer  set  (II,  Fig.  5b)  .  The  base  of  each  rod  or  cone  is  con- 
tinuous with  a  fiber  which  has  on  its  course  the  nucleus  of  this 
neuron  and  at  its  other  end  comes  into  relation  with  the  «nd  of 
a  similar  fiber  from  the  second  set  of  neurons  (at  IV).  These 
neurons,  in  a  similar  way,  eommimicate  with  the  third  set,  the 
"ganglion"  cells  (IX),  from  which  the  axis-cylinder  processes 
(X)  arise  that  collectively  form  the  optic  nerve.    To  consider  what 
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further  courge  the  nervoua  impulses  pursue,  after  reaching  the 
brain,  would  detain  us  too  long. 

In  addition  to  these  three  sets  of  cells  described,  there  are  wholly 
within  the  retina  certain  other  cells  which  appear  to  have  the  func- 
tion of  associating  diifercnt  parts  of  the  retina,  called  association 
and  amacrine  cells,  variously  formed,  the  association  cells  (4) 
with  horizontally  mnning  processes  of  varying  length,  the  amacrine 
cells  (1)  with  many-branched  processes  forming  a  Teritable  tree  in 


i! 


Fio,  B. — Scheme  o 

certain  layers  of  the  retina.  We  have  then  good  reason  to  conclude 
that  the  impulse  set  up  in  any  particular  rod  or  cone  is  not  to  be 
considered  as  running  an  isolated  course,  even  as  far  as  the  optic 
nerve.  No  more  can  we  conclude  that  the  impulses  from  the  rods 
and  those  from  the  cones  as  two  distinct  classes  are  capable  of 
independent  consideration.  Microscopic  investigation  of  the  con- 
nections of  these  nervous  elements  of  the  retina  apeak  against  it, 
and  experimental  investigation  of  retinal  functions  abundantly 
shows  that  every  point  of  the  retina  is  very  much  dependent  in  its 
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respoDse  to  Btimulation  on  the  coexisting  state  of  excitation  of  other 
parts  of  the  retina,  more  especially,  as  may  be  supposed,  parts  near 
or  adjacent  to  it. 

No  part  of  the  retina  is  free  from  cones.  The  fovea  itself,  for 
an  area  of  about  0.5  mm.  in  diameter,  is  supplied  with  cones  only 
(I,  Fig.  6).  Outside  this,  the  rods  begin  to  appear  (11).  They 
become  more  and  more  frequent  further  from  the  center.    The 
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cones  at  the  same  time  become  less  and  lees  frequent  and  larger  in 
size  (III,  IV,  V),  persisting,  however,  to  the  very  outer  limit  of 
the  sensitive  retina. 

There  are  certain  visible  changes  which  have  been  shown  to  take 
place  in  the  retina  on  exposure  to  light.  There  is  a  certain  layer 
of  cells  just  outside  the  layer  of  rods  and  cones  containing  abundant 
dark  pigment.  On  exposure  of  the  retina  to  light  these  cells  ap- 
parently send  down  processes  between  the  rods,  much  of  the  pig- 
ment going  along  with  them  so  as  to  tend  to  optically  isolate  the 
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rods  from  each  other  (Fig,  7).  At  the  same  time  the  cones  escape 
thie  in  a  measure  by  moving  in  the  same  direction  towrd  the  light. 
Another  change  which  clearly  takes  place  by  expoaute  to  the  light 
IB  the  bleaching  of  the  visnal  pnrple.  This  substance  is  found  in 
the  outer  parts  of  the  rods  in  a  "  dark "  eje,  can  be  extracted  in 
solution  by  suitable  means,  and  is  rapidly  bleached  by  exposure  to 
light.  An  attempt  has  been  made  to  connect  the  bleaching  of  the 
visual  purple  with  the  phenomena  of  blue  sensation  by  Konig. 
This  theory  perhaps  needs  better  con£rmatiDn,  but  the  phenomena 
of  visual  purple  are  interesting  chiefly  as  a  suggestion  of  the  poesi- 


Fio.  7. — (a)  "  Light "  Retina  and  (b)  "  Dark  "  Retina  of  Frog  Id  S«c- 
tloD,  Sbowlng  Cbange  In  PoBition  of  Cones  (c)  and  Plsment  (p)  (after 
V.  O«iideren-Stort) . 

bility  of  other  colorless  eubstancea  in  the  retina  which,  by  their 
light  sensitiveness,  may  play  parts  in  light  and  color  vision. 

(b)  Betinat  Fnnotioni.  What  we  have  said  concerning  retinal 
structure  leads  us  naturally  to  a  question  to  be  considered  with 
reference  to  retinal  functions.  Our  field  of  view  with  one  eye  is 
at  any  instant  many  times  larger  than  the  point  we  are  looking 
directly  at.  The  light  sensitive  area  of  the  retina  is  just  as  many 
times  larger  than  the  part  which  is  specialized  for  the  resolution 
of  fine  detail.  How,  then,  do  the  other  functions  of  the  retina  vary 
over  different  portions  of  its  area? 
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The  visual  field  is  measured  b;  covering  one  eye  and  placing  the 
ottier  at  the  center  of  an  arc  (A,  Fig.. 8).  The  eye  is  fixed  on  one 
point  of  the* arc  (0),  and  the  test  object  (B),  whatever  it  may  be, 
moved  along  the  arc  to  find  the  exact  point  at  which  it  is  just 
visible.  The  arc  is  arranged  to  rotaia  about  the  visual  axis  (OA), 
and  by  repeating  this  observation  vrith  different  positions  of  the 
arc  the  limit  is  obtained  in  every  direction. 


Pis.  8.— Method  of  Mapping  the  Vlsnal  Field. 


The  visual  field  for  a  single  eye,  as  determined  in  this  way, 
extends  outward  about  90°  from  the  visual  axis  of  that  eye,  inward 
60°,  upward  50°  and  downward  70°  (Fig.  9).  Within  these  limits 
light  and  form  can  be  recognized  to  a  variable  extent.  It  must  be 
understood  that  this  applies  to  the  fixed  eye;  movements  of  the 
eyeball,  of  course,  will  bring  a  larger  area  into  view.  For  color 
perception,  the  area  is  less  exteneive  and  unequal  for  different 
colors.  Blue  has  the '  largest  field  next  to  white,  green  has  the 
smallest  field  of  all,  and  red  occupies  an  intermediate  position. 

Yiaual  acuity,  or  the  power  to  distinguish  detail  (anch  as  the 
shape  of  letters)  varies  in  a  similar  way.    From  the  center  of  the 
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field  it  drops  with  extreme  rapidity  for  a  short  distance,  then  more 
slowly,  toward  the  outer  part  of  the  field  {Pig.  10).  For  an  eye 
kept  in  the  dark  and  investigated  in  the  dark  by  means  of  feebly 
lighted  characters,  the  visual  acuity,  although  of  a  low  value,  is 
about  equal  to  that  obtained  under  light  conditions  for  the  outer 
parte  of  the  field,  and  is  about  equal  for  the  whole  field,  except 
the  center,  where,  under  these  conditions,  vision  seems  to  be  re- 
duced or  absent. 


Fro.  9.— liimitB  of  Visual  Field  for  Form  and  for  Color. 

There  is  still  another  form  of  sensibility  which  we  must  consider 
under  the  head  of  distribution  of  function  of  the  retina.  A  mo- 
ment's thought  will  make  it  plain  that  our  visual  perception  of 
movement  depends  on  the  sensibility  of  any  given  point  of  the 
retina  to  changes  of  intensity  of  the  light  falling  on  it,  and  must 
then  go  hand  in  hand  with  sensibility  to  "  flicker."  With  respect 
to  flicker  the  eccentric  parts  of  the  retina  have  been  shown  to  have 
a  higher  sensibility  than  the  center.  In  practical  use,  the  outlying 
parts  of  the  retina,  as  compared  with  the  center,  can  then  be  said 
to  distinguish  objects  better  by  their  motion  than  by  their  form 
and  color. 
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What  we  have  just  said  conceming  the  distribution  of  the  funo- 
tioiiB  of  the  retina  must  always  be  borue  in  nuDd  in  what  we  are 
about  to  say  in  the  analysis  of  the  properties  of  the  retina.  In 
any  investigation  we  must  make  use  of  a  certain  finite  portion  of 


the  retinal  area,  and  this  portion  will  certainly  include  portions  of 
several  zones  of  different  sensibility  values.  A  concrete  instance 
of  this  is  the  comparison  of  two  lights  by  the  method  of  flicker 
photometry  and  by  the  method  of  visual  acuity.  As  we  just  saw, 
the  center  of  the  retina  is  most  acute  as  to  resolution  of  detail,  the 
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outlying  parts  most  sensitive  to  flicker,  so  that  in  these  two  cases 
we  may  be  using  two  dilferent  parts  of  the  retina  as  the  respective 
criteria  of  brightness,  and  the  fact  that  photometry  of  different 
colored  lights  by  the  two  methods  does  not  give  consistent  results 
is  not  surprising. 

This  difference  in  the  quality  of  response  of  the  various  pari» 
of  the  retina  must  be  borne  in  mind  when  we  attempt  to  draw 
conclusions  from  the  facts  of  color-mixture  and  allied  questions, 
which  we  are  about  to  discuss. 

The  simplest,  colors  we  have  are  the  various  monochromatic  lights 
obtained  by  the  dispersion  of  light  from  any  ordinary  light  source 
by  means  of  a  prism  or  grating,  and  the  exact  tesults  obtained  in 
color  questions  have  been  obtained  by  this  means.  In  color-mixture 
experiments  the  apparatus  is  arranged  so  that  two  different  mono- 
chromatic lights  may  fall  on  the  same  pari:  of  the  retina  at  the 
same  time,  and  be  capable  of  independent  adjustment  as  to  color 
and  intensity.  This  is  true  physiological  color  mixture,  and  may 
be  brought  about  in  a  less  accurate  way.  by  the  simple  device  of 
rotating  a  disc  divided  by  radial  lines  into  sectors  of  various  colors, 
at  such  a  speed  that  the  disc  shall  appear  of  uniform  color  without 
flicker.  We  must  stop  here  to  point  out  one  great  difference  be- 
tween physiological  color  mixture  and  mixture  of  pigments.  The 
mixture  of  pigments  and  the  superposition  of  transparent  colored 
media  give  approximately  the  same  results.  It  is  not  in  either 
cose  what  can  be  called  even  8  physical  mixture  of  lights,  since  the 
resulting  color  is  not  the  sum  of  the  two  in  either  physical  or 
physiological  sense,  but  is  that  portion  of  the  whole  white  light 
common  to  the  transmission  of  the  two  media.  It  is  roughly  white, 
less  the  sum  of  the  absorptions  of  the  two  media  that  reaches  the 
retina.  A  concrete  instance  of  this  is  the  well-known  fact  that 
blue  and  yellow  pigments  mixed  make  green;  almost  always  a 
relatively  dull  green  it  must  be  said.  Blue  and  yellow  lights  super- 
imposed on  the  retina  do  not,  however,  make  green,  unless,  indeed, 
we  have  chosen  greenish-bine  and  greenish-yellow  to  start  with, 
in  which  case  we  are  able  to  get  a  very  pale  and  washed-out  green. 
With  true  blue  and  true  yellow  we  are,  however,  much  more  apt  to 
get  a  pale  pink  by  physiological  mixture. 

The  instance  just  given  of  blue  and  yellow  is  one  of  the  most 
typical  pairs  of  complementary  colors  that  we  could  choose,  that  is 
to  say,  we  can  so  choose  a  pure  yellow  and  a  puce  blue  that  their 
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physiological  mixture  will  produce  the  Benaation  of  white  without 
a  trace  of  any  color  whatever.  For  our  eoDsideratiou  a  sufficiently 
complete  list  of  pairs  of  spectral  colore  which  produce  white  gensa- 
tiou  when  mixed  is  as  follows : 

Bed   complementary  to Blulab-green. 

Orange    Green  leh-blue. 

Tellow    Blue. 

QreeniBh-rellow    Violet. 

(Green  Purple.) 

We  see,  then,  that  the  complementary  to  red  is  bluish-green,  and 
that  from  red  to  greenish-yellow  the  spectral  colors  all  have  com- 
plementaries  in  the  region  from  bluish-green  to  violet.  We  have 
in  this  way  accounted  for  the  whole  spectrum  except  the  green 
region.  Green  has  no  complementary  in  the  spectrum.  For  a  com- 
plementary to  it  we  have  to  use  a  mixed  color,  purple,  made  by 
combining  light  from  the  extreme  ends  of  the  spectrum,  red,  and 
blue  or  violet.  It  is  possible,  then,  to  arrange  the  spectral  colors 
and  the  purples  in  a  circle  with  purple  occupying  the  gap  between 
the  final  violet  and  the  initial  red  in  such  a  way  that  any  diameter 
of  the  circle  would  end  in  two  complementary  colors. 

More  than  this,  we  can  imagine  each  diameter  of  this  circle 
colored  with  the  colors  made  by  mixing  thetwo  end  colors,  graded 
uniformly  from  the  one,  through  white  at  the  center  of  the  circle, 
to  the  other  complementary  at  the  opposite  end  of  the  diameter. 
If  we  do  this  in  such  a  way  that  any  straight  line  on  the  surface 
represents  a  series  of  colors  made  by  mixing  the  same  two  colors, 
we  have  the  "  Farbentafel "  or  color  chart,  on  which  the  spectral 
colors  fall  as 'shown  by  the  curve  in  Fig.  11.  This  figure  has, 
owing  to  its  shape,  been  called  the  color  triangle. 

Of  course,  the  area  outside  the  curve  corresponding  to  the  spectral 
colors  represents  only  theoretical  colors.  The  apices  of  the  triangle 
represent,  respectively,  the  fundamental  red,  green  and  blue  sensa- 
tions of  which  we  shall  have  more  to  say,  and  not  actual  physical 
colore.  This  figure  is  of  value  because  it  expresses  many  facts  of 
color  mixture.  First,  for  a  short  distance,  A  to  D  (according  to 
our  assumption  that  a  straight  line  falls  on  colore  mixed  from 
those  at  its  extremes),  we  can  see  that  intermediate  spectral  colors 
in  this  region  can  be  perfectly  matched  by  mixture  of  those  on 
either  side  of  it.  Second,  that  this  cannot  be  accurately  done  in 
any  other  part  of  the  spectrum,  but  is  most  nearly  true  for  the 
region  from  b  to  P  (green  to  blue). 
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If  we  attempt  to  mix  a  green,  however  (E),  we  see  that  unless 
our  two  mixing  colore  already  lie  very  close  to  E — really  in  the 
green — we  cannot  make  a  green  by  mixing  them,  but  get,  perhaps, 
a  greenish  color,  very  pale  and  close  to  the  white.  The  same  is 
true  of  red — we  can,  with  blue  or  violet  and  orange,  get  a  series 
of  colors,  rose  color  to  salmon,  resembling  red,  but  all  of  them 
look  pale  compared  with  spectral  red  itself. 

Finally,  for  blue  the  same  holds,  and  these  facts  have  led  to  the 
adoption  of  the  three  spectral  colors,  red,  green  and  blue,  as  the 


Fio.  11.— The  Color  Triangle  (after  Kfinig). 

physical  stimuli  which  respectively  call  forth  with  least  degree  of 
admixture  the  three  physiological  primary  or  fundamental  color 
sensations. 

Referring  again  to  the  diagram  wo  see  that  starting  with  these, 
red,  green  and  blue,  we  can  with  very  little  loss  of  saturation  mix 
all  the  other  spectral  colors,  the  mixed  color  in  general,  however, 
always  lying  a  little  toward  the  white,  i.  e.,  a  little  paler  than 
the  nearest  spectral  color. 

These  facts  have  confirmed  a  theory  as  to  color  vision,  originated 
by  Young,  developed  by  HelmhoUz  and  his  pupils,  and  at  present 
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looked  upon  as  expressing  certain  facts  of  color  vision,  especiallj 
of  color  mixture,  and  confirmed,  as  we  shall  see,  by  investigationB 
in  the  color  blind.  In  advance  we  mnet  say.  that  the  suppositions 
involved  in  this  theory  are  not  proven  anatomical  facts.  The 
theory  supposes  three  different  modes  of  response  of  the  light- 
sensitive  organs  which  have  been  spoken  of  as  "  three  sets  of 
fibers "  or  "three  sets  of  cones.^'  This,  however,  is  only  for  the 
sake  of  brevity,  and  we  will  probably  do  better  to  avoid  such  ex- 
pressions. 

These  three  modes  of  response  are  distinct,  however,  jost  as  they 
would  be  if  they  did  depend  on  anatomically  different  structures, 
and  when  active  give  rise  to  red,  green  and  blue  sensati^ins,  le- 
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spectively.  By  the  spectral  colors  they  are,  respectively,  excited, 
as  shown  in  the  diagram  (Fig.  12),  by  the  three  curves  drawn  in 
full  lines.  The  ordinatee  of  the  three  curves  at  any  point  show 
how  the  three  fundamental  sensations,  respectively,  respond  to 
stimulus  of  monochromatic  light  of  the  corresponding  wave  length. 
It  will  be  seen  that  for  nearly  the  whole  range  of  the  spectrum, 
all  three  color  sensations  are  active,  but  in  varying  proportionB. 
from  one  end  of  the  spectrum  to  the  other.  This  means  that  no 
spectral  light  can,  under  visual  conditions,  excite  one  fundamental 
color  sensation  alone;  in  other  words,  the  spectral  colors  are  not 
physiologically  saturated.  We  can,  for  instance,  fatigue  the  eye 
by  exposure  to  blue  and  red,  and  then  the  green  of  the  spectrum 
will  look  more  saturated  than  it  did  before. 
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Id  terms  of  this  theory  of  color  vision,  white  sensatioii  ariBes 
when  all  thi-ee  fundamental  Bensations  are  active  at  once,  in  cer- 
tain balanced  (for  simplicity  called  "equal")  proportions.  Lack^ 
of  saturation,  then,  is  interpreted  as  admiztiire  with  white,  that  is, 
all  three  fundamental  sensations  are  active,  but  not  in  "  white " 
proportions.  In  as  far  as  one  or  two  of  the  fundamentals  pre- 
ponderate, the  resulting  sensation  takes  its  hue  or  color  from  them. 

This  theory  of  color  vision  receives  interesting  confinnation  by 
examination  of  the  color-blind.  Two  classes  of  these  cases,  entirely 
distinct  from  each  other,  are  the  so-called  red-blind  and  green- 
blind  individuals.  Their  color  curves  are  represented  by  the 
broken  lines  and  the  curve  c  in  Fig.  12,  in  which  the  curves  b  and  o 
represent  the  color  curves  of  the  red-blind  eye,  and  a  and  c  those 
of  the  green-blind  eye.  The  curves,  it  will  be  seen,  correspond 
closely  to  those  of  the  normal  eye,  except  that  in  the  case  of  the 
red-blind  individual  the  fundamental  red  sensation  is  absent,  and 
similarly  for  the  green-blind  eye  the  fundamental  green  sensation 
is  wanting.  The  slight  differences  seen  between  the  respective 
"  normal "  and  "  color-blind "  curves  are  not  greater  than  the 
differences  between  different  normal  eyes. 

There  is  another  set  of  phenomena  which  bear  on  this  question 
of  color  vision,  that  is,  the  question  of  aft«r-images.  If  the  eye  is 
fixed  on  one  point  of  a  well-lighted  object  for  a  few  moments,  then 
turned  to  a  gray  surface,  an  iodeGnite  image  of  that  object  can  be 
seen  which  will  last  for  some  time.  The  colors  in  the  after-image 
are  in  general  complementary  to  those  of  the  object  itself,  and  light 
and  dark  parts  of  the  picture  are  reversed.  On  the  basis  of  the 
foregoing  theory,  this  phenomenon  is  explained  on  the  ground  of 
fatigue  of  that  part  of  the  color-sensitive  mechanism  corresponding 
to  the  color  of  the  object,  so  that  when  a  colorless  light  is  thrown 
on  the  retina  the  response  of  the  previously  (relatively)  unstim- 
ulated and  une?[hansted  mechanism  predominates,  and  the  sensa- 
tion of  exactly  complementary  color  results.  The  reversal  of  light 
and  shade  is  similarly  explained ;  the  parts  of  the  retina  on  which 
the  white  light  from  the  object  falls  are  fatigued  with  respect  to 
all  three  of  the  color  components,  with  the  result  that  they  respond 
less  actively  than  the  rest  of  the  retina,  but  that  no  fundamental 
sensation  can  predominate;  therefore,  the  sensation  resulting  is 
simply  dark  with  respect  to  the  rest  of  the  retina. 

In  a  certain  sense,  then,  brightness  and  darkness  can  be  treated 
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aimilarly  to  a  pair  of  complemeDtarj  colors.  StartiDg  from  this 
point,  ve  may  mention  a  second  color  theory  which  has  held,  and 
does  hold,  a  place  beside  the  one  which  we  have  just  mentioned. 
In  a  certain  Bense  we  have  just  spoken  of  darkness  and  brightness 
as  complementary  colors.  They  are,  too,  in  a  sense,  antagonistic, 
the  one  precluding  the  other.  We  can  also  choose  from  the  spec- 
trum two  pairs  of  colore,  such  that  we  cannot  even  imagine,  such 
a  thing  as  the  one  of  either  pair  partaking  of  the  character  of  the 
other  of  that  pair.    These  two  pairs  are : 

(1)  Hed  and  green. 

(2)  Yellow  and  blue. 

We  can,  for  example,  readily  find  such  things  as  greenish  or 
reddish  yellow,  but  a  bluish-yellow  is  not  even  thinkable.  In  this 
sense,  then,  these  are  pairs  of  antagonistic  colors.  Add  to  these  the 
pair 

(3)  White  and  black, 

and  our  three  pairs  represent  the  fundamental  color  substances  of 
the  Bering  theory  of  color  vision. 

The  first-named  color  of  each  pair  represents,  according  to  this 
theory,  the  breaking  down  of  the  respective  color  substance,  the 
second  a  building  up  of  the  same  substance.  One  process  being 
caused  by  light  stimulation  of  the  retina,  the  other  naturally  fol- 
lows, producing  the  after-image  effect  spoken  of.  It  is  easier, 
conceding  the  after-image  as  a  reaction,  rather  than  a  negative 
result  due  to  fatigue,  to  see  why  a  complementary  after-image 
should  be  seen  in  the  dark,  and  why  the  after-image  effect  may  be 
in  some  cases  sufiBcient  to  suppress  the  still-acting  stimulus  which 
produces  it.  In  the  absence  of  all  light  the  processes  in  the  retina 
come  to  a  nniform  state  of  balance  between  building  up  and  break- 
ing down,  which  results  in  the  sensation  which  is  called  "  mean 
gray,"  and  is  not  to  be  considered  as  black.  The  sensation  result- 
ing from  a  black  spot  in  a  white  surface  is  indeed  much  blacker. 
In  terms  of  this  theory,  the  white-stimulated  parts  of  the  retina 
are,  when  a  black  spot  on  a  white  ground  is  looked  at,  the  seat  of 
a  rety  active  breakdown  of  the  black-white  substance.  In  re- 
sponse to  this  call,  eveiywhere  in  the  retina  there  is  a  more  active 
bmldiug  up  of  this  substance  as  well  in  the  part  corresponding  to 
the  spot  as  elsewhere.  Hence,  the  increase  of  blackness  of  the  spot 
over  absolute  physical  darkness.  In  this  way,  perhaps,  this  theory 
accords  with  the  phenomena  of  contrast  better  than  the  three-color 
theory.    The  accentuation  of  differences  at  the  common  boundary 
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of  two  surfaces,  a  plienomenoa  referred  to  contrast  or  iadoction, 
falls  in  very  well  with  its  assumptions.  Another  similar  phe- 
nomenon ie  that  of  the  two  equal  gray  figures  on  black  and  white 
grounds,  respectively.  They  appear  of  different  brightness  in  the 
opposite  sense  to  the  difference  in  their  respective  backgrounds.  Fur- 
ther, these  contrast  effects  are  true  of  color  differences  as  well  as  of 
brightness  differences,  and  these  the  theory  treats  in  a  similar  way, 
as  we  have  seen. 

We  must  here  point  out  certain  changes  in  color  vision  which 
take  place  when  the  illumination  is  greatly  reduced.  It  is  found 
that  at  sufficiently  low  illumination  color  disappears  altogether. 
This  range  of  illumination  is  called  the  "  pbotochromatic  interval." 
It  is  absent  for  those  rays  which  are  red  at  ordinary  intensities. 
These  are  seen  as  red  when  seen  at  all.  Below  this  point  is  a  range 
over  which  the  entire  spectrum,  as  far  as  visible,  is  colorless.  Apart 
from  the  absence  of  color,  the  conditions  of  vision  at  this  low  in- 
tensity are  distinctly  different  from  those  at  higher  intensities, 
and  vision  under  these  conditions  has  received  the  name  of  "  twi- 
light vision."  It  is  found  that  under  these  conditions  the  visible 
range  of  the  spectrum  has  shortened,  chieSy  at  the  red  end,  and 
that  the  point  of  mazimum  brightness  has  travelled  from  the  point 
it  occupied  at  high  intensities  toward  the  blue  end  of  the  spectrum. 
This  is  an  entirely  different  condition  from  the  colorless  vision  of 
the  peripheral  areas  of  the  retina  at  high  intensity,  where  the  rela- 
tive brightness  of  the  various  parts  of  the  spectrum  has  been  found 
to  he  the  same  as  in  the  case  of  the  central  color-sensitive  parts 
of  the  retina  under  the  same  conditions.  Further,  it  has  been  found 
that  the  totally  color-blind  eye  (a  third  dass  of  color-blindness, 
which  we  now  allude  to  for  the  first  time)  sees  the  same  brightness 
distribution  as  the  normal  eye  does  under  conditions  of  twilight 
vision.  In  short,  it  has  been  statod  that  any  eye  which  sees  at  all 
at  these  low  intensities  sees  according  to  this  same  law  of  normal 
twilight  vision. 

This  has  led  to  a  third  theory  of  color  vision  called  the  "  Dupli- 
citats-Theorie."  This  takes  into  account  the  differentiation  of  the 
light-perceiving  organs  into  rods  and  cones,  and  their  known  be- 
havior under  changes  in  conditions  of  illumination. 

It  is  a  fact  that  under  strong  light  the  rods  undergo  a  partial 
optical  isolation  through  the  migration  of  pigment  particles  into 
the  spaces  between  them.     The  cones,  as  if  to  escape  this,  move 
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forward  toward  the  light.  Lastly,  the  visual  purple  which  Bccmna' 
latee  in  the  rode  at  twilight  intensitiee  ie  bleached  nnder  the  in- 
flaence  of  strong  light.  According  to  the  duplicity  theory,  the 
cones  are  the  active  organs  for  color  vision  and  for  white  vision  at 
high  intensitiee,  and  change  their  sensibility  only  slightly  to  com- 
pensate for  variations  in  the  intensity  of  illumination.  The  rods 
are  incapable  of  supporting  color  vision,  and  report  simple  light 
scnaation  only.  They  increase  tremendously  in  sensibility  when 
the  eye  is  kept  in  the  dark. 

If  asked  to  choose  between  these  three  theories,  it  would  appear 
that  the  last-described  one  asaigns  color  vision  to  the  cones  alone, 
but  does  not  appear  to  be  antagonistic  to  the  other  two,  the  Young- 
Hehnholtz  and  the  Hering  theories.  Further,  it  might  be  said  of 
these  two,  that  one  explains  the  facte  of  color  mixture  and  color 
blindness  the  more  satisfactorily,  the  other  the  facts  concerning 
af  ter-imagee,  contrast,  and  bo  on.  We  must  always  remember  that 
a  theory  is  to  be  considered  as  the  simplest  explanation  of  known 
facts.  As  such  it  helps  us  to  remember  the  facts.  To  argue  from 
a  theory  to  an  unknown  fact  is  risky.  It  helps  us  in  investigation, 
but  the  unknown  fact  has  to  be  subelantiated  by  experiment  before 
it  can  he  accepted.  The  theory,  hotrever,  often  helps  by  indicating 
what  we  may  reasonably  expect  to  verify. 

LscmntB  TI 
Special  Applications 

(a)  Photometry.  The  question  of  photometry  of  lights  of  iden- 
tical character  is  from  the  physiological  standpoint  a  comparatively 
simple  one.  We  might  almost  say  (what  is  not  strictly  true)  that 
there  is  no  physiological  question  involved.  The  problem  lies, 
however,  more  in  the  domain  of  physics,  since  identical  Hghte  must 
look  alike  to  all  ^es  and  be  capable  of  measurement  by  all  eyes 
that  can  see  them  at  all;  the  individual  variations,  as  in  any  other 
physical  meaaniement  arising  from  different  degrees  of  sensitive- 
ness and  carefulness  of  observers,  and  not  being  inherent  in  the 
method. 

When  color  difference  enters  the  problem,  however,  the  question 
is  totally  different,  and  we  may  well  ask,  in  the  case  of  wide  differ- 
ences of  color,  what  right  have  we  to  estimate  one  in  terms  of 
the  other  at  all?    What  common  property  is  there  that  is  possessed 
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b;  lights  of  all  colore?  The  answer  to  this  is  not  to  be  sou^t 
io  physics  but  in  psycho-physiology.  Any  light  sensation,  as  was 
long  ago  pointed  ont,  can  be  mentally  analyzed  as  having  three 
attributes,  viz.,  brightness,  color  and  saturation.  A  moment's 
thought  makes  it  clear  that  these  are,  from  the  sensation  stand- 
point, three  distinct  and  separable  qualities — yet  when  we  try  to 
hold  them  rigidly  separate  we  are  confronted  by  a  very  difficult  or 
impossible  task. 

If  we  attempt  to  form  a  judgment  as  to  equality  of  brightness 
by  the  simple  inspection  of  two  juxtaposed  surfaces,  we  are  met 
by  the  problem  of  this  very  analysis — we  must  distinguish  between 
color  and  brightness,  and  mentally  ignore  the  former  to  form  a 
judgment  As  to  the  feasibility  of  this  as  a  photometric  procedure 
we  can  only  quote  the  words  of  Helmholtz,  which  I  translate: 
"  I  must  myself  admit  that  I  have  never  overcome  a  great  nncer- 
tainty  in  these  comparisons,  although  I  do  not  believe  myself  to  be 
inferior  to  other  observers  in  the  comparison  of  very  small  color 
difEerences  at  the  same  brightness  and  very  small  differences  of 
brightness  in  the  same  color,"  and  add  that  the  frequency  with 
which  this  is  quoted  only  goes  to  show  the  frequency  of  its  con- 
firmation. Not  only  do  different  observers  get  different  results, 
but  those  observers  who  can  reproduce  their  own  results  at  differ- 
ent times  are  so  few  and  far  between  that  the  method  has  come  to 
be  looked  upon  as  impracticable. 

This  has  led  to  the  suggestion  of  a  second  method  of  hetero- 
chromatic  photometry :  that  two  illuminations  are  to  be  considered 
equal  when  under  them  details,  such  as  letters,  figures  or  specially 
designed  patterns,  are  equally  visible.  This  proposition  at  first 
glance  seems  ideal.  Although  from  the  standpoint  of  its  theoretical 
correctness  it  is  open  to  objections,  these  are  trifiing  compared  with 
the  difficulties  of  carrying  out  any  accurate  photometric  measure- 
ments on  the  basis  of  equal  visibility. 

We  have  spoken  of  the  variation  of  function  of  different  parts 
of  the  retina.  Let  us  briefly  recapitulate.  The  center  of  the  retina 
is  at  the  fovea,  a  thin,  rod-free  portion  of  the  retina,  which  re- 
ceives the  image  of  the  object  we  are  looking  at.  A  silver  quarter 
at  arm's  length  represents  its  angular  extent  At  its  border  the 
rods  begin  to  appear,  as  well  as  the  pigment  of  the  "yellow  spot," 
which  is  of  about  three  times  the  diameter  of  the  fovea.  The  cones 
beyond  this  become  fewer  and  larger,  the  rods  coming  to  pre- 
dominate. 
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At  the  same  time  we  know  that  the  color  sense  dimiaiBhea  in 
acutenese  as  we  go  outwards,  green,  red  and  blue  vieioii  disappear- 
ing consecutively  before  the  limit  of  the  field  is  reached.  Aeute- 
nesa  of  vision  diminishes  tiemendouslj  as  we  leave  the  fovea  and, 
finally,  as  to  the  perception  of  changes  of  intensity  (flicker),  the 
outlying  parts  of  the  retina  are  more  sensitive  than  the  center.  In 
any  question  of  heterochromatlc  photometry  we  may  then  justly 
raise  the  question  as  to  what  part  of  this  diversely  organized  and 
varionBly  sensitive  organ  called  the  retina  we  are  to  adopt  as  the 
criterion.  A  comparison  of  equal  visibility  must  be  made  with  the 
portion  of  the  retina  where  visibility  is  at  its  maximum,  that  is, 
the  fovea.  A  method  of  photometry  which  depends  on  the  dis- 
tinctness of  vision  of  fine  detail  then  depends  on  acuity  of  vision 
with  reference  to  the  center  of  the  visual  field. 

A  moment's  consideration  will  make  it  evident  that  this,  i.  e., 
making  possible  the  vision  of  fine  detail,  although  an  important 
function  of  illumination,  is  by  no  means  its  sole  function.  Ex- 
ceptions are,  for  instance,  general  illumination,  the  illumination 
ot  corridors  and  thoroughfares.  In  the  street  the  end  sought  is 
not  the  conditions  of  illumination  for  the  best  reading.  On  the 
contraiy,  what  is  the  most  important  is  not  that  at  all,  but  the 
ability  to  distinguish  moving  objects  not  so  much  at  the  center 
of  the  field  of  vision,  but  more  espedatty  those  objects  not  directly 
looked  at.  In  crossing  the  street  our  safety  depends  on  this  very 
power  of  seeing  moving  objects  by  indirect  vision. 

This  consideration,  however,  is  not  such  an  obstacle  in  the  way 
of  photometry  by  visual  acuity  as  the  difficulties  inherent  in  the 
method  itself.  These  are  the  result  of  several  facts.  The  first  of 
these  is  the  fact  that  the  increase  of  visual  acuity  with  increase  in 
illumination  is  very  different  for  different  eyes.  The  curves  in 
Fig.  13  are  from  observations  of  Ednig  on  different  normal  eyes,  and 
show  what  variations  we  may  expect  from  this  reason. 

Further,  other  factors,  such  as  small  errors  in  refraction  or 
changes  in  the  pupil,  will  outweigh  large  changes  in  light  inten- 
sity. A  small  diaphragm  (say  about  2  mm.  diameter)  put  before 
the  eye,  although  at  the  same  time  cutting  down  the  brightness 
of  the  retinal  image,  will  usually  increase  the  distinctness  of  vision. 

Similarly,  the  ophthalmologist  finds  that  the  changes  in  visual 
acuity  due  to  light  variation  are  so  small  that  they  can  be  prac- 
tically ignored,  as  compared  with  the  changes  brought  about  by  a 
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Fio.  13. — Tbe  Ordlnates  Represent  Visual  Acuity  for  Four  Dlflerent 
NOTmal  IndlTlduftls,  the  Abedsan  the  Logarltbrns  of  the  Illumination- 
Intensities.  One  DivlBlon  In  tbe  Abscissa  Line  therefore  Represents  a 
Ten-foU  Increase  in  Illumination  (after  KOnlg). 
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slight  disturbance  in  the  refraction  of  the  eye.  Then,  too,  it  must 
be  remembered  that  the  eye  is  not  optically  corrected  for  colorj  that 
its  constants  are  difEerent  for  different  colored  lights,  and  that  we 
are,  therefore,  practically  vorldng  with  a  different  eye  when  we 
work  with  different  colored  lights. 

The  final,  and  most  fatal,  objection  to  the  visual-acuity  method 
as  a  photometric  method  depends  on  two  fundamental  facts ;  the 


great  uncertainty  of  observation,  and  the  fact  that  visual  acuity 
is  a  very  slow-varying  function  of  illumination.  Fig.  14  illustrates 
a  series  of  40  observations,  plotted  serially,  as  taken  under  identical 
conditions.  The  test  object  was  a  system  of  parallel  lines  specially 
devised  so  as  to  admit  of  directly  changing  the  width  of  the  lines 
without  altering  any  other  condition,  either  distance,  illumination 
or  total  fiuz  of  light;  and,  further,  fiuctoations  of  the  pupil  of  the 
eye  were  shut  out  as  far  as  possible  by  using  a  diaphragm  of  2  mm. 


.y  Google 


554 


Illcminatino  Enoinbbhjng 


diameter  close  to  the  eye.  The  irregularity  was  lees  in  this  series 
tha.Q  in  othere  taken  in  the  same  way;  and  this  irregularity  seems 
to  depend  on  an  absolnte  fluctuation  from  time  to  time  of  vision 
itself.  The  two  parallel  lines  (mnning  through  the  circles  which 
indicate  the  values  obtained)  represent  the  change  in  visual  acuity 
corresponding  to  10  per  cent  change  in  illumination,  as  calculated 
from  several  series  taken  at  widely  different  illuminationB. 

Finally,  there  is  what  is  known  as  the  "flicker"  method  of 
color  photometry.     The  first-used  form  of  this  method  was  the 


X 

^ 

S 

/ 

/ 

\ 

^ 

/ 

/ 

y 

\ 

> 

\ 

/ 

/ 

\ 

\ 

/ 

/ 

f~ 

-N 

\, 

\ 

1 

'/ 

/ 

\ 

\ 

\ 

If 

V 

^ 

\ 

'\ 

\ 

'/i 

' 

\ 

V 

'< 

^ 

/ 

'/ 

K 

\ 

\ 

IlL 

_ 

_ 



_ 

_ 

_ 

_ 

tJ 

_\ 

A 

Fio.  16. — Critical  FrequencleB  of  the  Spectral  Colors  at  High,  Medium 
and  Loir  Inteniltlea.  Showing  Relatively  Greater  Changes  for  Red  (R) 
(after  Haycraft). 

simple  determination  of  the  frequency  of  alternation  of  illumi- 
nated and  dark  periods  on  a  given  surface,  which  was  necessary 
to  just  abolish  the  flicker  sensation,  equal  frequencies  in  the  case 
of  different  colors  being  held  to  mean  equal  brightness.  This  has 
been  used  to  determine  the  relative  brightness  of  various  parts  of 
the  spectnun  and  the  changes  caused  by  the  general  change  of  in- 
tensity from  higher  to  lower,  showing  definitely  that  the  phenomenon 
known  as  the  Purkinje  effect — that  is,  the  disproportionately  larger 
physiological  brightening  or  darkening  of  the  red  end  of  the  spec- 
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tram  as  compared  with  the  blue,  when  the  whole  is  physically 
changed  in  uniform  proportioii — is  true  for  the  method  of  photome- 
try by  critical  freqneiides. 

The  modem  method  of  flicker  photometry  does  not,  however, 
measure  light  intensity  by  critical  frequency.  Briefly,  the  method 
consifits  in  expcniug  the  same  portion  of  the  retina  to  illumination 
from  the  two  lights  alternately.  At  a  certain  speed  of  alternation 
the  two  colors  disappear,  giving  place  to  a  uniform  color  with  a 
flicker  superimposed  upon  it.  Then,  when  the  relative  intensities 
of  the  two  illuminationB  are  so  altered  that  this  flicker  disappears, 
the  two  illuminations  are  by  this  n\ethod  equal. 

From  the  theoretical  stuidpoint,  it  may  be  said  that  if  it  is 
possible  in  a  light  sensation  to  hold  color  and  brightness  apart  as 
separable  objects,  that  this  method  does  it.  We  have  a  transi- 
tion in  the  retina  from  one  light  stimulus  to  the  other.  After  the 
two  colors  have  ceased  to  be  distinguiahable  owing  to  the  speed 
of  alternation,  there  ie  still  a  flicker  which  can  be  made  to  dis- 
appear by  changing  the  relative  intensities.  In  other  words,  color 
flicker  has  a  lower  critical  frequency  than  brightness  flicker,  and 
on  reaching  this  frequency  we  absolutely  get  rid  of  color  difference 
and  can  make  a  comparison  of  brightness. 

From  the  photometric  standpoint  this  method  has  found  warm 
adherents  by  reason  of  the  fact  that  observations  can  be  made 
with  it  to'a  degree  of  definiteness  that  has  not  been  possible  by 
direct  comparison.  The  method  permits  of  definite  results,  with 
a  range  of  error  far  less,  on  the  whole,  than  the  other  methods,  and 
observations  by  the  same  observer  under  identical  conditions  are 
not  subject  to  inexplicable  variation  from  time  to  time  as  are  those 
made  by  direct  comparison.  Finally,  although  the  changes  in 
results  due  to  the  absolute  intensity  at  which  the  comparison  is 
made  are  still  found  in  this  method,  they  are  much  less;  and  the 
same  is  true  of  variations  in  results  due  to  the  use  of  different 
parts  of  the  retina  (as  in  using  instruments  with  different-sized 
fields)  or  the  use  of  different  retinae,  as  in  the  case  of  different 
observers,  or  (as  is  by  no  means  unknown)  by  reason  of  difference 
in  the  sensitiveness  of  the  two  eyes  of  the  same  observer. 

We  have,  then,  a  method  for  measuring  two  lights  of  different 
color  against  each  other  with  a  greater  degree  of  certainty  than- 
other  methods  have  done.  Another  advantage  which  must  have 
great  weight  is  the  "  satisfaction  "  of  the  observer  in  the  observa- 
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tion  itself.  Direct  comparieon  of  two  differently  colored  fields 
always  leaves  in  the  minds  of  most  obserrers  a  feeling  of  uncer- 
tainty, a  feeling  of  small  confidence  in  the  result  obtained,  which 
it  is  near  impossible  to  shake  off  as  long  as  the  eye  ia  disturbed 
by  a  color  difference.  In  the  flicker  method  the  color  difference  is 
done  away  with,  as  we  hare  shown,  and  the  judgment  is  solely 
as  to  presence  or  absence  of  flicker. 

While  we  may  say,  then,  that  the  fiidrar  method  is  sabject  to 
less  variation  &an  other  metiiods  proposed,  and  gives  very  definite 
results,  consistent  with  itself,  we  must  know  that  it  is  still  sabject 
to  these  variations  with  the  otbers. 

These  variations  can  be  explained  only  on  physiological  grounds. 
Physically,  there  is  no  snch  thing  as  brightness  or  equality  of 
brightness.  Physically,  a  given  monochromatic  light  might  be  de- 
fined as  a  given  quantity  of  energy  in  the  form  of  radiation  of  a 
given  wave  length.  At  various  wave  lengths,  however,  the  same 
energy  has  different  brightness  values,  and  these  brightness  values 
are  not  physical  quantities,  and  are  primarily  not  to  be  determined 
by  physical  methods  such  as  the  photographic  plate  or  the  selenium 
cell,  nor  by  anything  hut  the  retina  itself.  Xor  can  we,  accurately 
speaking,  express  the  sensation-producing  power  for  any  wave  length 
as  a  definite  fraction  of  the  sensation-producing  power  of  any 
standard  wave  length,  since,  as  a  matter  of  fact,  it  has  been  amply 
shown  that  sensatioD  increases  with  increase  of  energy  by  different 
laws  for  energy  of  different  vave  lengths. 

We  can  only  say  that  as  the  final  criterion  of  equality  of  bright- 
ness is  the  response  of  certain  retinal  organs,  and  since  these  vary 
among  themselves — not  only  in  different  parts  of  the  same  retina, 
but  as  well  in  the  corresponding  parts  of  different  retinae;  and 
further,  that  the  identical  retinal  elements  vary  in  their  sensibility 
at  different  times  and  under  different  conditions,  the  question  of 
heterochromatic  photometry  resolves  itself  into  the  question  of 
standardizing  heterochromatic  light  sources  or  color  screens  accord- 
ing to  the  judgment  of  a  large  number  of  normal  eyes,  so  as  to 
eliminate  by  standard  apparatus  the  color  difference.  What  are  the 
normal  eyes,  and  what  is  the  best  photometric  method  for  such  a 
standardization,  are  questions  to  be  worked  out  In  brief,  out  of 
a  large  cumber  of  eyes  those  that  agree  the  best  with  each  other 
are  to  be  considered  as  normal,  and  the  best  photometric  method 
is  the  one  subject  to  the  smallest  variations  with  normal  eyes. 
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(b)  Qlate.  One  of  the  questione  asked  to  elicit  discusBion  at 
the  January  meeting  of  the  London  Illuminating  Engineering 
Society  was  "  What  exactly  constitutes  a  glaring  system  of  illumi- 
nation?" This  question,  at  the  outset,  by  the  variety  of  answers 
it  elicited  seemed  to  indicate  that  the  question  of  glare  was  not 
well  understood,  ae  well  as  the  fact  that  the  questions  it  involves 
are  of  great  interest  at  the  present  day  to  those  concerned  with 
lighting  problems. 

While  the  exact  defmition  of  this  idea  of  glare  can  well  be  post- 
poned, it  is  at  present  proposed  to  give  a  very  general  d^nition 
to  cover  the  meaning,  and  then,  point  by  point,  go  over  the  ques- 
tion with  this  in  view. 

The  definition  we  propose  to  use  here  is  a  paraphrase  of  the 
famous  definition  of  dirt :  "  Dirt  is  matter  out  of  place."  We  shall 
here  define  glare  ae  "  Light  out  of  place."  It  is  trite  to  say  that 
light  is  essential  to  vision,  that  without  light  vision  is  not  possible. 
We  can,  however,  add  that  under  certain  circumstances  light  enter- 
ing the  eye  (as  when  looking  at  objects  beyond  a  light  source)  may 
be  inimical  to  vision  and  enunciate  a  general  proposition  that  glare 
is  "  embarrassment  of  the  eyes  or  vision  associated  with  strong 
light  sensation."  To  see  how  this  may  come  about  it  will  be  neces- 
sary to  go  into  that  side  of  the  question  which  deals  with  living 
snbstance  and  its  reactions,  for  the  question  is  one  which  is  well 
within  the  borders  of  psychology  and  physiology.  ' 

Here  we  have  to  distinguish  two  factors :  First,  that  under  cer- 
tain circumstances,  light  falling  into  the  eye  may  cause  immediate 
pain.  Second,  that  light  may  fall  into  the  eye  in  such  a  way  ae 
to  make  vision  dii!icult,  so  that  although  no  immediate  pain  re- 
sults, continuous  work  results  in  discomfort  Ae  to  the  first,  the 
immediate  pain,  there  seems  little  to  say.  It  is  a  familiar  fact  that 
a  light  can  be  too  bright  to  look  at,  either  absolutely,  as  the  sun, 
or  in  a  relative  sense,  as  any  artificial  light  which  is  bright  enough 
to  cause  pain  after  a  sojourn  in  the  dark  for  an  hour  or  so,  but  to 
which  the  eye  can  soon  become  accustomed.  It  is  to  be  said  that 
the  intensity  at  which  a  light  becomes  directly  painful  is  largely 
a  relative  matter.  One  condition  on  which  this  depends  is  the  state 
of  adaptation  of  the  eye,  an  eye  just  out  of  the  dark  being  much 
more  sensitive  in  this  respect. 

The  condition  of  the  eye  in  which  it  responds  abnormally  to  the 
light  by  tiie  sense  of  pain  is  called  photophobia,  ovring  to  the  ap- 
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pearance  of  fear  of  tight,  as  shown  by  forcible  closure  ol  the  UdB 
and  attempts  to  get  away  from  the  light  in  extreme  caaes.  There 
is  a  form  of  photophobia  described  which  arises  from  exposure 
to  light  objectfi  by  reason  of  occupation,  as  in  marble  workers,  etc., 
in  which  the  sufferer  finds  himself  much  more  comfortable  working 
in  a  very  subdued  light.  Further,  in  certain  diseased  conditions 
of  the  nerrous  system,  and  inflammatory  disturbances  of  the  eye, 
for  instance,  of  the  cornea,  tolerance  of  light  may  be  reduced  to 
such  a  point  that  the  use  of  the  eyes  is  virtually  prohibited,  except 
at  the  lowest  illuminations. 

The  second  set  of  circumstances,  in  which  light  may  be  adverse 
to  vision,  takes  place  in  such  a  way  that,  although  there  is  no  pain, 
the  eye  is  obliged  to  work  at  a  disadvantage.  To  understand  how 
this  may  occur  it  will  be  necessary  to  consider  a  few  points  that 
we  have  already  alluded  to. 

We  saw  that  the  eye,  while  it  can  in  every  respect  be  looked  upon 
as  a  physical  instrument,  is  something  more  than  this,  and  we 
spoke  of  the  muscular  structures,  namely,  the  ciliary  muscle,  by 
which  the  eye  is  optically  adjusted  for  near  and  far  vision,  and  the 
"  extrinsic  "  or  outside  muscles,  by  which  the  visual  axes  of  the 
two  eyes  can  be  turned  so  as  to  meet  at  the  object  looked  at.  We 
also  spoke  of  the  probability  of  finer  inrisible  movements  of  the 
eyeball  playing  a  part  in  vision  of  details  just  as  slight  movementa 
of  the  fingers  bring  about  a  great  increase  in  their  power  to  feel 
the  finer  details  of  an  object  touched.  The  point  in  this  is,  that 
these  muscular  structures  compensate,  by  rapid  adjustment,  any 
other  defects  of  structure  or  environment  under  which  the  eye  has 
to  labor. 

The  defects  of  structure  we  have  already  mentioned.  It  can  be 
seen  how  slight  defects  of  refraction,  a  slight  astigmatism,  such, 
for  instance,  that  horizontal  lines  are  not  in  focus  on  the  retina 
at  the  same  time  as  vertical  lines,  will  necessitate  much  more-fre- 
quent adjustments  of  accommodation  than  are  required  in  a  normal 
eye  doing  the  same  work.  Not  only  this,  but  the  eyeballs  them- 
selves will  have  to  be  repeatedly  turned  back  to  look  for  details 
which  were  not  taken  in  at  first  glance,  so  that  all  the  ocular 
muscles  have  extra  work  thrown  upon  them.  In  this  way,  then, 
slight  defects  in  the  eye  itself  call  for  increased  activity  of  its 
muscular  structures  to  make  the  eye  do  its  work. 

It  is  not  only  defects  of  the  eye  itself  which  call  upon  this  re- 
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serve  energy  of  its  muscular  structures,  but  equally  well  defeete  in 
the  conditioiia  which  it  has  to  meet.  Any  circumstance  which 
reduces  the  power  of  the  eye  to  resolve  detail,  for  example,  dim 
light  or  flickering  light,  compel  the  muscles  of  the  eye  to  do  extra 
work.  This  situation  can  be  eummed  up  in  simple  words  in  some 
such  way  as  this :  When  it  is  hard  to  see  we  have  to  look  twice  to 
be  sure,  and  this  estra  strain  on  the  muscles  of  the  eye  does  often 
in  the  long  run  make  trouble. 

It  remains,  then,  to  consider  this  question :  "  What  conditions 
in  illumination  associated  with  the  idea  of  'too  much  light'  can 
make  vision  difficult?"  And  the  reply  is,  light  in  the  field  of 
vision  not  from  the  object  of  vision,  and  of  an  order  of  intensity 
disproportionately  large.  The  simplest  illustration  of  this  is  the 
light  source  in  the  field  of  view,  which  cuts  off  the  vision  of  objects 
of  relatively  low  illumination  beyond  it. 

There  are  three  points  to  he  considered  when  we  wish  to  discuse 
the  reason  for  the  well-known  disturbance  of  vision  caused  by  a 
light  souree  placed  within  the  field  of  view. 

A  light  sonrce  in  the  field  of  vision  is  always  an  invitation  for 
direct  vision.  There  is  always  a  tendency  to  look  directly  at  the 
light  source.  This  is  best  seen  in  children,  perhaps,  but  is  never- 
theless, even  in  those  that  habitually  resist  it,  a  potent  factor  in 
disturbing  fixation  of  vision  on  the  object  we  wish  to  look  at.  In 
this  way,  the  same  amount  of  light  coming  to  the  eye  from  a  source 
of  small  area  is  much  more  of  an  object  to  fasten  the  attention 
than  a  large  one.  This  can  be  shown  simply  by  means  of  a  lens 
in  sunlight.  A  card  held  at  varying  distances  will  receive  either 
a  sharp  image  of  the  sun,  or  a  large  circle  of  light,  in  either  case 
sending  to  the  eye  the  same  total  amount  of  light,  and  it  is  quickly 
seen  that  of  the  two  the  small  spot  makes  the  larger  impression 
on  the  eye,  and  is,  therefore,  a  greater  disturbance  to  the  fixation 
of  the  gaze  elsewhere. 

The  fact  that  a  naked-light  source  of  high  intrinsic  brilliancy, 
very  much  off  to  one  side  in  the  field  of  view,  is  a  great  annoyance 
when  reading,  which  may  be  gotten  rid  of  when  we  decrease  the 
apparent  intrinsic  brilliancy  of  the  source  by  a  diffusing  medium, 
leaving  the  source  still  in  the  field  of  view,  may  be  accounted  for 
in  this  way.  The  question  of  direct  irritation  and  damage  to  the 
retina  by  these  over-brilliant  images  enters  in  here,  however,  and 
will  be  discussed  under  another  head.    We  must  not  forget  that  an 
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object  with  reflecting  surfaces,  6ucb  as  a  piece  of  machinery,  will 
present  to  the  eyes  many  images  of  the  light  source  which  itself 
may  be  well  screened  from  the  eyes.  These  images,  although  of 
a  lower  brilliancy  than  the  light  source  itself,  may  be  very  dis- 
turbing to  Tision  by  reason  of  their  situation  near  to  the  center  of 
the  visual  field. 


In  a  second  way,  much  light  in  the  field  of  vision  has  a  direct 
tendency  to  obscure  the  details  in  the  relatively  less  luminous  part, 
of  the  field  of  view,  as  we  can  easily  verify  by  the  simple  experiment 
already  mentioned  of  looking  at  the  objects  beyond  a  light  source. 
At  the  same  time  we  recognize  an  apparent  darkening  of  the  rela- 
tively dark  parts  of  the  visual  field. 

There  are  undoubtedly  two  factors  relative  to  the  eye  itself  con- 
cerned here,  which  have  to  do  respectively  with  the  function  of  the 
retina  and  the  dioptrics  of  the  eye,  and  which  have  been  assigned 
diflEerent  degrees  of  importance  by  different  investigators. 


.y  Google 


Physiological  Aspects  of  Illdminatikg  Engineeeing    561 

The  first  of  these  we  have  spoken  of  as  induction,  or  the  recip- 
rocal action  of  the  retina.  It  is  that  property  of  the  retina  which 
makes  a  dark  object  look  darker  the  lighter  its  background  is,  and 
vice  versa  (Fig.  16).  Another  simple  case  of  this  is  that  of  the 
juxtaposed  gray  stripes  of  progressive  increase  in  brightness,  each 
of  which,  instead  of  appearing  uiiiform,  as  it  is,  appears  lighter  at 
the  edge  touching  the  darker  band,  and  darker  at  the  edge  touching 
the  lighter  one  (Mg.  17).  In  general,  we  may  Bay  that  the  ten- 
dency of  the  retina  is  to  accentuate  differences  of  either  color  or 
brightness  in  the  surfaces  of  objects  simultaneously  seen,  and  this 
tendency  is  greater,  the  nearer  the  images  of  these  surfaces  are  to 


Fro,  17. — Showing  Induction,  each  Band,  Although  UnKorm,  Appears 
Darker  at  Ita  Right-hand  Edge  and  Vice  Vena  In  Contrast  to  Its 
Neighbor. 

each  other  on  the  retina,  and  is  greatest  at  the  line  of  demar- 
kation.  In  the  case  just  spoken  of,  the  apparent  darkening  of  the 
edge  of  the  gray  band  is  sufficient,  under  certain  conditions,  actually 
to  obscure  the  vision  of  details  at  that  point  to  a  definite  extent. 
Although  in  this  way  induction  may  diminish  visibility,  wc  can 
easily  see  that  for  exactly  the  same  reason  it  helps  vision  by  making 
the  lines  of  demarkation  between  adjacent  surfaces  more  distinct. 
Thus,  it  acts  in  a  sense  exactly  contrary  to  certain  defects  of  the 
eye,  by  which  all  bright  objects  would  otherwise  be  surrounded  by 
a  halo  of  light  due  to  the  imperfect  transparency  of  the  optical 
media  of  the  eye. 
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This  subject  we  did  not  consider  under  the  head  of  optical  de- 
fects, because  it  seemed  to  have  a  more  epecial  application  here. 
Much  work  has  been  done  on  the  optical  principleB  of  the  eye,  its 
main  refracting  surfaces,  the  passage  of  the  light  rays  and  the 
formation  of  images,  but  much  less  has  ever  been  said  as  to  the 
light  which  enters  the  eye  and  travels  other  paths  than  those 
which  lead  to  the  formation  of  the  principal  image.  In  the  whole 
discuBsion  at  the  January  meeting  of  the  London  Illuminating 


Pig,  18. — [The  Figures  Refer  to  the  Numbered  ParagraphB.  pp.  562-3.] 

Engineering  Society,  but  one  participant  mentioned  this  question 
at  all.  Dr.  Ettles,  who  spoke  of  the  secondary  image  due  to  that 
portion  of  the  light  which  undergoes  double  reflection  between  two 
refracting  surfaces  (instead  of  simple  refraction).  He  considered 
this  secondary  image  in  the  eye  as  playing  a  part  in  that  embar- 
rasament  of  vision  called  glare. 

If  we  return  to  the  question  of  structure  of  the  eye  we  can  dis- 
tinguish the  following  significant  points: 

(1)  We  have  first,  the  regular  image  on  the  retina,  called  the 
primary  image,  due  to  the  passage  of  rays,  with  simple  refraction. 
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from  the  object  looked  at  to  the  retina,  as  Bhown  by  the  full  lines 
in  Fig.  18. 

(3)  A  set  of  Becondar;  imagefi,  due  to  those  rays  reflected  from 
the  refracting  enrfaces,  as  we  have  already  mentioned. 

(3)  Aside  from  this,  we  mast  consider  that  the  wall  of  the  ^e- 
ball  and  the  iris  aie  not  perfectly  opaque,  and  conseqnently  afford  a 
channel  for  a  certain  amount  of  light  which  is  diffused  within  the 
eyeball. 

(i)  The  media  of  the  eye  are  not  perfectly  transparent,  so  that 
a  certain  amount  of  scattmng  of  light  takes  place,  which  falls  on 
the  retina  chiefiy  near  the  primary  image. 

(5)  A  considerable  amount  of  light  from  the  primary  image  is 
reflected  from  the  surface  of  the  retina  and  scattered  within  the 
eyeball. 

(6)  Light  forming  the  primary  image  penetrating  the  retina  is 
diffused  through  the  tissues  into  which  it  falls  in  all  directions,  and 
some  of  it  ineritably  gets  back  to  the  sensitive  layer  of  adjoining 
parts  of  the  retina. 

This  stray  light  has  the  effect  of  obscuring  vision  of  details  in 
those  parts  of  tiie  retina  on  which  it  falls.  This  comes  about  in 
exactly  the  same  way  as  a  hazy  atmosphere  restricts  the  vision  of 
details  in  a  distant  landscape.  The  picture  is  overlaid,  as  we  might 
say,  by  a  luminous  veil,  contrasts  in  the  picture  are  thereby  re- 
duced and  the  power  of  vision  restricted. 

When  we  consider  that  in  no  lees  than  five  ways  stray  light  gets 
into  the  eye,  with  the  tendency  to  obliterate  details  that  it  must 
have,  the  question  arises,  not  "  Why  is  there  such  a  thing  as 
glare?"  but  "Why  are  we  not  troubled  with  it  all  the  time?" 
The  reply  is,  that  quantitatively,  the  intensity  of  the  stray  light 
is  not  simply  of  a  lower  magnitude  than  that  of  the  image,  but  is 
almost  of  a  lower  order  of  magnitude. 

Consider  in  this  connection,  an  ordinary  living  room  lit,  first, 
by  bright  sunlight;  second,  by  diffuse  daylight;  third,  by  a  modem 
domestic  light  source,  and,  fourth,  by  a  single  candle.  A  striking 
fact  that  will  be  noticed  is  that  (at  least  after  a  short  time  in  the 
room)  vision  will  be  almost  equally  good  under  any  of  these  il- 
Imninants,  except,  perhaps,  that  of  the  single  candle,  when  the 
remote  parts  of  the  room  will  be  absolutely  too  dimly  lit,  and 
objects  not  well  seen  there.  On  the  whole,  however,  the  eye  suc- 
ceeds in  adopting  its  own  scale  of  light  and  shade  for  each  case, 
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and  faithfully  reports  to  consciousness  its  iindiogs  in  terms  of  that 
scale,  so  that  its  function  is,  within  the  limits  outlined,  almost 
independent  of  the  absolute  intensity  of  the  system  of  illumination 
under  which  it  has  to  work.  This  fact,  while  it  makes  the  eye  a 
most  excellent  organ  of  vision,  for  the  same  reason  makes  the  un- 
aided eye  the  poorest  sort  of  a  photometer. 

We  will  see,  if  we  try  the  experiment,  that  in  the  sunlit  room 
it  is  totally  indifferent  whether  the  candle  is  lit  or  not,  and  we 
may  place  it  anywhere  in  the  room  without  disturbing  vision; 
indeed,  without  knowing  it  is  there  after  we  have  once  forgotten 
it.  Less  striking,  of  course,  is  the  indifference  of  the  eye  toward 
a  modem  light  source  under  daylight  conditions,  but,  similarly, 
it  is  true  that  we  cannot  know  much  disturbance  of  vision  from  it 
while  daylight  is  present. 

Eveu  the  candle,  however,  can  seriously  disturb  the  vision  of 
objects  lit  by  its  own  light,  even  though  itself  physiologically  ex- 
tinguished in  turn  by  the  sunlight. 

This  brings  ue  back  to  the  question  of  adaptation.  Although  it 
has  been  shown  that  the  sensitivenesa  of  the  eye,  as  measured  by  the 
magnitude  of  the  least  perceptible  light  stimulus,  increases  on  the 
average  several  thousand  times  by  dark  adaptation,  yet  the  full 
sensitiveness  of  the  eye  is  not  developed  until  an  hour  has  been 
spent  in  the  dark,  so  that  at  any  one  instant  the  eye  is  not  capable 
of  interpreting  more  than  a  very  limited  fraction  of  this  tre- 
mendous range  of  intensities.  For  example,  a  mat-surfaced  paper, 
as  white  as  possible,  and  another  as  black  as  possible,  when  actually 
measured  by  a  photometer  appear  to  reflect  light  under  identical 
conditions  in  quantities  respectively  as  20  to  1.  In  other  words, 
a  surface,  which  in  common  language  is  called  dead  black,  is 
physically  5  per  cent  of  a  pure  white.  It  is  true  that  below  this 
we  can  recognize  darker  shades,  aa  black  velvet  or  a  hole  in  a  dark 
box  make  our  black  paper  look  very  light,  so  we  will  have  to  ex- 
tend the  limits  of  the  scale  of  light  and  shade  that  the  eye  is  capable 
of  at  any  one  time  to  something  more  than  tthis  range  of  30 
to  1.  Just  what  these  limits  actually  are  baa  never  been  deter- 
mined; they  are  apparently  not  well  defined,  but  it  is  sufficient 
to  say  that  for  a  given  state  of  the  eye,  with  a  given  total  light 
flux  into  it,  there  is  an  upper  and  lower  limit  to  its  eapaci^  for 
distinguishing  light  and  shade,  beyond  which  everything  looks  the 
same;  a  brightness  which  cannot  be  added  to  by  increasing  the 
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physical  stimulus,  and  a  blackness  from  which  nothing  can  be  aab- 
tracted,  and  in  which  a  certain  amount  of  light  otherwise  meas- 
nrable  may  be  present  without  becoming  visible. 

To  return  to  the  subject  of  scattered  light.  It  is  just  this  ques- 
tion which  determines  the  visibility  of  scattered  light  in  the  eye, 
and  the  question  of  interference  to  vision  of  details  brought  about 
by  its  presence.  If  its  quantity  is  about  the  same  as  that  corre- 
sponding to  the  lower  limit  of  visibility  at  that  time  it  is  fair  to 
suppose  that  it  will  not  bring  about  any  noteworthy  disturbance  of 
vision  at  that  time.  This  is  precisely  the  condition  under  which 
an  ordinary  well-lit  field  of  viewj  with  the  light  source  noi  in  it, 
presents  itself  to  the  eye.  In,  all  probability  the  greatest  range  of 
intensity  in  such  a  case  is  somewhere  on  the  order  of  50  to  1  (in 
what  is  called  good  illumination),  and  is  well  taken  care  of  by 
the  ^e. 

On  the  other  hand,  if  the  light  source  is  in  the  field  of  view, 
it  can  be  shown  that  the  li^t  flux  from  it  which  directly  enters 
the  eye  is  of  the  same  order  of  magnitude  as  the  total  flux  of  light 
from  the  objects  the  eye  is  at  the  time  engaged  In  seeing.  It  is 
not  to  be  wondered  at,  then,  that  light  scattered  on  the  retina  by  the 
direct  light  in  the  eye  under  such  conditions  is  of  the  order  of 
magnitude  of  the  general  illumination  of  the  retina,  and  can  con- 
etltutd  a  serious  embarrassment  to  vision. 

(c)  Injuries  from  BAdiatiOD.  Under  the  head  of  injuries  due 
to  radiation  we  have  several  affections  to  consider,  involving  various 
parts  of  the  eye.  Just  what  parts  of  the  spectrum  are  responsible 
in  the  different  forms  of  injury  is  a  matter  on  which  raitire  agree- 
ment has  not  been  reached.  One  difficulty  in  the  way  of  this  is 
the  fact  that  experimentally  extreme  intensities  have  been  neces- 
sary to  produce  any  tissue  changes  whatever,  so  that  by  the  time 
we  have  by  any  means  separated  light  of  approximately  one  wave 
length,  the  intensity  of  the  radiation  is  too  much  reduced  to  bring 
about  experimental  injury.  Wherever  we  hear  much  speculation 
and  many  contrary  views  expressed  we  may  know  that  knowledge 
is  in  a  very  imformed  state,  and  the  last  two  years  in  illuminating 
engineering  circles  have  been  a  period  which  illustrates  this.  We 
have  heard,  for  instance,  the  opinion  expressed  by  one  who  should 
know  better,  that  ultra-violet  radiation  must  be  considered  harmful 
even  in  small  amounts.  What  reason  there  was  for  holding  such  a 
view  did  not  appear;  presumably,  it  was  because  ultra-violet  radla- 
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tion  had  been  bIiowd  to  be  harmful  in  large  amounts.  The  con- 
clueioQ  does  not  follow  for  nltra-violet  light  any  more  than  it  does 
in  regard  to  any  other  condition  influencing  tieene  activity.  A  man 
may  take  in  a  week,  without  harm,  enough  strychnine  to  kill  him 
if  taken  in  one  doee.  Likewise,  in  a  week  enough  nltra-violet 
radiation  might  easily  be  supported  to  cause  violent  inflamniatioD 
of  the  eyes  if  taken  In  the  course  of  a  half  hour.  So  it  would  not 
be  sufficient  to  condemn  any  kind  of  radiation  for  illuminating 
purposes  simply  to  show  that  it  contained  radiation  of  a  ware 
length  that  had  been  known  to  cause  injury.  It  would  also  have 
to  be  shown  that  this  was  present  in  sufficient  intensity  to  do 
damage. 

What  are  the  disturbances  known  to  result  from  radiation? 

At  the  head  of  the  list  stand  inflammatory  affections  of  the  eyes 
and  skin,  known,  respectively,  as  ophthalmia  electrica  and  derma- 
titis electrica.  These  made  their  sppeamnce  in  human  history  at 
about  the  same  time  as  the  electric  furnace.  This  is  eseentially  a 
gigantic  electric  arc,  between  two  large  carbon  electrodes.  Those 
who  were  exposed  to  the  radiation  from  this  source  were  found  to 
develop  the  trouble  we  spoke  of,  in  the  eyes  and  in  the  exposed 
eldn,  especially  of  the  face.  The  skin  difficulty  (dermatitis  elec- 
trica) is  not  different  from  a  severe  sun-bum,  except  in  its  origin. 

The  symptoms  in  ophthalmia  electrica  begin  a  few  hours  after 
exposure  with  irritation  of  the  eyes.  This  increases  in  intensity 
for  24  hours,  during  which  time  there  is  extreme  pain  and  swelling 
of  the  ^elids,  copious  tearing  and  extreme  light  sensitiveness,  and, 
finally,  a  free  discharge  becomes  established.  The  discomfort  then 
becomes  less,  the  inflammation  gradually  subsides.  In  a  week  the 
eyes  are  practically  normal,  and  in  the  skin  which  has  suffered  a 
certain  amount  of  tanning  is  all  that  remains.  This  persists  a  few 
weeks  longer.  It  must  be  remarked  here  that  the  inflammatory 
disturbances  here  spoken  of  are  in  the  forward  portion  of  the  eye, 
not  going  deeper  than  the  iris.  Disturbances  of  the  lens  and  retina 
we  have  to  speak  of  separately.  Ophthalmia  electrica  is  now  a  well- 
established  fact  as  a  result  of  exposure  to  the  radiation  from  the 
arc  light,  or  to  the  quartz  mercury-vapor  light,  in  electricians, 
photographic  coypists  and  others  who  are  exposed  to  these  light 
sources  of  high  intenaity,  rich  in  light  of  the  short-waved  region 
of  the  spectrum.  It  always,  as  far  as  the  present  speaker  knows, 
occurs  at  short  range,  and  is  almost  invariably  prevented  if  a  layer 
of  glass  intervenes  between  the  light  and  the  eyea. 
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The  flash  from  the  Bhort-circuitiiig  of  a  large  quantit;  of  electric 
power  causes  Bymptoms  similar  to  electric  ophthalmia  from  the 
arc  Ught. 

Snow-blindness  is  similar  in  all  essential  respects  to  the  dis- 
turbances we  have  just  described.  It  occurs,  as  its  name  implies, 
after  exposure  to  sunlight  reflected  from  extensive  snow-covered 
areas. 

Associated  with  these,  there  have  been  shown  to  be  disturbances 
of  the  retina.  In  the  case  of  snow-blindness,  a  general  disturbance 
of  tiie  circulation  of  pre-inflammatory  or  congestive  nature  has  been 
observed.  In  the  case  of  electric  ophthalmia,  disturbances  over  por- 
tions of  the  retina  have  been  noted,  in  conjunction  with  either  dis- 
tnrbance  of  color  sensation  or  complete  blindness  of  an  isolated 
spot  known  as  a  scotoma. 

In  the  case  of  short-circuit  flash  immediate  blindness  is  a  fre- 
quent result,  usually  of  a  few  hours'  duration,  but  which  may  leave 
vision  permanently  reduced  or  absent.  Some  of  these  local  dis- 
turbancee  of  the  retina  may,  however,  appear  without  the  inflam- 
matory changes  of  the  forward  part  of  the  eye.  Such  a  thing  as 
red-blind  scotoma  (or  spot)  is  known  as  occurring  in  railway  fire- 
men from  looking  into  the  Are.  A  temporary  red  blindness  may 
be  induced  by  flooding  the  retina  with  light  from  almost  any  light 
source,  by  suitable  means;  or  by  looking  at  a  sheet  of  white  paper 
in  the  sunlight  for  a  few  minutes;  the  red  blindness  is  then  evident 
in  illuminations  of  lower  intensity.  Absolute  blindness  of  a  spot 
corresponding  to  the  image  of  the  sun  has  occurred  from  looking 
at  the  sun  (as  during  an  eclipse)  without  any  sign  whatever  in  the 
external  parts  of  the  eye. 

Finally,  we  have  to  consider  the  crystalline  lens.  This  body  is 
subject  to  a  change  called  cataract,  which  is  characterized  by  white 
opacity,  due  to  loss  of  vitality  and  shrinkage  of  its  substance,  which 
obviously  is  an  obstruction  to  vision  ]ust  in  so  far  as  it  fills  the 
pupillary  space.  In  glassmakers,  exposed  to  the  radiation  from 
molten  glass,  cataract  is  a  frequent  thing,  but  its  relation  to  radia- 
tion is  by  no  means  established — indeed,  it  is  held  by  some  to  de- 
pend on  other  conditions  in  the  lives  of  these  workmen.  Other 
than  this,  cataract  from  exposure  to  Ught  is  a  very  rare  occurrence, 
the  fact  having  been  established  in  only  a  v«ry  few  cases. 

With  these  various  forma  of  disturbance  in  mind,  we  can  see 
that  the  question  of  transmiBsion  of  various  eye  media  is  an  im- 
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portant  one.  We  cannot,  for  instance,  attribute  dietUTbanceB  of 
the  retina  to  radiation  which  is  absorbed  in  the  cornea  or  the  lens, 
yet  an  infiammation  which  locates  itself  in  the  cornea  might  well 
be  the  result  of  such  radiation. 
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Known  radiations  can  eonreniently  be  divided  into  three  groups, 
the  total  range  of  visible  energy  being  the  middle  one.  Of  longer 
wave  length  than  this  is  the  infra-red,  and  at  the  other  extreme  is 
the  short-waved  or  ultra-violet  radiation.  We  can  assume,  in  gen- 
eral terms,  that  the  media  in  the  path  of  the  light  through  the  eye 
to  the  retina  are  permeable  to  the  visible  raya.  Beyond  this,  in 
the  infra-red,  it  has  been  shown  that  the  eye  media  behave  esaen- 
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Fio.  20. — photographic  Absorption  Spectra  of  Human  Ere-media  from 
Byes  Removed  for  Disease  or  Injury,  The  Media  were  Enclosed  Be- 
tween Quartz  PtatE-a  and  an  Arc  Lamp  used  as  Light  Source  (Schanz  & 
Stockhaueen). 
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tially  the  same  ae  water,  at  wave  length  1.4  f*  absorption  is  100 
per  cent  before  the  retina  is  reached,  begimiing  to  rise  to  this  maxi- 
mum from  about  the  limit  of  the  visible  (Fig.  19).  The  traoB- 
mission  of  the  eye  for  ultra-violet  is  still  more  restricted.  The 
cornea  alone  has  about  the  same  opacity  for  ultra-violet  radiation 
as  an  ordinary  spectacle  glass,  nothing  of  shorter  wave  length  than 
300  /ijx  passing  through  it.  The  lens  again  absorbs  a  large  fraction 
of  the  energy  from  300  ^  to  the  visible.  The  absorption  seems  to 
be  coiisidenible  as  near  the  visible  as  385  ^i^  at  least  this  is  the 
spectral  region  which  causes  Uie  lens  to  fluoresce  the  most  strongly, 
and  it  has  been  shown  that  the  energy  from  a  magnesium  spark, 
which  lies  chiefly  at  280,  309  and  383  ^,  penetrates  a  rabbit's  eye 
as  far  as  the  lens,  but  no  farther.  Again,  in  the  human  eye,  when 
the  lens  is  removed  by  operation,  the  extreme  violet  of  the  spectrum 
becomes  brighter  than  to  a  normal  eye.  We  see,  then,  that  the 
deep  structures  of  the  eye  are  inaccessible  to  radiation  except  the 
visible,  and  a  limited  margin  beyond  it  in  either  direction.  As 
far,  then,  as  the  retina  is  shovm  to  be  damaged  by  radiation  we  can 
hardly  escape  the  conclusion  that  the  visible  energy  is  chiefly  con- 
cerned. It  is  true  that  a  complaint  known  as  erythropsia  (red 
vision),  where  everything  appears  red  following  exposure  to  strong 
light,  is  most  frequent  in  eyes  which  have  had  the  lens  removed, 
and  these  rays,  the  ultra-^'iolet  near  the  visible,  which  it  absorbs, 
are  on  this  ground  thought  to  be  responsible  for  this  disturbance. 
Biythropsia  does,  however,  occur  In  the  normal  eye,  and  a  transient 
form  of  it  can  be  induced  by  the  light  from  an  ordinary  carbon- 
filament  electric  lamp  in  which  the  ultra-violet  radiation  is  a  very 
small  quantity. 

Turning  now  to  the  anterior  parts  of  the  eye,  on  the  assumption 
that  the  radiation  passing  through  a  medium  unchanged  cannot 
work  changes  in  the  meditim,  we  are  led  to  consider  the  infra-red 
and  ultra-violet  as  possible  causes  of  ophthalmia  electrica  and 
kindred  disorders,  since  they  arc  absorbed  by  the  exposed  parts  of 
the  eye.  The  possibility  of  the  infra-red  as  a  factor  is  almost  ruled 
out  by  the  fact  that  these  disturbances  were  unknown  from  any 
artificial  source  of  radiation  until  the  electric  arc  came  into  use. 
Wben  we  consider  in  this  connection  the  eztent  to  which  sources 
of  infra-red  radiation  had  been  worked  over  in  iron  works  and  other 
industries,  and  the  fact  that  artificial  light  sources  were  always 
relatively  rich  in  infra-red  up  to  that  time,  and  yet  no  such  dis- 
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tnrbftnce  vaa  known  up  to  that  time  except  from  aunlight,  it  seeioB 
clear  that  the  long-waved  radiation  beyond  the  red  can  have  no 
material  part  in  the  diBturbances  of  the  superficial  structures  of 
the  eye. 

The  ultra-violet,  on  the  other  hand,  evidently  does  play  a  part 
in  these  disturbances.  Firgt,  ophthalmia  electrica,  as  its  name  im- 
plies, was  not  known  nntil  the  electric  arc  came  into  use,  a  source 
rich  in  ultra-violet  radiation  down  to  very  short  wave  lengths. 
Farther,  experimental  investigation  has  shown  these  short  wave 
lengths  to  have  a  very  distinct  influence  on  living  cells  and  tissues 
of  all  kinds,  from  the  bacteria  up  to  mammaUan  tisBues,  this  in- 
fluence being  shown  by  an  increase  of  activity  preceded  by  a  "  latent 
period  "  (of  no  change)  of  variable  length  and  followed  (if  the  ex- 
posure was  severe  enough)  by  depression  of  function  and  death 
of  the  living  substance. 

The  conclusion  is  not  far  from  this,  that  any  source  of  light 
which  emits  radiation  in  the  ultra-violet  region  is  dangerous  to  the 
eyes.  This  by  no  means  follows.  It  is,  in  the  flrst  place,  unsound 
logic.  Biological  actions  do  not  follow  Newton's  law;  they  are 
not  proportional  to  the  force  impressed.  We  may,  indeed,  and 
usually  do,  find,  that  in  the  case  of  poisons,  for  instance,  small 
and  large  doses  will  respectively  elicit  contrary  effects;  and  that 
repeated  small  doses  up  to  an  aggr^ate,  fatal  if  taken  at  once,  may 
be  totally  without  harm.  More  than  this ;  by  repeated  doees  a  con- 
dition may  be  established  in  which  enormous  single,  doses  can  be 
taken  with  impunity. 

We  must  consider  these  facte  when  we  ask  ourselves  the  qaestion 
as  to  what  are  the  wave  lengths  of  the  injurious  ultra-violet  radia- 
tions, and  at  what  intensities  these  become  pernicious. 

It  is  unfortunate  that  accurately  worked-ont  data  in  this  im- 
portant question  are  meager,  for  reasons  mentioned,  for  as  soon  as 
we  separate  any  radiation  into  its  separate  spectral  components,  we 
reduce  the  intensity  of  the  radiation  to  a  point  where  it  is  incapable 
of  producing  its  physiological  effect.  The  absence  of  such  data  has 
led  to  a  rather  hasty  conclusion,  that  since  ultra-violet  light  can 
produce  harmful  effects  we  must  at  once  reject  any  light  source 
which  gives  off  any  radiation  whatever  beyond  the  visible  violet 
unless  that  same  can  be  carefully  screened  off  by  suitable  light- 


ly GoOglc 


672  Illchinatinq  Enqikeerinq 

Before  we  are  carried  off  by  any  awch  conclusion  it  is  well  to 
ask :  what  is  the  intensity  and  distribution  of  the  ultra-violet  radia- 
tions in  any  source  of  light  of  known  harmlessness,  as  proven  by 
experience,  and  how  does  this  distribution  compare  with  that  of  the 
suspected  light  source?  Tlie  kind  of  light  to  which  the  eye  has 
adapted  itself  in  the  course  of  centuries  is  daylight.  But  daylight 
is  variable.  It  has  been  known  to  work  injury.  There  is  snow- 
blindness,  a  superficial  inHanimatory  disturbance  of  the  eyea;  and 
sunburn,  which  is  well  known;  these,  as  we  saw,  have  been  shown 
to  be  very  exactly  reproduced  by  the  electric  arc.  They  are,  on  the 
whole,  not  serious,  a  week's  time  bringing  about  a  complete  cure. 
Furthermore,  snow-blindness  with  inflammatory  symptoms,  ifl  very 
rare,  always  confined  to  high  altitudes.  Sunburn  is  well  known; 
80 'also  is  the  quick  immunity  to  it  that  any  part  of  the  skin  will 
develop  on  continued  exposure.  It  does  not  need  to  be  considered 
here.  Neither  does  the  list  of  eye  and  skin  diseases  that  have  been 
shown  to  do  better  if  kept  in  the  dark. 

The  essential  point  is,  that  daylight,  except  under  extreme  condi- 
tions and  in  exceptional  instances,  has  been  shown  by  several  thou- 
sands of  years  of  human  experience  to  be  not  only  harmless  but 
indispensable.  Sickness  comes  not  by  exposure  to  it  but  by  the 
withdrawal  of  it. 

If  we  start  then  with  the  assumption  that  diffused  daylight  at 
ordinary  altitudes,  in  intensity  not  uncomfortably  bright,  is  harm- 
less— an  assumption  certainly  true  for  normal  human  beings;  the 
question  of  the  harmfuliiess  of  any  light  from  its  invisible  radia- 
tion will  depend  on  whether,  for  equal  visible  intensity,  the  in- 
visible radiation  is  at  any  point  in  tlie  spectrum  more  intense  than 
in  the  same  part  of  the  spectrum  of  average  daylight  as  described. 

Unquestionably,  in  the  infra-red  region  our  artificial  sources  are 
relatively  much  more  intense  than  daylight,  but  the  harmleseness 
of  this  radiation  (apart  from  its  direct  heating  effect,  of  which 
there  is  always  ample  warning)  is  proved  by  the  years  of  experience 
of  those  who  have  worked  exposed  to  tremendous  amounts  of  radia- 
tion, strong  in  this  region,  in  iron  works  and  other  industrial  proc- 
esses where  large  amounts  of  material  have  to  be  worked  with  at 
red  or  at  so-called  white  heat. 

As  to  the  ultra-violet  portion  of  the  spectrum,  and  a  good  share 
of  the  visible,  we  have  at  hand  the  photographic  plate,  on  which. 
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by  means  of  a  quartz  optical  sTstea,  we  can  get  a  permanent  pic- 
ture of  the  spectrum  of  any  given  light,  which  can  be  compared 
with  spectro-photographs  of  other  lights  made  under  like  condi- 
tions, BO  as  to  gire  us  an  approiimate  means  of  comparing  spectral 
distributions. 

In  the  hands  of  Hertel  and  Henker  this  method  has  shown  that 
our  incandescent  light  sources,  including  the  tungsten  filament  and 
the  gas  mantle  in  their  tiltra-Tiolet  and  short-waved  visible  regions, 
remain  well  within  the  limit  of  intansity  set  by  our  daylight  stand- 
ard. The  naked-carbon  arc  shows  a  quantity  of  energy  in  the 
ultra-violet  beyond  this  which  is  out  off  practically  to  the  "day- 
light "  limit  by  a  thickness  of  glass.  The  quartz  mercury-arc 
shows  a  similarly  extensive  distribution  of  very  short-waved  energy 
which,  with  the  exception  of  one  line  at  313  ^i^,  is  similarly  cut 
off  by  a  layer  of  glass. 

These  investigationB  confirm  what  common  experience  has  shown, 
that  modem  light  sources  as  used  for  general  purposes  do  not  work 
any  damage  to  the  users  that  can  be  attributed  to  their  ultra- 
violet radiation.  The  injuries  that  have  been  experienced  have 
always  been  with  some  very  high-power  light  source  at  close  range — 
either  open  arc  or  quartz-mercury  arc  without  a  glass  screen,  and 
the  victim  has  usually  been  engaged  in  some  technical  operation 
in  connection  with  the  light. 

The  question  is  still  to  be  answered,  "  Why  is  it  that  discomfort 
from  the  eyee  is  more  common  under  artificial  light  than  by  day- 
light?" The  increased  use  of  artificial  light  in  our  modem  civili- 
zation has,  it  seems,  brought  with  it  an  increased  amount  of  eye 
trouble.  To  what  can  this  be  due,  if  not  to  some  quality  of  the 
artificial  light?  There  are  other  things,  however,  to  which  we  may 
attribute  eye  trouble,  and  one  is  increased  demand  on  the  eyes  under 
modem  conditions.  No  one  doubts  that  we  are,  to-day,  as  a  people, 
compelled  to  use  our  eyee  more  than  our  fathers  did.  With  this 
demand  on  the  eyes  come  two  other  things  as  natural  Goneeqnences, 
namely,  increased  hours  of  work  and  increased  use  of  artificial 
lights.  Pnrthermore,  work  by  artificial  light  comes  almost  in- 
variably at  the  close  of  the  day,  when  the  worker  and  hie  eyes  are 
in  a  state  of  fatigue,  and  demanding  rest.  le  it  then  to  be  won- 
dered at  that  eye  discomfort  occurs  chiefly  while  working  by  arti- 
ficial light? 
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It  IB  true  that  modem  light  sources  are  greatly  abuaed.  The 
flame  of  a  candle  or  a  kerosene  tamp  may  be  in  the  field  of  vision 
and  not  interfere  seriouely  with  the  nse  of  the  eyes  for  dose  work. 
The  carbon-filament  lamp  with  no  covering  but  clear  glass  is,  how- 
ever, already  too  bright  to  look  at  or  to  have  in  the  field  of  vision, 
and  the  tungsten  filament  is  somewhat  more  than  twice  as  bright 
aa  the  carbon  filament ;  yet  we  frequently  see  these  lamps  infitaUed 
in  interiors  in  such  a  way  that  however  we  place  onrselvee  one  or 
more  naked  filaments  are  staring  into  our  eyes. 

The  question  of  distribution  of  light  for  any  given  reqairement 
ia  the  important  one.  Fortunately,  this  question  is  receiring  at- 
tention from  illuminating  engineers  to-day.  It  is  unfortunate  that 
attention  has  been  distracted  from  this  to  the  irrelevant  question 
of  ultra-violet  radiation.  The  problem  is  to  bring  about  lighting 
conditions  under  which  the  eyes  can  work  with  the  least  wear  and 
tear  to  them  and  their  owners,  and  some  of  the  details  which  enter 
into  this  problem  from  the  physiological  side  we  have  in  theae 
lectures  tried  to  njake  clear. 
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Its  goal  1b  psychological:  the  presentattcMt  of  certain  desirable  tIb- 
nal  experiences. 
II.  Onr  ayetems  of  visual  Bensatlons  In  their  relations  to  Illuminating. 

1.  The  system  of  achromatic,  or  colorless  light,  sensations. 

a.  Whites,  greys  and  blocks. 

b.  Individual  differences  in  sensltlvenesa  to  light 

c.  The  essential  attributes  of  achromatic  sensations. 

QualitT. 
Intensity. 
Clearness. 
Duration. 
Affective  tone. 

d.  The  significance  of  our  sensations  of  light. 

2.  The  system  of  chromatic,  or  colored  light,  sensations. 

a.  Reds,  yellows,  greens  and  blues. 

b.  The  essential  attributes  of  chromatic  sensations. 
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Affective  tone. 
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d.  Individual  differences  In  seneltlveneBs,  and  the  develop- 

ment of  color  vision. 

e.  The  significance  of  our  sensations  of  color. 
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engineering. 
1.  Elements  of  visual  ctmBclousness  contrasted  vlth  the  oomplsi 
experiences  of  "seeing" — sensations  veraxu  perceptions. 
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2.  Lawe  of  "  seeing." 

a.  Dual  TlBlon  and  the  Purklnje  phenomenon. 

b.  Visual  contrast. 

Of  light. 
01  color. 

c.  Visual  adaptation. 

d.  Visual  afUr-lmagea. 

3.  Practical  bearings  ot  the  princlplee  o(  "  seeing." 

IV.  The  agreeableness  and  diagreeablenees  of  visual  experiences. 

1.  The  affective  values  of  visual  experiences  are  the  resultants 

ot  three  factors. 

a.  The  affective  tone  of  visual  sensations. 

b.  The  affective  elements   (sense  feelings)   of  consciousness 

which  regularly  accompany  sensations  ot  light  and  color. 

c.  The  emotions  snd  sentiments  associated  With  "  seeing." 

2.  The  special  affective,  or  feeling,  values  ot  ezperienoes  of  light. 

3.  The  special  affective  values  of  experiences  of  color. 

a.  The  psychology  of  red. 

b.  The  psychology  of  yellow, 
c  The  psychology  of  green. 

d.  The  psychology  of  blue  and  violet. 

4.  The  Importance  of  affective  values  for  the  Illuminating  en- 

gineer. 

V.  Habit  and  custom  in  their  relations  to  the  values  ot  illumlnants 

and  the  problems  of  Illuminating. 

1.  Laws  of  hablt-lnherltance,  acquisition,  association. 

L  Preferences  for  lights, 
b.  Preferences  for  colors. 

2.  Laws  of  custom-convention,  suggestion,  imitation. 

VI.  The  educatltm  of  the  individual  and  the  race  visually  In  the  inter- 
ests of  the  art  of  Illuminating. 

1.  Science  as  basis  upon  systematic  efforts  to  mould  habits  and 

customs. 

2.  The  educative  function  and  opportunities  of  the  Illuminating 

engineer. 

/.  The  Scientific  Basts  of  the  Art  of  lUuminating  Engineering 
The  ultimate  goal  of  the  illuminating  engineer  is  psychological. 
He  strives,  with  the  highest  attainable  degree  of  efficiency,  to  pro- 
duce desirable  visual  experiences  in  those  whom  he  serves.  The 
scientific  basis  of  his  art  is  tripartite:  physical,  physiological,  and 
psychological.  Knowledge  of  physical  principles  he  employs,  in  the 
manipulation  of  illuminants,  to  produce  and  control  certain  physio- 
logical states  of  the  organism ;  and  knowledge  of  these  physiological 
phenomena,  in  turn,  he  usea  to  help  us  to  see.  Little  indeed  should 
we  care  for  the  achievements  of  science  and  art  in  the  prwluction 
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and  UBes  of  light  if,  by  Teaeon  of  blindneBs,  we  were  incapable  of 
eeeing!  The  practical  succeaaes  of  the  iUominating  engineer  are 
conditioned,  then,  by  his  working  knowledge  of  the  facta  and  prin- 
ciples (1)  of  photic  energy  (the  physical  baaia  of  illnminatlng) ; 
(2)  of  the  bodily  procesaee  which  are  influenced  by  light  (the 
physiological  basis),  and  (3)  of  visnal  experience  (the  psychologi- 
cal basia). 

This  lecture  is  a  sketch  of  the  psychological  basis  of  illuminating 
oigineering.  With  the  phyaical  phenomena  of  light  it  has  nothing 
to  do;  nor  is  il;  concerned  with  the  bodily  processes  in  the  skin, 
retina,  optic  nerve,  brain,  musdea  and  glands,  which  are  caused, 
OT  modified,  by  light.  The  phenomena  discussed  are  those  of  con- 
Bdouaneas — sensations,  perceptions,  feelings,  judgments.  In  the 
interests  of  systematic  discussira,  the  psychology  of  visual  experi- 
ence has  been  dealt  with,  in  this  lecture,  under  the  following  five 
heads:  (I)  visual  elements  of  coneciousnesa,  visual  sensations; 
(II)  visual  perceptions,  complex  experiences  which  are  included  in 
"seeing";  (III)  feelings,  emotdons  and  sentiments,  linked  with 
visual  experiences;  (lY)  principles  of  habit  and  custom  in  relation 
to  "seeing";  and  (V)  the  education  of  vision  and  "aeeing."  To 
each  of  these  five  topics  a  brief  section  of  the  lecture  has  been  de- 
voted, and  an  attempt  to  compoisate  for  the  necessary  defects  of 
the  brevity  of  the  discussion  has  been  made  in  the  list  of  references 
at  the  end  of  each  section. 

II.  Our  Systems  of  Visual  Sensations 
The  analysis  of  human  conacionsness  yields,  among  other  phe- 
nomena, two  systems  of  visual  sensation:  (1)  the  achromatic,  or 
colorless  light,  sensations;  and  (S)  the  chromatic,  or  colored  light, 
sensations.  For  tiie  sake  of  convenience,  we  shall  hereafter  des- 
ignate them  simply  as  light  and  color  sensations.  Although  these 
two  systems  of  visual  sensation  are  intimately  and  intricately  re- 
lated to  one  another,  clearness  of  exposition  demands  that  we  at 
first  examine  them  separately. 

Our  system  of  light  senpations  includes  between  six  and  seven 
hundred  distinguishable  qualities,  all  of  which  fall  into  three  large 
classes;  namely,  sensations  of  white,  of  gray,  and  of  black.  It  is 
a  widely  prevalent,  but  .erroneous,  notion  that  we  experience  only 
one  quality  of  white  and  one  quality  of  black.  As  a  matter  of 
fact,  there  are  many  sensations  of  white  and  of  black,  as  there  are 
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of  gray.  The  black  of  the  blackboard  differs  aa  strikingly  from 
that  of  the  insida  of  a  light-tight  box  into  which  one  peera  throngh 
a  small  hole,  as  the  white  of  a  piece  of  crayon  differs  from  that  of 
a  highly  polished  plate  of  silver  in  the  light  of  the  sun.  Physically 
the  word  black  is  often  used  to  indicate  the  absence  of  light,  but 
psychologically  it  properly  designates  a  definite  and  positive  item 
of  visual  experience,  not  the  absence  of  sensation.  The  ssisation 
of  black  which  one  experiences  as  be  gases  into  a  dark  room  is  an 
elemrait  of  visual  consciousness  in  precisely  the  same  sense  as  is 
the  sensation  of  white  which  is  experienced  when  sunlight  is  per- 
mitted to  enter  the  room. 

Our  system  of  light  sensations  may  be  r^resented  by  a  straight 
line.  At  one  end  of  the  line  is  located  the  blackest  of  our  sensa- 
tions of  black;  at  the  other,  the  whitest  of  our  sensations  of  white; 
and  between  these  two  limiting  points  lie  all  the  oUier  qualities  of 
black,  gray  and  white  which  we  experience. 

Among  human  beings  there  are  marked  differences  both  in  the 
range  of  the  series  of  light  sensations,  and  in  the  number  of  quali- 
ties which  are  experien<^d  in  a  given  portion  of  the  system.  Other- 
wise stated,  some  of  ua  are  capable  of  seeing  farther  in  the  dixectdon 
of  white  or  black,  or  both,  than  are  other  individuals.  Thus  we 
possess  a  larger  number  of  qualities  of  white  and  black  than  are 
found  in  the  experience  of  certain  other  persons.  An  additional 
reason  for  individual  differences  in  the  number  of  sensations  of 
light  is  to  be  found  in  the  fact  that  certain  individuals  are  more 
highly  sensitive  to  light  than  others  and  possess  more  refined  powers 
of  discrimination.  It  thus  may  happen  that  two  individuals,  whose 
systems  of  light  sensations  are  limited  by  the  same  qualities  of 
white  and  of  black,  experience  the  one  four  hundred  and  the  other 
six  hundred  qualities  of  sensation  between  these  extremes. 

Attempts  to  describe  sensations  of  light  have  brought  to  our 
knowledge  a  number  of  attributes  which  may  be  regarded  aa  tiia 
essential  properties  of  these  sensations.  They  are  (1)  quality,  (8) 
intensit?,  (3)  clearness,  (4)  duration,  (5)  affective  tone. 

The  quaivly  of  an  achromatic  sensation  is  its  ^ecifically  in- 
dividual attribute  or  property.  It  is  that  character  by  which  we 
identify  it  and  to  which,  provided  it  is  of  sufficient  importance  in 
our  daily  experience  to  justify  the  trouble,  we  give  a  name.  In- 
deed, it  is  readily  discovered  that  we  have  only  three  names  for  the 
more  than  six  hundred  qualities  of  light  sensation  which  we  ex- 
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perience.  They  are  white,  gray  and  black.  Of  light  grays  and 
daric  grays  we  speak,  but  we  do  Bot  even  thus  inexactly  designate 
different  qualities  of  white  or  of  black.  It  is  evident  therefore  that 
the  terms  white,  gray  and  black  designate  classes  of  achromatic 
qualities,  not  single  qualities.  The  same  to  be  sure  is  true  of  red, 
of  green,  of  purple,  in  chromatic  sensation/  and  of  many  of  our 
terms  for  odor  qualities. 

The  intennty  of  a  sensation  of  light  is  il«  attribute  of  strength 
or  amount.  A  certain  quality  of  white,  or  of  black,  may  be  ex- 
perienced in  one  or  in  many  intensities.  We  describe  it  accord- 
ingly as  more  or  lees  bright.  Taking,  for  example,  a  familiar 
quality  of  white  sensation,  I  observe  that  it  is  experienced  by  me 
in  several  degrees  of  brightness,  and  I,  therefore,  in  comparing  the 
intensities  of  these  sensations  of  white,  speak  of  one  as  duller  or 
brighter  than  another.  It  is  important  to  note,  at  this  point,  that 
certain  qualities,  or  lightneflses,  of  achromatic  sensations  are  in- 
trinaically  of  high  intensity  (brightness)  whereas  others  are  of  low 
intensity.  The  qualities  of  white  semation  usually  are  of  high  in- 
tensity, although  there  are  noteworthy  exceptioua;  those  of  black 
are  usually  of  low  intenai^. 

Following  the  usage  proposed  and  adopted  by  Professor  Titch- 
ener,  we  shall  use  the  terms  lighter-darker  to  describe  the  qualitative 
difference  between  two  sensations  of  light,  and  the  terms  brighter- 
duller  to  describe  their  difference  vrith  respect  to  intensit}'.  Con- 
fusion of  lightness  and  brightness  in  accounts  of  our  system  of  light 
sensations  is  the  rule,  and  it  is  therefore  difficult  to  read  the  psy- 
chological  literature  on  vision  without  perplexity.  It  is  highly 
desirable  that  we  adopt  a  definite  terminology  which  is  both  con- 
sistent with  itself  and  in  agreement  with  the  psychological  facts, 
and  to  this  end  I  wish  to  urge  the  desirability  of  careful  considera- 
tion of  the  merits  of  Professor  Titchener's  terminology. 

The  attribute  of  cleamesg  is  the  attentional  value  of  a  sensation 
of  light  It  is  its  compellingnees.  Whereas  certain  sensations  are 
dear-cut,  definite  and  distinct,  others  are  vague  and  hazy.  Among 
the  qualities  of  black  which  I  almost  dally  experience,  I  observe 
that  some  are  especially  interesting  to  me  because  of  their  intrinsic 
clearness,  whereas  there  are  others  to  which  I  find  it  difficult  to 
attend  because  their  haziness  annoys  me.  Even  more  strikingly, 
this  difference  in  degree  of  clearness  appears  between  sensations  of 
taste,  of  smell,  and  of  touch. 
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It  is  easy  at  first  to  confuse  clearness  with  intenai^.  They  are, 
however,  dtstingui^hably  different  attributes,  albeit  not  matually 
independent,  for  in  general  the  moderately  intense  sensation  is 
clearer  than  the  extremely  weak  or  the  extremely  strong  sensation. 

The  duration  of  a  sensation  of  light  is  its  life-span  or  history. 
A.  particular  quality  and  intensity  of  white  runs  a  conrse  in  con- 
sciousness which  may  differ  radically  from  that  of  another  quality 
'  of  sensation,  or  even  of  a  different  intensity  of  the  same  quality. 
Some  achromatic  sensations  break  into  the  stream  of  consciousness 
suddenly,  remain  for  an  instant  on  the  crest  of  the  wave  of  atten- 
tion, and  ar^  gone;  others  appear  more  slowly,  retain  their  maximal 
clearness  for  a  longer  period,  and  more  gradually  disappear.  It  is 
quite  easy  to  note  these  and  other  differenoes  in  the  duration  of  the 
various  phases  of  a  sensation  of  light. 

Finally,  of  the  fifth  of  the  essential  attributes  of  sensations  of 
light,  the  affective  tone,  it  must  be  said  that  there  is  disagreem^ 
among  authorities  as  to  the  fact  of  its  existence.  In  common  with 
certain  other  ppychologists,  I  include  it  among  the  essential  at- 
tributes of  sensation  because  my  introspection  furnishes  me  with 
evidence  of  its  existence.  It  may  be  simply  defined  as  the  property 
of  pleasantness  or  unpleasantness,  or  the  feeling  value,  of  a  sensa- 
■  tion.  One  quality  of  gray  as  compared  with  another  quality  may 
be  the  more  pleasant,  and  the  most  searching  introspective  examina- 
tion of  this  pleasantness  may  fail  to  reveal  its  independence  of  the 
sensation  of  gray. 

The  achromatic  system  of  sensations,  with  its  six  to  seven  hun- 
dred distinguishahly  different  qualities  of  light,  each  of  which 
possesses  the  essential  attributes  of  quality,  intensity,  clearness, 
duration  and  affective  Tone,  is  obviously  of  prime  importance  in  our 
visual  experience.  Lacking  what  is  commonly  termed  white-light 
vision,  we  should  be  in  sad  plight,  for  the  greater  part  of  our  seeing 
is  dependent  upon  precisely  this  sort  of  experience.  It  seems  un- 
necessary to  say,  therefore,  that  a  thorough  knowledge  of  the  diief 
facts  and  laws  of  our  system  of  light  sensations  is  of  importance  to 
the  illuminating  engineer.  In  his  art,  as  in  all  others,  excellent 
results  may  be  obtained  by  trial  and  error,  in  the  absence  of  clear 
foresight  and  the  ability  to  predict  results,  but  it  is  to  be  remem- 
bered that  blind  experimenting,  in  the  hope  of  achieving  practical 
results,  is  enormously  expensive  of  time  and  energy,  and  that  the 
work  of  the  artist  is  worthy  of  praise  in  the  measure  in  which  it  is 
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directed  by  definite  knowledge  of  the  propertiee  of  his  msteriala 
end  of  the  ways  in  which  they  may  be  most  efiectiyelj  UBed. 

Very  briefly  onr  system  of  lig^t  eenBatlons  has  been  dtncribed. 
We  must  now  tarn  to  8  similar  examination  of  the  second  of  out 
Bystems  of  risnal  sensations;  namely,  our  color  sensations. 

In  addition  to  the  system  of  light  sensations,  the  normal  adult 
human  being  experiences  sensations  which  constitute  the  chromatic 
system.  For  many  of  tie  qualities  of  this  system— and  in  this  our 
color  terminology  differs  radically  from  onr  light  terminology — 
we  poaaesB  names.  Thus  certain  of  the  spectral  color  qualities  are 
designated  as  red,  orange,  yellow,  green,  blue,  violet.  Of  these  the 
principal  colore  psychologically  are  red,  yellow,  green  and  blue. 
When  the  qualities  of  purple,  which  lie  between  the  spectral  colors 
of  red  and  Tiolet,  are  included  our  sensations  of  color  (more  ex- 
actly speaking,  of  hue)  number  approximately  one  hundred  end 
fifty. 

The  attribute  of  quality  in  the  case  of  aensatione  of  light  ia 
simple,  but  in  the  case  of  sensations  of  color,  it  is  complex.  Analy- 
sis at  present  indicates  t^at  every  sensation  of  color  possesses  at 
least  three,  instead  of  one,  qualitative  attributes.  There  is  first, 
the  quality  of  color,  commonly  eo-called,  or  hue,  as  many  psy- 
chologists prefer  to  call  it  Thus  red,  violet,  purple  are  hues. 
Secondly,  every  hue  possesses  the  quality  of  depth  or  degree  of 
color.  This  is  often  termed  the  saturation  of  the  color.  Professor 
Titchener  has  adopted  the  term  chroma.  Finally,  a  color  senea^ 
tion  posBeesee  a  third  quality,  that  of  degree  of  lightness.  It  is 
either  lighter  or  darker  than  another  sensation  of  the  same  hue  and 
the  same  chroma.  For  this  quality,  we  shall  use  the  term  tint. 
From  the  point  of  view  here  taken,  no  qusHtative  description  of  a 
chromatic  sensation  is  satisfactory  unless  it  designates  the  hue,  ihe 
chroma,  and  the  tint  of  the  sensation. 

The  qualitative  attribute  of  tint  or  lightness  of  color  sensations 
is  frequently  confused  with  ihe  intensive  attribute  of  brightness. 
As  a  given  sensation  of  white  may  be  lighter  than  another  quality 
of  white  and  at  the  same  time  duller,  that  is,  less  intense,  so  a  given 
sensation  of  color,  of  green,  may  be  lighter  (of  higher  tint)  than 
another  color,  and  at  the  same  time,  duller. 

For  both  the  chromatic  and  the  achromatic  systems  of  sensation, 
the  terms  light-dark  are  here  used  to  designate  a  qualitative  at- 
bibute,  whereas,  the  terms  bright-dull  are  used  to  designate  an  in- 
tensive attribute. 


.y  Google 


68S  Illouinating  Enginbebinq 

All  aensatioDB  of  color,  like  those  of  light,  poaaesB  also  the 
attributes  of  clearness,  duration  and  affective  tone.  Each  of  theee 
characteriBtics  of  a  color  sensation  is  of  considerable  practical  im- 
portance to  the  illnminating  engineer,  but  we  may  not,  at  this 
point,  add  to  what  has  already  been  said  about  them  in  the  para- 
graphs on  achromatic  sensation. 

Our  system  of  color  sensations,  since  it  is,  with  reep^t  to  quality, 
tridimensional,  cannot  be  represented  by  a  line  as  can  our  system  of 
light  sensations.  Instead,  it  requires  a  tridimensional  figure.  That 
of  the  double  pyramid  reproduced  in  the  accompanying  illustration 
most  accurately  represents  the  facte  of  color  experience  as  they  are 
at  present  known  to  us. 


I'HE  Cohoa  Ptxamid,  with  BRa:F  Dcscbiptioii,  raou  Tttchkk^'s  "  Text- 
book (W  PSYCHOLOOT,"  P.  63. 

"  At  the  two  poles  [of  the  doubla  pyramid]  Btasd  the  extremes  of 
white  and  black;  upon  the  nrtical  axis,  between  the  poles,  are  arranged 
tbe  remaining  aenaatlons  of  light.  Round  the  base  ot  the  figure  lie  all 
hues  of  a  middle  tint  and  maximal  cbroma.  Between  tbe  base  and  poles 
lie  the  same  buea  In  all  tbetr  further  variety  of  tint;  all  are  still  of 
maximal  chroma,  though  the  chromatic  maximum  decreases  steadily, 
above  and  below.  It  we  cut  Into  tbe  pyramid,  fnnn  any  point  on  the  out* 
side  to  a  corresponding  point  upon  the  axle,  we  lay  bare  a  series  of  sen- 
sations of  the  same  hue  and  tint,  but  of  varying  chrMna. 

■'  The  double  pyramid,  then,  as  drawn  In  the  Dgnre,  embodies  the  two 
ayetenu  ot  visual  sensations,  sensations  of  light  and  sensations  of  color, 
and  shows  these  systems  both  In  their  mutual  Independence  and  in  their 
mutual  relations." 
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The  existence  of  individualB  who  are  totally  color-blind  proves 
that  it  is  possible  to  experience  sensations  of  light  apart  from  sen- 
sations of  color.  The  reverse,  however,  is  apparently  impossible, 
for  we  never  experience  color  sensations  without  accompanying 
senaationB  of  light.  As  I  gaze  at  the  paper  before  me,  I  become 
conscious  of  sensations  of  red  and  blue  (lines  on  tiie  white  sheet) 
and  of  sensations  of  light  (from  the  paper  itself  and  the  general 
illumination  of  the  room).  But  however  I  may  try,  I  never  suc- 
ceed in  getting  the  senBatione  of  red  and  blue  without  their  ac- 
companying achromatic  sensations.  This  fact  of  visual  experi- 
ence may  he  briefly  expressed  by  saying  that  our  sensations  of 
color  ordinarily  break  in  upon,  or  are  superposed  upon,  a  back- 
ground of  colorless  sensations.  It  is  therefore  necessary  for  ns  to 
study  our  two  systems  of  viaual  sensation  in  their  mutual  relations. 
The  limits  of  this  lecture,  however,  forbid  the  further  discussion  of 
the  topic,  and  the  reader  must  be  referred  to  the  list  of  psychological 
works  at  the  end  of  this  section  for  further  information. 

There  are  striking  individual  differences  iu  the  nature  of  color 
experience.^  Color  defects  range  all  the  way  from  rat«  cases  of  total 
color-blindness,  through  cases  of  partial  color-blindnees,  to  slight 
subnormal  sensitiyenees  to  certain  color  qualities.  Ab  our  knowl- 
edge of  the  facts  of  individual  color  experience  increases,  it  becomes 
clearer  that  few  of  us  are  wholly  normal  with  respect  to  rision. 
Certain  of  the  individual  differences  which  are  commonly  noted 
are,  in  all  probability,  to  be  correlated  with  age  rather  than  with 
other  characteristics  of  the  individual.  Thus,  we  discover  that  dur- 
ing infancy,  sensations  of  light  are  of  chief  importance,  while  sen- 
sations of  color  are  almost  or  entirely  absent.  Several  years  elapse 
bef<»«  the  child  is  capable  of  experiencing  the  sotsations  of  the 
color  system  as  does  the  average  normal  adult  human  being.  In 
effect,  then,  we  are  totally  color-blind  for  some  time  after  we  begin 
to  experience  sensations  of  light,  and  only  gradually  do  we  become 
capable  of  seeing  colors.  The  infant,  the  blind  individual,  and  the 
color-blind  pereon  are  alike  in  that  their  visual  experience  lacks  a 
large  part  of  the  qualities  of  sensation  which  yon  and  I  experience. 

Ab  has  already  been  stated,  color  vision  in  the  absence  of  white- 
light  vision  is  unknown,  and  we  therefore  may  not  be  called  upon 
to  imagine  what  our  experience  would  be  like  if  we  saw  colors  with- 
out seeing  lighta.  On  the  other  hand,  it  is  fairly  essy  to  obtain 
first-huid  accoimts  of  the  experience  of  individuals  for  whom  colors 
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exiftt  only  as  names  used  by  other  people.  Theee  individuals,  as  we 
well  know,  can  get  on  very  well  in  the  world  despite  their  viBual 
deficiency,  but  they  feel  most  keenly  the  limitations  of  their  range 
of  vienal  senaations,  and  tbey  are  prone  to  imagine  that  they  are 
missing  much  that  is  of  high  affective  value  in  consciousness.  Ju&t 
as  no  one  who  has  ouce  possessed  vision  will  voluntarily  give  it  up, 
Eo  no  one  who  has  enjoyed  the  experience  of  living  in  a  world  o£ 
colors  will  willingly  forego  this  satisfaction.  There  aie  undoubtedly 
charms  in  the  lights  and  shadows,  in  the  delicate  and  Intricately 
related  gradations  of  achromatic  sensation,  but  it  is  only  when  these 
aspects  of  experience  are  supplemented  by  the  multitudinous  and 
richly  affective  sensations  of  color  that  we  come  into  poseeasion  of 
the  wealth  of  lesthetic  experiences  which  come  to  those  who  can 
see  colors  as  veil  as  lights. 

Were  it  not  for  the  existence  of  color  vision,  the  taak  of  the  illn- 
minatiDg  engineer  wonld  be  fairly  simple  and  easy  of  accomplish- 
ment, and  it  is  scarcely  likely  that  this  lecture  would  have  been 
written.  We  do,  in  truth,  strive  for  white  light  in  our  artiScial 
iUuminants,  but  we  do  this  not  because  we  wish  to  avoid  experiences 
of  color,  but  instead  because  we  find  it  highly  desirable  to  retain 
as  completely  as  possible  the  variety  and  affective  value  of  out 
ordinary  color  experience  by  imitating  as  exactly  as  possible  the 
natural  illumination  of  sunlight. 

Thus  far  we  have  dealt  only  with  the  constituent  elements  of 
visual  experience — sensations  of  light  and  sensationa  of  colo^— 
which  psychological  analysis  has  revealed  to  us.  Of  aenaatiuns  of 
light,  each  of  us  experiences  perhaps  as  many  as  seven  hundred 
qualities;  of  sensationa  of  color,  we  experience  as  many  as  forty  or 
even  fifty  thousand  qualities.  For  it  is  to  be  noted,  that  each  of 
the  one  hundred  and  fifty  hues  which  are  distinguishable  in  the 
moderately  intense  solar  spectrum  and  in  the  mixture  of  red  and 
violet  which  link  its  extremes  {the  purples)  may  be  experienced  in 
a  number  of  chromas,  and  that  each  of  these  chromas,  in  turn,  may 
present  itself  in  a  number  of  tinte.  With  fifty  thousand,  odd,  sen- 
sations of  vision  at  our  command,  it  does  not  seem  strange  that 
our  visual  experiences  should  be  complex,  numerous,  varied,  in- 
teresting, and  above  all  of  supreme  importance  for  our  adaptations 
to  environment  and  for  our  intellectual  development  and  appre- 
ciations. 
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3  rOR  VISUAL  SENSATIONS 
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Nagel,  W.  A.:    Handbnch  der  Phyilologle  dee  Hennchen.    Braunschweig,  i 

Viewer  and  Bobn.    1904.    Drltter  Band,  Erste  Hftlfte,  8.  109-279. 
Schftfer,  R  A.:     A  text-book  of  physlidogy.    New  Tork,  The  Hacmillao 

Company,  ISOO,  pp.  1026-1148.    "Vision." 

///.  "  Seeing,"  or  Visual  Perception 
The  aim  of  the  iUuminatiBg  engineer  ie  not  to  provide  us  with 
aecsationB  of  light  and  color  but,  instead,  to  enable  us  to  see,  and 
he  succeeds  in  his  art  just  in  so  far  as  he  enables  ns  to  obtain 
clearly,  agreeably,  and  aeryiceably  thone  vi&ual  experiences  vhich 
adaptation  to  our  environment  demands.  Thus  stated  his  task  is 
purely  psychological,  and  although  he  is  constantly  dealing  with 
physical  and  physiological  phenomena,  his  ability  to  use  these  phe- 
nomena in  the  interest  of  his  art  must  depend  upon  his  appreciation 
of  visual  experience. 

The  contrast  between  visual  sensations  and  the  concrete  visual 
experiences  which  the  ordinary  man  speaks  of  as  "  seeing "  is  im- 
portant. For  although  it  is  quite  possible  to  experience  sensations 
of  light  and  of  color  without  seeing,  this  occurs  only  under  excep- 
tional conditions.  Pressure  upon  the  eyeball,  direct  stimulation  of 
the  optic  nerve,  or  a  blow  on  the  head  may  be  accompanied  by 
flashes  of  light  or  by  momentarily  experienced  sensations  of  color, 
but  these  visual  experiences  are  both  unusual  and  abnormal.  Seeing 
is  a  vastly  more  complex  process  than  sensing  light  or  color.  As 
I  look  out  of  the  wiodoTT,  I  see  a  tree.  By  this  I  mean,  psychologi- 
cally, that  -I  experience  certain  sensations  which  belong  to  the 
achromatic  system  (certain  qualities  and  intensities  of  gray),  and 
certain  others  which  belong  to  the  color  system  (browns,  greens, 
ydlows),  and,  in  connection  with  these,  certain  feelings  of  agree- 
ablenesB  or  disagreeableness,  certain  images  and  ideas.  The  sen- 
sations are  closely  related,  and  they  form  what  we  may  call  a  visual 
pattern.  It  is  this  pattern  which  I  call  a  tree,  and  describe  as  of  a 
certain  size  and  shape,  as  gray  of  trunk,  green  of  leaf,  and  yellow 
of  blossom,  for  each  of  my  several  visual  sensations  has  its  de6.- 
nite  place,  or  relations,  in  my  total  consciousness  of  the  tree. 
Should  the  illuminating  engineer  so  illuminate  the  tree  tliat  my 
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visual  senBatione  were  isolated,  as  are  thoee  flashes  of  light  which 
accompany  pressure  upon  the  eyeball,  I  should  not  see  the  object, 
and  the  illuminatioQ  would,  therefore,  be  pronounced  unsatisfac- 
tory. Or,  should  he  so  illuminate  the  tree  that  instead  of  appearing 
88  it  does  in  sunlight,  the  lights  and  shadows  were  reversed,  the 
green  leaves  made  to  appear  red  and  the  yellow  blossoms  blue,  the 
'    effect  would  be  equally  unsatisfactory. 

In  view  of  these  considerations,  it  is  evident  that  in  seeing  ve 
wish  to  becoine  conscions  of  certain  characteristice  oi  properties  of 
what  we  ordinarily  speak  of  as  our  environment.  Through  visual  per- 
ception we  become  conscious  of  (a)  the  size,  (b)  the  form,  (e)  the 
qualities  of  li^t,  (d)  the  qualities  of  color,  (e)  tlie  movements,  (f) 
tiie  distance  oi  location,  of  objects.  Vision,  to  be  sure,  doea  not 
give  ua  our  complete  awareness  of  these  characteristica  of  objects ;  it 
does,  however,  contribute  an  important  factor  in  each  case;  hence, 
we  apeak  of  visual  p»ception  of  movement,  of  distance,  of  nze,  of 
form,  of  light,  of  color,  Indeed,  it  is  precisely  the  appreciation  of 
these  features  of  things  that  we  value  and  seek  to  attain  through 
visual  perception.  The  perceptual  process  involves  ttie  relating  of 
elements  of  consciousness  with  one  another  so  that  they  constitute 
more  or  less  complex  yet  appareatly  homograieous  experiences. 

Now,  there  are  certain  fundamental  principles  and  laws  of  per- 
ception which  are  of  significance  to  the  illuminating  engineer  and 
which  should  be  used  by  him  in  the  solution  of  his  problems.  It 
will  be  utterly  impossible  in  the  course  of  this  lecture  to  formulate 
all  of  the  visual  laws  of  which  we  should  have  knowledge,  but  we 
may  at  least  present  a  few  examples. 

One  of  the  most  fundamental  of  recently  ascertained  piinciples 
of  vision  is  that  of  the  duality  of  the  sense.  It  is  now  well  estab- 
lished that  our  experiences  of  light  and  of  color  in  daylight  illu- 
mination differ  markedly  from  thoee  in  twilight  illumination.  We 
may,  therefore,  speak  of  daylight  vision  and  of  twilight  vision.  In 
the  fairly  high  intensity  of  daylight  illununatioD,  we  experience 
the  maximal  number  of  achromatic  sensations  and  the  hues  of  the 
spectrum  appear  to  ua,  aa  varying  in  brightness,  with  the  region 
of  maximal  brightness  in  the  yellow.  In  the  rather  low  intensity 
of  twilight  illumination,  we,  'on  the  contrary,  experience  fewer 
achromatic  sensations,  and  the  colors  of  the  spectrum  tend  to  be- 
come indistinguisfaable,  with  the  r^on  of  maximal  brightness  in 
what  ordinarily  appears  as  the  green.    Briefly  stated,  in  daylight 
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we  possess  both  achromatic  and  chromatic  vision,  whereas  in  twi- 
light our  achromatic  vision  is  limited  as  to  the  number  of  its  ele- 
ments and  chromatic  vision  is  either  partially  or  totally  lacking. 
This  variation  in  the  number  and  character  of  visual  sensations 
with  variation  in  the  intensity  of  light  is  of  extreme  importance  in 
connection  with  the  practical  problems  of  illumination  as  well  as 
for  visual  theory. 

It  has  been  suggested,  on  excellent  gnmnds  of  observation,  that 
the  sensory  mechanism  of  the  retina  is  dual,  the  rods  functioning 
for  both  low  and  high  intensities  of  light  while  the  cones  function 
only  in  moderately  high  intensities, 

A  second  fundamental  principle  of  visual  perception  is  that  of 
contrast.  Two  or  more  sensations  appearing  in  consciousneaa  simul- 
taneously modify  one  another.  If  we  look  at  a  white  page  upon 
which  a  narrow  strip  of  gray  paper  has  been  laid,  the  gray  appears 
darker  than  it  would  apart  from  the  sensation  of  white,  and  the 
white,  in  the  immediate  neighborhood  of  the  graj,  appears  lighter 
by  contrast.  Thus  each  of  the  two  visual  sensations  tends  to  em- 
phasize the  other.  The  law  of  contrast  in  its  most  general  form 
may  be  stated  thus:  the  contrast  effect  is  always  in  the  direction 
of  the  greatest  qualitative  opposition.  Thus  the  contrast  effect  of 
white  is  black ;  or  black,  white ;  of  light  gray,  dark  gray.  By  taking 
account  of  this  fundamental  principle  of  visual  perception,  it  is 
possible  to  avoid  many  undesirable  effects  in  artificial  illumination 
and  to  achieve  desirable  effects  with  directness  and  resultant  econ- 
omy. Not  infrequently  the  problems  of  inside  illumination  force 
one  to  consider  the  nature  of  the  background.  There  is,  in  such 
cases,  the  possibility  of  using  it  intelligently  or  of  having  it  destroy 
in  part  the  value  of  the  illumination.  If  a  room  whose  illumina- 
tion is  sufficiently  intense  for  all  practical  purposes  appears  to  be 
too  dark,  the  illuminating  engineer  has  failed  to  properly  solve  his 
problem,  for  those  of  us  who  make  use  of  artificial  illumination  deal 
with  situations  as  they  appear,  to  us,  not  as  the  photometer  indi- 
cates, and  my  discomfort  in  having  to  read  in  an  apparently  in- 
sufficiently illuminated  room  is  quite  as  annoying  as  it  would  be  if 
the  room  were  really  insufficiently  lighted.  In  practical  life  we  all 
realize  that  it  availeth  little  that  the  meter  rod  proves  two  columns 
of  an  otherwise  perfect  building  to  be  equal  in  height  if  to  our 
vision  they  appear  disagreeably  unequal.  We  blame  the  architect 
for  his  failure  to  take  into  account  certain  laws  of  perception — 
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architectural  refiaements  we  ebotild  call  adherence  to  the  rules  laid 
down  by  a  study  of  visual  illusioDB.  Similarly  we  blame  the  illu- 
minating engineer  who,  in  ignorance  of  the  principle  of  contrast, 
BO  arranges  his  reflecting  surfaces'  and  his  sources  of  illumination 
that  the  resultant  light  appears  less  intense  than  it  should. 

Inasmuch  as  the  laws  of  color  contiast  are  in  several  instances 
identical  with  those  of  light  contrast,  we  shall  consider  the  prin- 
ciples of  both  kinds  of  vision  at  the  same  time.  Although  a  great 
many  laws  of  contrast  have  been  formulated  more  or  less  exactly 
by  artists,  and  those  otherwise  practically  concerned  with  the  use 
of  vision,  we  may  cite  as  moat  truly  indicative  of  the  state  of  our 
knowledge  of  this  matter  the  following  Ave  laws  as  formulated  by 
Professor  Titchener  in  his  text-book  of  psychology : 

(1)  The  contrast-effect  is  always  in  the  direction  of  greatest 
opposition.  Black  makes  its  surroundings  whitish.  Ited  makes  its 
surroundings  greenish. 

(2)  The  nearer  together  the  contrasting  surfaces,  the  greater  is 
the  contrast-effect, 

(3)  The  contrast-effect  is  enhanced  by  the  elimination  o(  con- 
tours or  boundary  lines. 

The  following  laws  hold  only  of  color  contrast: 

(4)  The  effect  of  contrast  is  greatest  when  there  is  no  simul- 
taneous light  contrast. 

(5)  The  effect  of  contrast  increases  with  increase  of  the  satura- 
tion of  the  inducing  color. 

To  these  five  laws  of  visual  contrast  a  sixth  may  be  added,  after 
the  suggestion  of  von  Bezold.    It  may  be  stated  as  follows: 

(6)  The  cold,  or  short-wave  length,  colors  {green,  blue  and 
violet)  produce  stronger  contrast  effects  than  do  the  warm,  or  long- 
wave length,  colors  (red,  yellow  and  yellowish-green). 

These  generalizations  from  observation  of  our  visual  perception — 
and  there  are  many  others  which  should  be  stated  if  our  space  per- 
mitted— indicate  certain  fundamental  characteristcs  of  our  visual 
experience,  ignorance  of  which  has  led  many  artists  and  manu- 
facturers, as  well  as  illuminating  engineers,  into  serious  errors  of 
judgment.  A  typical  example  of  these  errors  may  be  cited  from  the 
practical  experience  of  the  French  chemist,  and  director  of  ihe  dye 
works  of  the  Gobelins,  Mr.  Chevreul.    Mr.  Chevreul  •  writes; 

*Chevreul,  M.  B.  Tbe  laws  o(  contrast  of  colors  (John  Spanton, 
Tranal.),  London,  1861,  p.  120. 
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"  Ignorance  of  the  law  of  contrast  has,  among  drapers  and  manu- 
facturers, been  tbe  subject  of  many  disputes,  wblch  I  have  been  happy 
to  settle  amicably,  by  demonstrating  to  the  parties  that  they  had  no 
possible  cause  for  litigation  In  tbe  cases  they  submitted  to  me.  I  will 
relate  some  of  these,  to  prevent  similar  disputes. 

"  Certain  drapers  gave  to  ■  calico-printer  some  cloths  of  single  colors 
— red,  Ttolet  and  blue — upon  which  they  wished  black  figures  to  be 
printed.  They  complained  that  upon  the  red  cloths  he  had  put  green 
patterns;  upon  the  violet,  the  figures  appeared  greenish-yellow;  upon 
the  blue,  they  were  orange-brown  or  copper-colored-r-instead  of  the 
black  which  had  been  ordered.  To  convince  them  that  they  had  no 
ground  for  complaint.  It  sufficed  to  have  recourse  to  the  following 
proofs: 

I  surrounded  the  patterns  with  white  paper,  so  as  to  conceal  the 

ground;  the  designs  then  appeared  black. 
I  placed  some  cuttings  of  black  cloth  upon  stuffs  colored  red,  violet 
and  blue;  the  cutting  appeared  llk6  the  printed  designs,  1.  e., 
of  the  color  complementary  to  the  ground,  although  the  same 
cuttings,  when  placed  upon  a  white  ground,  were  of  a  beautiful 
black. 
"The    modifications   which    black    deelgns    undergo    upon    different 
colored  grounds  are  the  following: 

Upon  red  stuffs  they  appear  dark  green. 

Upon  orange  atuffs  they  appear  of  a  bluish-black. 

Upon  yellow  stuffs  they  appear  black,  the  violet  tint  of  wblch  is 

very  feeble,  on  account  of  the  great  contrast  of  tone. 
Upon  green  stuftB  they  appear  of  a  reddlah-grey. 
Upon  blue  atulb  they  appear  of  an  orange-grey. 
Upon  violet  stuffs  they  appear  of  a  greenish-yellow  grey." 

The  {ollowing  tabl«,  also  from  CtiOTreul,  ig  of  value  as  in- 
dicating the  contrast  tendencies  of  t^e  moBt  important  spectral 
colors,  according  to  the  oheervatione  of  Chevreul : 

Modtltcttttont  Produced  by  Colored  LighU 
Red  rays  falling  on  black  make  It  appear  purple-black, 
white  "  red. 

"  red  "  redder, 

orange  "  redder. 

Red  rays  falling  on  yellow  make  tt  appear  orange. 

deep  green      "  red-black. 

*  light  green      "  reddish-grey. 

light  blue        "  violet, 

violet  "  purple. 
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ModiUcations  produced  bv  Orange  LigM 
Orange  rays  falling  on  black  make  It  appear  maroon,  or  carmellte-brown. 
vhlte 


orange 
red 

yellow  " 

light  green  ' 
deep  green  " 
light  blue  ■* 
deep  blue 
indigo  blue  " 
violet 


more  vivid. 

yellow-orange. 

yellow'green. 

ruaty-green. 

orange-grey. 

grey,  slightly  orange-grey. 

orange-maroon. 

red-maroon. 


iSoaificaliont  Produced  bv  Yellow  Light 
Tellow  raye  falling  an  black  made  It  appear  yellow-oIlve. 


yellow 
red 

green 
Ilfht  blue 
deepWu^ 
Indigo        "^ 
violet 


light  yellow. 

orange-yellow. 

orange. 

yellower. 

greenish-yelloif. 

yellow-green. 

green-slate. 

orange-yellow. 

yellow-maroon. 


Modi/lcationt  produced  by  Or^^  Light 
Green  rays  falling  on  black  make  It  appear  greenli^-*>'^'°- 
white  •'  green.     *'■^ 

green  •'  more  Intens'*  *" 

red  ■'  brown, 

orange  '■  faint  yellow, 

green  "  greener,  accordinji 

depth.  ^ 

Indigo  "  dull  green, 

violet  "  bluish-green  brown 

Modifications  Produced  bv  Blue  Light 
Blue  rays  falling  on  black  make  It  appear  blue-black. 


^Ittle  green, 
to  Its 


.\ 


white 

red 
orange 

green 
indigo 
violet 


blue. 

more  vivid.  i 

violet. 

brown,  having  a  pale  tint 

of  violet 
green, 
blue-green, 
dark-blue  indigo, 
dark-blue  violet. 
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Mod^lcations  Produced  bp  Violet  Light 
Violet  raya  tailing  on  black  make  It  appear  v«rr  faint  vfolet-black. 


white 

violet. 

violet 

deeper  violet. 

red 

red-violet  purple. 

orange 

llgbt  red. 

yellow 

brown,  with  a  very  Blight 

tint  or  red. 

green 

light  purple. 

blue 

fine  blue  violet 

Indigo 

deep  blue  violet. 

In  the  practice  of  the  art  of  ilium  mating,  color  contrast  is  even 
more  important  than  light  contrast,  since  moat  of  onr  artificial 
illuminants  are  more  or  less  colored.  The  effects  of  these  illu- 
minants  are  therefore  complicatect  in  accordance  with  the  laws  of 
contrast;  and  not  infrequently,  where  the  primary  effect  of  a  colored 
.  light  would  be  agreeable,  the  final  effect  is  by  reason  of  contrast 
extremely  disagreeable. 

Chevreui,  whose  book  on  "The  Laws  of  Contrast  of  Colour," 
although  written  early  in  the  last  century,  is  still  of  great  interest 
and  value,  distinguished  three  kinds  of  contrast,  to  which  he  gave 
the  names  simultaneous,  successive  and  mixed.  The  first  of  these 
varieties  of  contrast-effect  we  have  already  considered;  and  the 
second  and  third  we  may  more  properly  consider  under  the  headings 
adaptation  and  visual  after-images.  For  what  Chevreul  designated 
88  phenomena  of  successive  contrast  are  really  visual  after-images, 
and  what  he  designated  as  mixed  contrast  effects  are  phenomena 
which  result  from  the  relating  of  after-images  to  primary  visual 
sensations. 

The  fundamental  principle  of  visual  adaptation  may  be  stated 
thus:  All  sensations  of  light  tend  toward  a  middle  gray  and  all 
sensations  of  color  tend  toward  neutrality.  We  have  all  noted  that 
we  rapidly  become  accustomed  to  exceptionally  strong  or  exception- 
ally weak  light,  to  unusually  colored  lights,  and  to  unusual  combi- 
nations of  light  and  color.  In  this  we  have  observed  the  phe- 
nomenon of  adaptation.  Its  effect  is  practically  the  opposite  of 
that  of  contrast,  for  whereas  it  tends  to  abolish  the  differences  of 
oar  visual  sensations,  contrast  tends  to  make  those  differences  more 
marked.  Both  principles  are  constantly  gaining  expression  in  our 
visual  experience,  but  contrast  at  first  predominates  and  only  gradu- 
ally does  adaptation  take  its  place.    Thus,  when  I  first  look  away 
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from  B.  red  light,  the  page  to  which  I  turn  my  attention  appears 
greenish,  whereas  after  a  few  moments  it  begins  to  lose  its  greenish 
liTie  and  appears  whitish  or  grayish.  We  here  observe  the  phenom- 
enon of  BuecesBive  contrast,  or  of  the  color  after-image  which  fol- 
lows upon  the  sensation  of  red,  giving  place  to  the  phenomenon  of 
adaptation  in  accordance  with  the  Jaw  formulated  above. 

All  of'our  senses  exhibit  adaptation  more  or  less  markedly,  but  in 
none  of  them  is  it  more  obviously  important  than  in  vision.  Here 
it  is  a  constant,  although  often  unrecognized  source  of  aid  to  the 
illuminating  engineer,  for  were  we  forced  to  experience  continuously 
or  even  for  considerable  intervals  the  primary  and  contrast  effects 
of  certain  artificial  illuminants  and  of  their  influence  upon  their 
surroundings  we  certainly  should  rebel.  It  is,  indeed,  a  blessing 
that  we  are  so  constituted  as  rapidly  to  become  accustomed  to  un- 
natural conditions  of  light  and  of  color,  or  more  correctly  stated, 
to  fail  to  see  them  as  they  really  are  and  to  see  them  instead  accord- 
ing to  our  normal  habits  of  vision.  For  colored  lights  which  are 
disagreeable  lose  this  affective  value,  not  because  their  colors  have 
gained  new  affective  tones,  but  simply  because  we  no  longer  see 
them  as  colored,  since,  according  to  tJie  law  of  adaptation,  they 
have  become  neutral. 

We  experience  two  kinds  of  visual  after-images,  called  respec* 
tively  the  positive  and  the  negative.  "  The  positive  after-image 
has  the  same  relations  of  brightness  as  the  stimulus,  as  in  a  photo- 
graphic positive.  The  negative  after-image  has  the  relations  of 
light  and  shade  reversed,  as  in  the  photographic  negative.  The 
after-image  may  be  of  the  same  color  as  the  stimulus,  or  it  may  be 
other-colored.  There  are  positive  same-colored  and  positive  other- 
colored,  negative  same-colored  and  negative  other-colored  after- 
images. Generally,  however,  positive  after-images  are  same-colored 
and  negative  other-colored  are  complementary. 

"  The  positive  after-image  appears  first  and  is  usually  very  short 
m  duration  and  difficult  to  detect.  To  make  it  conspicuous,  one 
must  employ  a  strong  stimulus."  • 

Practically  all  intense  visual  sensations  are  followed  by  after- 
images, which,  fortunately,  seldom  force  themselves  upon  our  atten- 
tion. Indeed  it  is  only  the  negative  after-images  of  certain  lights 
and  colors  that  the  ordinary  observer  notices.     Occasionally,  after 

*  aeashore,  C.  E.:  Elementary  ExperlmeaU  la  Psjcbology,  New  York, 
Henrr  Holt  and  Company,  p.  7,  1908. 


.y  Google 


Psychological  Aspects  of  Illcminaxino  593 

looking  at  a  bright  light,  Buch  as  the  buq,  an  electric  arc,  or  a  high 
candle-pover  incandescent,  we  become  aware  of  a  Bemation  of 
black,  the  negative  after-image.  Or,  similarly,  after  looking  fixedly 
at  an  intense  yellow  light  for  some  seconds  we  notice,  upon  looking 
away,  a  sensation  of  blue  as  the  after-image. 

The  Bcveral  laws  of  visual  perception  which  have  been  presented 
will  serve  to  make  clear  the  importance  of  this  subject  to  all  who 
have  to  deal  with  the  problems  of  illumination.  The  principle  of 
dual  vision  no  leas  than  that  of  contrast  or  that  of  adaptation  should 
be  taken  into  account  when  we  strive  for  a  particular  efFect  of  illu- 
mination. If  our  space  permitted,  we  might  point  out  in  detail 
practical  bearinga  of  these  and  many  other  laws  of  perception. 

RBrPEHENCKS  FOR  VISUAL  PERCEPTION 
KOlpe,  O.:     Oatllnes  of  psychology.     London,  Swan  Sonnensbein  and 

Company.  1909,  pp.  308-316,  351-368,  400-406. 
Titchener,  E.  B.:      ExperlmenUl  psychology.     New  York,   The  Mac- 
mlllan  Company.  1901.     Volume  I.  Part  11,  Chi^ter  I   (numerous 
references). 
Chevreul,  M.  E.:     The  principles  of  harmony  and  contrast  at  colors. 

Bohn's  Scientific  Library.    London,  Bell  and  Sous,  1908. 
Bezold,  W.  von:     The  theory  of  color  In  Its  relations  to  art  and  art- 
Industry.    Boston.  Prang  and  Company,  1876.    (References  at  end.) 
Rood,  O.  N.:    Modern  chromatics  with  applicatloos  to  art  and  Industry. 
New  York,  Appleton  and  Company,  18T9. 

IV.  The  Agreeableness  and  Disagreeableitess  of  Visual  Experiences. 

Our  visual  sensations  and  our  visual  perceptions  arc  either  pleas- 
ant or  unpleasant,  agreeable  or  disagreeable.  This  is  a  psychological 
fact  which  the  illuminating  engineer  cannot  aSord  to  ignore,  for 
illuminating  means,  among  other  things,  the  achieving  of  pleasing 
effects.  This  aspect  of  our  visual  experiences  we  may  designate  their 
affective  value. 

The  affective  value  of  a  visual  siHisation  or  perception  is  the  re- 
anltant  of  three  factors:  the  affective  tone  of  the  sensation;  sense 
feeling,  or  affective  elements,  of  consciouBness;  and  emotions  and 
sentiments  which  happen  to  be  aseociated  with  the  visual  experi- 
ence. A  particular  sensation  of  red  is  pleasant  because  it  has,  for 
me,  an  agreeable  affective  tone;  a  certain  sensation  of  purple  is 
pleasant  because  it  happens  to  be  accompanied  by  a  pleasant  emo- 
tion, and  in  spite  of  the  fact  that  its  affective  tone  is  decidedly  dis- 
agreeable. 
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We  may  very  briefly  consider  certain  facta  concerning  the  affec- 
tive values  of  our  tvo  systems  of  visnal  sensations  end  of  the  per- 
ceptions in  which  one  or  the  other  of  these  types  of  sensation  pre- 
dominates. 

In  the  case  of  sensations  of  colorless  light,  those  which  are 
medium  in  quality  and  intensity  are  as  a  rule  pleasanter  than  the 
extremes  in  these  respects.  For  example,  the  extremes  of  white 
and  of  black  are  less  agreeable  than  the  more  frequently  experi- 
enced qualities  of  these  sensations;  and  the  medium  brightnesses 
of  these  sensations  are  likely  to  prove  more  agreeable  than  the  ex- 
tremes of  intensity.  From  a  series  of  grays,  varying  both  in 
quality  and  in  intensity,  it  ia  not  difficult  to  select  certain  ones 
vrhich  are  pleasant  and  certain  others  which  are  relatively  un- 
pleasant, and  with  practice  one  may  even  arrange  them  in  order 
of  agreeableness.  In  general  it  may  be  said  that  we  prefer  those 
achromatic  expeiieoces  to  whicli  we  are  accustomed  and  which  do 
not  produce  extreme  fatigue. 

But,  in  connection  with  the  above  statements,  we  must  remember 
that  our  chance  experiences  of  the  emotional  or  sentimental  sort 
in  connection  with  lights  are  of  tremendous  importance.  When  I 
characterize  the  general  illumination  of  a  room  as  disagreeable,  I 
am  in  all  probability  influenced  as  much  by  complex  feelings  and 
emotions  which  happen  to  be  associated  with  the  illumination  as 
by  the  intrinsic  affective  attributes  of  the  sensations  of  light  which 
enter  into  my  consciouancBs  of  the  illumination.  A  dimly  illu- 
minated room  may,  for  example,  prove  unpleasant  because  it  brings 
to  conaciousnesB  recent  disagreeable  emotional  experiences  in  a  simi- 
larly lighted  sick-room.  In  this  instance  the  emotional  factor  is 
far  more  important  than  the  affective  tone  of  the  sensations  in  de- 
termining the  affective  value  of  the  total  visual  experience. 

Only  by  introspection  cau  we  discover  the  part  played  by  the 
four  contributory  affective  factors  in  a  given  experience.  The 
affective  tone  of  sensations  of  light  is  sometimes  markedly  pleasant 
or  unpleasant,  at  other  times  practically  indifferent;  those  affective 
elements  of  cousciousnesa  which  are  not  dependent  upon  the  aen- 
sationa,  but  are  relatively  simple  affective  accompaniments  thereof 
are  sometimes  conspicuous  and  at  other  times  difficult  to  discover. 
The  emotions  likewise  play  very  different  roles  in  connection  with 
our  visual  experiences.  At  times,  as  sentiments  they  overshadow  all 
other  factors,  and  again,  they  are  entirely  lacking. 
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What  haa  been  said  of  light  sensations  applies  equally  to  sen- 
eations  of  color,  but  the  latter, "by  teason  of  their  qualitative  tri- 
dimensionality  present  more  complex  and  manifold  relations  of  Uie 
affective  factors  of  experience  than  the  former.  We  may  therefore 
consider  them  separately. 

For  the  illuminating  engineer  the  affective  values  of  red,  yellow, 
gteen,  blue  and  violet  are  of  especial  importance,  ^ce  these  are 
at  once  the  principal  color  sensations  of  psychology  and  also  the 
colors  which  give  character  to  our  artificial  ill-uminants.  The 
affective  value  of  red  must  be  considered,  for  example,  in  connection 
with  the  light  of  the  low  sun  and  of  old  and  below-voltage  incandes- 
cent lamps;  that  of  yellow  in  connection  with  the  li^i^t  of  the 
candle,  the  oil  lamp,  and  certain  incandescent  gas  and  electric 
lamps;  that  of  green  in  connection  with  the  light  of  the  Welsbach 
lamp,  nnder  certain  conditions,  and  that  of  the  mercury  vapor 
lamp;  that  of  blue  and  violet  in  connection  with  the  light  of  the 
sky  and  of  certain  electric  arcs. 

Colors,  to  a  far  greater  extent  than  lights,  are  accompanied  by 
affective  elements  of  consciousness,  by  emotions,  and  by  powerful 
sentiments.  We  may  not  discuss  each  of  these  aspects  of  the  sub- 
ject separately,  but  we  shall  consider  briefly  the  affective  values 
of  the  principal  colors.  For  we  may  not  ignore  the  agreeableness 
or  disagreeableoeBs  of  visual  experiences  if  we  are  in  the  service 
of  the  public  any  more  than  we  may  if  we  are  seeking  a  stable 
scientific  basis  for  the  ait  of  illuminating. 

The  psychology  of  red  is  peculiarly  interesting  because  of  the 
strikingly  different  effects  which  this  color  has  upon  different 
organisms  and  upon  the  same  organism  at  different  times.  Bed 
apparently  promotes  the  life  processes  of  plants,  and  violet  seems 
to  be  essential  for  the  normal  existence  of  certain  animals.  Or- 
ganisms which  frequent  the  dark  are  partial  to  red;  those  which 
frequent  the  light  seem  to  prefer  blue.  Red  strongly  stimulates 
certain  organisms;  notably,  frogs,  cattle,  certain  human  beings. 
Moreover,  in  the  languages  of  many  uncivilized  peoples,  there  are 
words  only  for  the  visual  experiences  of  red,  white  and  black. 

ThCTe  is  a  large  and  rather  chaotic  mass  of  information  con- 
cerning the  color  sensations  of  infanta,  children,  adults,  uncivilized 
races,  ancient  peoples  and  abnormal  individuals,  as  well  as  con- 
cerning the  influence  of  colors  upon  organisms,  but  the  interpre- 
tation and  uniflcation  of  these  facts  seem  to  wait  upon  a  genetic 
theory  of  vision. 
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Of  special  interest  to  the  illuminating  engineer  are  the  follow- 
ing points  in  the  psychology  of  fed.  It  is  the  common  color  of 
flowers,  fruits,  fire  and  blood.  It  stands  thus  contrasted  vitji 
green  and  blue,  which  are  the  background  colors  of  nature,  the  one 
of  verdure,  the  other  of  sea  and  sky.  It  has  natural  value  and  high- 
est usefulness  apparently  when  definitely  localized  and  in  small 
amounts.    As  a  hue  for  general  illumination  it  seems  ill  suited. 

According  to  the  statement  of  Fii&,*  muscular  activity  as 
measured  dynometrically  was  increased  from  twenty-three  units  in 
ordinary  light,  to  twenty-four  units  by  blue  light,  to  twenty-eight 
units  by  green  light,  to  thirty  units  by  yellow  light,  to  thirty-five 
units  by  orange  light,  and  to  forty-two  units  by  red  light.  This  is 
of  interest  when  we  consider  that  the  color  has  at  various  times  been 
a  symbol  of  ritual,  of  war,  and  of  love,  and  has  been  taken  to  signify 
cruelty,  blood-thirstiness,  courage,  zeal,  energy. 

The  lesson  taught  alike  by  the  physiology  and  the  psychology  of 
red  is  that  it  should  be  avoided  in  general  illumination,  and  used 
only  for  special  purposes  with  full  knowledge  of  its  effects  upon 
the  organism. 

The  psychology  of  yellow  is  of  peculiar  interest  because  the 
majority  of  our  artificial  illuminants  are  yellowish.  Savages  and 
children  are  said  to  be  fond  of  yellow  and  it  seems  probable  that 
this  attitude  toward  the  color  is  the  natural  human  attitude.  Tel- 
low  is  of  high  illuminosity  and  it  lacks  the  peculiar,  and  not  wholly 
desirable,  stimulating  characteristics  of  red.  In  parts  of  Asia  it 
is  the  sacred  color.  It  was  made  much  of  in  Greece  and  Borne  and 
it  has  been  the  delight  of  many  other  peoples  as  well  as  of  certain 
individuals,  who,  as  arti?ts,  have  become  strongly  addicted  to  its 
use.  It  is  perhaps  significant  that  it  is  the  color  of  the  sun,  under 
certain  conditions,  and  that  sunlight  is  often  markedly  yellow  in 
hue.  It  is  the  color  also  of  corn,  whose  attractiveness  is  noteworthy, 
of  many  ripe  fruits,  of  amber,  and  of  gold.  With  the  advent  of 
Christianity  the  reda,  oranges,  and  yellows  (all  the  strongly  stimu- 
lating warm  colors)  were  placed  under  a  ban,  and  the  colors  of  the 
blue  end  of  the  spectrum  came  into  favor  as  symbolic  of  purity  and 
submissiveness.  Yellow  became  the  symbol  of  jealousy  and  the 
mark  of  shame,  and  red  shared  more  or  less  in  this  degradation. 
The  prejudice  against  yellow  and  the  other  warm  colors  thus  es- 

•F6re,  Cb.:     Sensation  et  mouvement.    Paris,  Alcan,  1900,  p.  43. 
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tablisbed  prerails  even  to-day,  and  there  can  be  no  doubt  that  evi- 
dences of  preference  for  yellow  would  be  much  more  numerous  were 
we  not  more  or  less  directly  influence  by  the  symbolism  of  colors 
in  connection  with  Christianity. 

In  the  contrast  of  our  attitudes  toward  colors,  we  find  splendid 
instances  of  chance  agreeable  or  disagreeable  experiences  as  well  as 
of  ingrained  prejudices,  and  agreeable  or  disagreeable  sentiments. 
We  come  to  like  or  dielike  colors  much  as  we  do  taste  or  odor  ex- 
periences, and  it  is  sometimes  extremely  difficult  for  us  to  educate 
ourselves  out  of  these  acquired  ailective  attitudes  toward  colors. 

On  the  whole  ttie  affectlTe  value  of  yellow  appears  to  be  agree- 
able. For  many  individuals  its  affective  tone  is  markedly  pleasant, 
OS  are  also  its  feeling  and  emotional  accompaniments.  There  are 
indeed  few  contra-indications  of  yellow,  for  the  purposes  of  illu- 
mination, from  physiology,  and  those  which  come  from  psychology 
seem  to  be  chiefly  the  results  of  a  prejudice  which  is  rapidly  dis- 
appearing. Whereas  an  illuminant  of  distinctly  reddish  hue  cer- 
tainly should  be  used  only  for  special  purposes,  a  yellowish  light 
may  be  used  for  general  iUumination  with  far  less  risk  of  unsatis- 
factory results.  A  yellow  light  is  especially  desirable  where  high 
illuminosity,  warmth,  and  sprightliness  of  color  are  indicated. 

The  common  practice  of  using  yellowish  illuminants  gains  justi- 
fication and  support  from  psychology,  and  there  are  reasons  to 
suppose  that  further  investigation  of  the  psychology  of  color  will 
still  further  strengthen  the  position  of  this  color  among  those  which 
are  commonly  present  in  artificial  illuminants. 

The  color  green  is,  under  certain  circumstances,  very  unpleasant; 
under  others  it  is  as  markedly  pleasant.  In  nature  it  plays  an  im- 
portant role  as  the  prevalent  earth  color,  except  in  arid  regions. 
Perhaps  it  is  this  very  fact,  and  the  habits  of  seeing  and  feeling 
which  it  has  established  in  us,  which  renders  green  a  disagreeable 
color  for  general  illumination.  The  mercury  vapor  lamp,  the  old 
Welsbach,  and  all  other  sources  of  light  of  a  distinctly  greenish  hue 
are  more  or  le?s  under  disfavor.  Their  light  is  at  first  distinctly 
disagreeable  to  most  individuals.  But  what  is  of  chief  interest  in 
this  connection  is  that  there  are  circumstances  which  Indicate  the 
use  of  a  greeni^  light.  I  have  in  mind  an  instance  of  eiicellent 
effects  from  the  use  of  mercury  vapor  lamps.  An  automobile 
sales-room,  which  I  have  especially  observed  because  of  the  agree- 
ableness  of  the  illumination,  exhibits  these  lamps  well  placed  and 
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efficiently  as  veil  as  agreeably  illuminating  a  space  which  because 
of  its  decorations  would  seem  to  be  difficult  of  satisfactory  illumina- 
tion. 

It  is,  of  course,  important  to  bear  in  mind  that  green,  as  com- 
pared with  red,  orange,  and  yellow,  is  a  cold,  restful  color  and  may 
therefore  be  uaed  for  domestic  or  decorative  illumination  to  very 
great  advantage,  provided  pains  be  taken  to  avoid  nnpleaaant  results. 
Its  high  luminosity,  when  we  are  nsing  our  twilight  vision,  is  of 
practical  importance,  and  of  this  the  illuminating  engineer  should 
take  advantage. 

Blue  also  is  a  cold,  restful  color.  .  We  shall  consider  it  in  connec- 
tion with  violet  because  of  fundamental  likenessee.  Their  lumi- 
nosity is  low,  as  compared  with  that  of  yellow  and  green,  and  they 
therefore  make  poor  hues  for  general  illumination.  In  general  the 
effect  of  the  nae  of  blue  and  blae-violet  lights  is  depressing.  They 
are  pleasant  because  of  their  restfulness  and  coolness,  and  for  this 
reason  may  to  advantage  be  used  decoratively. 

For  certain  individnals  violet  and  purple  lights  in  many  of  their 
hues,  tints,  chromes,  and  intensities  possess  unpleasant  affective 
tones.  The  writer,  for  example,  dislikes  many  violets  and  almost 
all  purples,  and  on  purely  selfish  affective  grounds  he  would  favor 
the  discoatinuance  of  all  artificial  illuminants  whose  light  is  strong 
in  blue-violet.  The  light  of  certain  arc  lamps  is  for  him  peculiarly 
disagreeable,  and  certain  dyes  are  equally  unpleasant.  Bnt  it  would 
be  unfair  to  condemn  the  colore  blue  and  violet  aa  hues  for  illu- 
minants solely  on  the  basis  of  individual  affective  value. 

Psychologically,  it  is  safe  to  say  that  violet  is  distinctly  contra- 
indicated  for  general  illumination,  while  blue  is  only  lees  undesir- 
able. This  may  seem  surprising  in  view  of  the  fact  that  sky  light  is 
strongly  blue-violet,  but  it  gains  plausibility,  albeit  not  justification, 
from  the  observation  that  the  majority  of  our  artificial  illuminants 
are  rather  weak  in  blue-violet.  It  may  be,  therefore,  that  habit  is 
playing  a  leading  part  in  our  present  psychology  of  color.  In  fact 
this  would  seem  inevitable,  and  the  only  question  would  appear  to 
be,  should  we  educate  ourselves  away  from  an  actual  prejudice 
against  blue-violet  illuminsnts ?  It  is  highly  probable,  in  this  con- 
nection, that  the  effects  of  different  colore  upon  the  appearance  of 
the  human  face  has  much  to  do  with  oar  affective  attitudes  toward 
colored  illuminants.  This  has  been  called  to  my  attention  in  con- 
nection with  an  arrangement  of  the  principal  colors 'of  our  illu' 
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minants  in  order  of  preference  by  a  number  of  skilled  observers, 
five  the  results  below : 


ObKrror  B. 

ObMrrer  H. 

ObwrvBT  H. 

Yellow 

Yellow 

Yellow 

Yellow 

Warm,  neutral  Itr 

Red 

Rod 

Green 

Blue 

Too  cold 

Oreea 

Green 

Blue 

Green 

Ghastly 

Violet 

Blue 

Violet 

Violet 

Gloomy 

Bine 

Vfolet 

Red 

Red 

Too  exciting 

Eacb  of  QB  poBseeses  bo  many  acquired  emotional  and  sentimental 
attitudes  towards  chromatic  sensationB  and  complexes  of  these  e^i- 
sations  that  it  is  quite  impossible  for  the  illuminating  engineer  to 
predict  the  affective  value  of  a  particular  color.  He  is  tiierefore 
forced  to  consider  individual  tastes  in  illumination.  A  particular 
room,  house,  factory  must  be  illuminated  first  of  all  in  accordance 
with  the  fundamental  laws  of  physics.  But  secondly,  it  must  be 
illuminated  also  in  accordance  with  the  physiological  and  psycho- 
lo^cal  characteristics  of  the  individual  or  individuals  for  whom  the 
work  is  being  done.  We  should  care  as  little  about  the  work  of 
the  engineer  who  planned  the  illumination  of  our  house  without 
knowledge  of  our  light  and  color  preferences  as  we  should  for  the 
tailor  who  insisted  on  making  our  suits  without  taking  measnre- 
m^iis. 

The  affective  value  of  our  visual  experiences  is  a  large  and  in- 
teresting topic  upon  which  we  have  barely  touched  in  mentioning 
a  few  of  its  a^ecta.  Since  few  of  our  artificial  illuminants  closely 
approach  white  light  in  composition,  the  affective  values  of  colora 
must  constantly  be  considered'  side  by  side  with  those  of  achromatic 
«3:penence8. 
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V.  Habit  and  Cvstom  in  their  Relations  to  the  Values  of 
Illuminatits 
I  We  experience  sensations  of  light  and  color  in  variety  proportional 
to  our  degree  of  visual  development.  We  eee  what  we  expect  to 
see,  what  our  previous  experience  has  prepared  ub  to  see,  and  we  see 
in  ways  which  have  gradually  established  themselves.  Our  bents 
or  prejudices  with  reference  to  visual  experience  present  two  aa- 
pects;  that  of  nature  or  inheritance,  and  that  of  nurture  or  acquisi- 
tion. And  the  latter  is  further  analyzable  into  purely  private  and 
social  acquisition.  The  relation  of  native  disposition  to  visual  ex- 
perience we  may  dismiss  with  the  bare  recognition  of  its  importance. 
The  viBually  defective  individual  obviously  demands  special  con- 
ditions of  illumination.  It  therefore  behooves  the  illuminating 
engineer  both  to  know  the  normal  visual  experiences  of  men  and 
to  know  how  to  meet  anch  special  demands  as  are  made  by  over-  or 
under-senBitive,  by  color-blind,  and  by  perceptually  or  affectively 
atypical  individuals. 

Our  ways  of  seeing  are  determined  chiefly  by  two  sets  of  con- 
ditions: our  visual  environment,  and  our  fellow-beings.  We  see 
the  world  as  a  particular  complex  of  light  and  color  patterns  be- 
cause it  is  sunlit.  How  different  would  be  our  perceptions  of  it 
were  it  illuminated  by  a  huge  mercury  vapor  lamp  1  We  first  recog- 
nize, then  approve,  and  finally  come  to  like,  or  even  to  prefer  to  all 
other  degrees  or  hues  of  illumination,  that  which  prevails  in  our 
home,  office,  city,  or  country.  These  are  only  concrete  ways  of 
stating  that  we  are,  in  matters  of  visual  experience,  no  less  than  in 
matters  of  diet,  creatures  of  habit  and  of  custom. 

Through  the  principle  of  habit,  sunlight  has  gained  a  tremendous 
advantage  over  other  sources  of  illumination.  The  fact  is  that  each 
of  us  has  learned,  or  is  learning,  to  see — to  perceive,  interpret,  un- 
derstand, appreciate,  think — things  as  they  appear  in  the  natural 
light  of  the  sun.  It  requires  a  more  or  less  prolonged  and  elaborate 
educative  process  for  us  to  learn  to  get  the  same  visual  experiences 
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in  an  illuminatioQ  which  differs  radically  from  that  of  sunlight. 
Consider  the  erroiB  of  perception  and  appreciation  which  w«  make 
when  we  view  a  landscape  in  moonlight.  Mnch  more  nnmeroos  and 
more  eerions  are  those  which  we  make  when  we  see  things  in  an  illn- 
mination  which  is  new  to  us. 

To  every  change  in  the  intensity  or  color  of  illumination  we  have 
to  become  adapted  first  by  the  fairly  rapid  process  of  immediate 
adjustment,  and  later  by  the  more  gradoal  process  of  habitation.  It 
is  becanae  the  acquisition  of  new  habits  of  perception  involves 
effort,  waste,  temporary  mal-adjustment,  that  we  sometimes  object 
silently  and  again  openly  to  marked  changes  of  illumination.  As 
we  have  grown  accustomed  to  see  our  world,  so  we  wish  to  continue 
to  see  it.  Against  this  human  tendency — and  a  valuable  one  it  is — 
the  innovator  among  illuminating  engineers  must  work,  for  the 
majority  of  us  have  no  special  desire  to  leam  to  see  things  correctly 
in  purple,  or  in  green  light  We  are  satisfied  with  sunlight  as  a 
general  iUuminant  and  we  prefer  to  place  the  burden  of  labor  upon 
the  illuminating  engineer  by  insisting  that  he  discover  for  ns  an 
artificial  sonrce  of  illumination  which  is  practically  identical  with 
sunlight  in  the  quality  of  its  light. 

There  is  another  and  barely  less  important  cause  of  human  con- 
servatism with  respect  to  illumination.  It  is  custom.  What  has 
been  experienced  by  the  individual  finds  its  expression  in  hia  habits 
of  mind,  but  so  also,  indirectly,  do  the  experiences  of  parents, 
family,  social  groups,  even  the  nation  and  the  race.  For  we  are 
creatures  of  custom  as  well  as  of  habit.  We  are  conventional, 
eoneervative,  suggestible,  imitative,  all  in  varying  degrees,  yet  each 
to  an  important  extent  This  tells  in  our  visual  experience.  We 
are  moulded  in  ways  of  seeing  by  our  companions  so  that  few  of 
us  ever  come  into  full  possession  of  our  psychological  individuality. 
We  ignore,  avoid,  keep  silent  about  experiences  which  have  not  been 
mentioned  to  us  by  our  friends.  In  a  thousand  trivial  ways  we  copy, 
imitat«,  follow  out  the  suggestions  of  our  elders. 

If  a  new  source  of  illumination,  a  new  mode  of  decoration,  or 
ornamentation  can  be  made  to  conform  to  social  convention,  its 
snccesfl  is  assured,  even  though  it  be  absurd  because  of  disad- 
vantages. Our  modes  of  dress,  social  conventiona,  our  architect- 
ural practices  exemplify  this  tendency.  A  surprisingly  large  part 
of  life  is  lived  imltatively.  Here,  then;  is  our  lesson  in  illumi- 
nating.    What  is,  is  not  necessarily  right,  nor  are  the  modes  of 
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illuminating  or  the  color  experienceB  which,  are  in  favor  generally 
or  with  a  particular  individual  necesaarily  the  hest  when  all  things 
are  considered.  The  majorii^  of  ub  prefer  sunlight  in  moderate 
intensity  to  every  other  condition  of  visual  experience,  and  we 
would  aeem  to  have  excellent  physical,  physiological,  aBd  psycho- 
logical grounds  for  this  preference.  But  my  individual  preference 
for  the  light  of  the  tungsten  lamp  over  that  of  the  mercury  vapor 
lamp  may  at  any  time  prove  to  lack  a  reasonable  scientific  basis. 
Color  preferences  are,  to  a  large  degree,  the  results  of  our  individual 
experiences,  and  so  are  many  of  our  attitudes  toward  visual  experi- 
ences, but  there  are,  aside  from  these  variable  values  of  illuminating 
eflecta,  certain  general  principles  underlying  visual  consciousness 
which  should  guide  us  in  the  solution  of  the  practical  problems  of 
illuminating. 

Although  the  illuminating  engineer  should  understand  the  taste 
of  the  individual,  it  is  not  hia  duty  in  any  servile  way  to  cater  to 
that  taste.  Instead,  he  should  look  upon  it  as  his  chief  social  func- 
tion and  opportunity  to  educate  the  public  visually  in  the  interests 
of  efficient  illumination.  This  brings  ub  to  the  sixth  and  last  of  the 
aspects  of  the  psychological  baaia  of  illuminating  engineering  which 
we  shall  consider,  visual  education. 

REFERENCES  FOR  HABIT  AND  CUSTOM  IN  VISUAL 
EXPERIENCE 

James,  W.:    Principles  at  psrchology.    New  T^wk.  Henry  Holt  and  Com- 
pany. 1899.    Volume  I,  Chapter  IV,  "  Habtt." 

Judd,  C.  H.:     Genetic  psychology  for  teachers-     New  Yorlc,  AppletOQ 
and  Company,  1903.    Chapter  II. 

Le  Bon,  Q.:     The  psychology  of  peoples.    London,  Unwln,  1399. 

Roes,  E.  A.:     Social  psychology.    New  Tork,  The  MacmiUan  Company, 
19DS. 

Wundt,  W.:     Outline  of  psychology.    Leipzig,  Bnglemann.  ISOT,  pp.  176- 
203,  349-356.' 

.  VOIkerpsychologle.    Leipzig,  Englemana.  1900-1908. 

VI.  The  Education  of  the  Individual  attd  ike  Race  Visually. 

The  habit  of  working  in  illuminations  which  are  too  weak  we 
recognize  as  bad.  Nevertheless  it  is  not  rare.  The  habit  of  work- 
ing— and  of  insisting  that  one  cannot  otherwise  work  satipfactorily 
— in  illuminations  which  are  too  strong,  is  equally  harmful  and 
even  more  common  perhaps  than  the  other.  Now,  there  is  an 
optimal  illumination  with  respect  to  light  and  to  color  for  every 
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individiial  and  for  every  sitnatioQ  ia  which  that  iodividuAl  seeks 
visual  experiences.  One  of  the  important  demands  made  upon  the 
illuminating  engineer  is  that  he  correctly  determine  this  optimal 
illumination  and  that  he  educate  the  pnbtie  to  an  appreciation  of 
the  importance  of  regard  for  this  best  of  all  conditions  for  the  use 
of  vision.  This  is  more  than  a  matter  of  economy.  It  is  a  matter 
of  health,  of  degree  of  visual  rfSciency,  and  of  the  affectivo  value 
of  experience.  Who  of  us,  for  example,  haa  not  been  annoyed,  if 
not  actually  inconveni^ced,  by  the  high  intrinsic  brilliancy  of  oui 
sources  of  light.  My  study  desk  is  illuminated  by  a  tungsten  lamp 
toward  which  I  may  not  look  without  having  my  visual  senaitivenesa 
markedly  diminished  and  without  experiencing  an  annoying  nega- 
tive after-image.  This  state  of  affairs  cannot  be  excused  nor  in  any 
measure  justified  by  the  fact  that  the  sua  is  brilliant.  For  we  aim 
no  less  to  surpass  or  improve  upon  natural  conditions  of  seeing 
than  to  imitate  them.  And  at  this  point  we  must  frankly  admit 
that  the  ideal  artiiicial  illuminant  may  ultimately  prove  to  be  very 
different  in  quality  and  in  optimal  intensity  from  the  light  of  the 
sun.  Evidently  we  may  expect  of  the  illuminating  engineer  such 
placing  of  lamps  as  shall  minimize  the  undesirable  effects  of  high 
intrinsic  brilliancy.  If  lamps  of  high  intensity  are  to  be  used  they 
should  be  hidden  and  so  placed  that  their  light  shall  be  delivered 
diffusdy  and  in  adequate  controllable  amount  to  the  ^pace  to  be 
illnminated. 

We  are  educable  visually  to  an  extent  which  few  people  realize. 
First  of  all,  it  is  possible  for  us  greatly  to  increase,  by  practice, 
our  sensitiveness  to  white  light  and  our  discriminating  ability. 
Secondly,  the  ability  to  perceive  hues,  chromas,  tints,  and  intensities 
varies  extremely  among  individuals  and  ia  largely  dependent  upon 
the  amount  and  kind  of  use  which  the  individual  makes  of  his 
chromatic  experiences.  These  facts  are  simply  expressed  by  saying 
tJiat  the  sense  of  vision  may  be  improved  by  use.  Education  un- 
doubtedly is  of  prime  importance  in  connection  with  color  vision, 
and  it  is  highly  gratifying  to  note  the  attention  which  is  being 
given  to  systematic  instruction  in  colors  by  our  public  schools.  As 
Bood  has  said,  "  for  the  human  race,  thus  far,  light  and  shade  has 
been  the  all-important  element  in  the  recognition  of  external 
objects;  color  has  played  only  a  subordinate  part,  and  has  been 
rather  a  source  of  pleasure  than  of  positive  utility."  This  is  as 
true  to-day,  it  would  seem,  ae  it  was  twenty-five  years  ago  when  the 
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above  statement  was  written.  It  must  be  admitted  that  the  state  of 
affairs  is  unfortunate  and  that  our  color  viaion  richly  deBerves  more 
educative  attention  than  it  receives. 

Education  may  deal  profitably  with  visual  perception.  For,  to 
quite  as  great  an  extent  as  in  the  case  of  our  systems  of  seusation, 
practice  and  tuition  enable  us  to  gain  serviceable  ways  of  seeing. 
Each  of  us  needs  to  leam  how  to  perceive  size,  form,  distance,  as 
well  as  patterns  in  light  and  color. 

There  are  also  opportunities  for  education  with  respect  to  our 
effective  attitudes  toward  visual  experiences.  The  direction  of 
attention  toward  the  various  values  and  practical  relations  of  our 
visual  experiences  has  much  to  do  with  our  appreciation  of  them 
and  with  the  development  of  our  preferences  and  our  prejudices. 
With  the  acquisition  of  definite  knowledge  conc'crniag  the  practical 
and  ssthetical  values  of  lights  and  colors  there  come  modifications 
of  tastes.  At  present  it  is  fairly  certain  that  the  common  attitude 
toward  yellowish  illuminante  is  the  result  of  habit  and  that  many  of 
us  might  readily  educate  ourselves  to  a  lilce  appreciation  of  certain 
chromas  and  tints  of  other  hues. 

REFERENCES  FOR  VISUAL  EDUCATION 
Judd,  C.  H.:    G«Qetlc  psychologj  for  teachers.    New  York,  Appleton  and 

Company.  1903.    Chapter  II,  especially. 
Whipple,  O.  M.:     Manual  of  mental  and  physical  testa.     Baltimore, 

Warwick  and  York,  1910.    Ch^ters  VI  (see  eapecially  several  llats 

of  references  in  this  chapter),  IX,  X. 
Baldwin,  J.  M.:     Mental  development  in  the  child  and  the  race.    New 

York,  The  Macmillan  Company,  1906. 
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Leotdee  I 
1,  In  order  to  be  able  to  aucceesfully  perform  illuminatioii  com- 
pntatioae  of  various  natures  it  becomes  neceBSary  to  uDderstaud  the 
several  methods  and  underlyiug  principles  involved  in  obtaining 
the  amount  of  light  available  for  illuminating  purposes.  It  is  the 
prevailing  practice  tg  determine  the  candle-power  at  various  angles 
aroond  a  lamp  and  in  a  plane  through  the  source  of  light  and  to 
represent  these  results  graphically  and  to  scale  upon  polar  co- 
ordinate paper.  This  polar  diagram  merely  represents  the  value  of 
the  candle-power  in  different  directions  around  the  lamp  and  has 
no  significance  as  a  representation  of  the  quantity  of  light.    Thus 


an  interesting  comparison,  indicating  the  peculiarities  of  polar 
diagrams  is  shown  in  Pig,  1,  where  the  three  curves,  A,  B  and  C, 
represent  theoretical  distributions  in  a  vertical  plane.  The  maxi- 
mum values  in  these  three  cases  are  approximately  in  the  ratio  of 
16,  19,  60.  However,  if  these  curves  represented  distributions  of 
light,  from  lamps,  in  a  vertical  plane  the  mean  spherical  candle- 
power  or  the  total  light  flux  would  be  ihe  same  for  each. 

3.  The  fundamental  theory  of  this  section  of  the  subject  is  based 
-on  the  study  of  spherical  surfaces,  in  junction  with  which  it  is 
necessary  to  determine  either  the  mean  spherical  intensity  in  candle- 
power,  or  the  zonal  or  total  flux  of  light  in  lumens.  In  these  spher- 
ical calculations  it  is  assumed  that  the  luminous  intensity  is  equal 
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in  azimuth  and  varies  only  in  one  plane  through  the  source  vhich, 
in  the  following  discussion,  will  be  a  vertical  plane. 

11  we  assume  the  source  of  light  to  be  surrounded  by  a  sphere  of 
radius  r  with  the  source  as  a  center,  and  further  consider  this  sphere 
divided  into  a  number  of  zones  in  such  a  manner  that  the  illumina- 
tioQ  of  similar  parts  of  each  zone  is  utiiform,  the  total  flux  of  Kght 
embraced  by  a  zone  will  be  equal  to  the  product  of  the  average  inten- 
sity and  the  area  of  the  zone.  From  a  summation  of  these  products 
for  each  zone  the  total  value  of  light  flux  emitted  by  the  source  may 
be  obtained  and  this  divided  by  the  area  of  the  sphere  (4tt*)  will 
give  the  mean  spherical  candle-power. 

The  light  flux  in  the  lower  hemisphere  will  be  the  sum  of  the 
products  of  the  zones  and  their  intenBitiee  and  this  sum  divided  by 


Pre.  2. — Relative  Relations  of  Zonal  Areas  81iown  Qraphlcally. 

the  hemispherical  area  (^r*)  will  give  the  mean  lower  hemi- 
spherical candle-power. 

The  area  of  a  zone  subtended  by  an  angle  embracing  the  first  15° 
below  the  horizontal  is  7.66  times  as  great  as  the  area  of  the  zone 
extending  15°  from  the  vertical.  With  the  same  intensity  in  each 
zone,  the  total  flux  of  light  embraced  by  the  former  zone  will  be 
7.66  times  that  passing  through  the  latter.  If  now  the  source  of 
light  is  of  uniform  intensity  in  all  directions  and  by  means  of  a 
reflector  half  of  the  light  from  the  zone  subtended  by  the  first  15° 
below  the  horizontal  be  redirected  downward  through  the  zone 
extending  15°  from  the  vertical,  the  intensity  in  the  latter  zone  will 
be  increased  to  1.83  times  its  former  intensity. 

These  results  are  shown  graphically  in  Fig.  Z  (2),*  where  case  1 
represents  the  normal  condition  and  the  shaded  parts  the  relative 

*  The  numbers  in  parenthesis  refer  to  the  bibliography. 
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amouiitB  of  light  iu  the  two  zones.    Case  2  shows  giapbicall;  the 
relative  amounts  and  intensities  of  light  in  the  same  zones  obtained 
by  use  of  the  reflector.    Thus  the  quantity  of  light  depends  not  only 
upon  the  intensities  in  the  different  directions,  but  upon  the  areas 
of  the  zones  which  the  various  intensities  illuuunate. 
3.  The  area  of  a  zone  defined  by  the  angles  a  and  ada  is 
2w  cos  ada, 
and  the  quantity  which  it  receives  will  be 
^1  =  I     Zrl  cos  ada, 

ai  and  a,  being  the  angles  with  the  vertical  which  locate  the  merid- 
ians determining  the  zone.  The  mean  intensity  for  the  zone  is 
equal  to  the  total  quantity  of  light  flux  divided  by  the  area. 

If  the  spherical  surface  is  divided  into  n  zones  subtended  by  equal 
angles,  tlieo  the  total  amoimt  of  light  from  the  lamp  will  be 

^=,^j+^,+  ....  +^„=C*°'  Zri,  C08ada+r*~^  gwl.coaada 
Jo  Jo+  — 


If  the  intensity  is  uniform  in  all  directions  we  have 

d>  =  I    2a-I  cos  ada, 
Jo 
and  the  mean  spherical  intensity 

2irl  cos  ada 


-=L 


Unfortunately,  the  law  according  to  which  the  inteuBity  varies  is 
too  complex  to  allow  the  int^ration  to  be  directly  affected.  Hence 
it  becomes  necessary  to  resort  to  methods  involving  approximations. 
4.  It  can  be  shown  by  spherical  trigonometry  that  the  areas  of 
the  zones  of  a  sphere  are  to  each  other  as  their  altitudes.  Thus  the 
luminous  flux  in  any  zone  of  an  imaginary  sphere  surrounding  a 
source  of  light  is  proportional  to 

3irI(coBa,— coaaj), 
where  a,  — a,  is  the  angle  subtending  the  zone  of  reference,  a,  and 
a^  being  angles  measured  from  the  vertical,  and  I  is  the  average 
intensity  of  illumination  in  that  zone. 


I 
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This  equation  forms  the  basis  of  the  graphical  methods  of  the 
BoBsseau,  Kennelly,  Macbeth,  Wohlauer  and  others  for  obtaining 
the  mean  spherical  candle-power  and  luminous  flux  in  lumens  from 
a  source  having  its  distribution  of  light  equal  in  azimuth. 

5.  The  BouBseau  diagram  is  the  oldest  of  the  various  methods  by 
means  of  which  the  mean  spherical  or  hemispherical  candle-pover 
and  the  luminous  flux  as  a  whole  or  in  part  may  be  obtained.  In 
its  construction  advantage  is  taken  of  the  proportionality  of  the 
areas  of  the  zones  of  a  Bphere  to  their  respective  altitudes.  The 
values  of  the  altitudes  of  zones  subtended  by  equal  angles  are  laid 
off  to  scale  along  the  vertical  axis  of  the  diagram.  These  may  be 
determined  graphically,  as  shown  in  Fig,  3,  where  the  sphere  is 


-  =  =  ==  = 

—  ^ 

' 

-  -> 

_.  . , 

::  =  :S 

Fig.  3. — Construction  of  tlie  RouBseau  Diagram. 


divided  into  15°  zones  and  the  zonal  boundaries  projected  on  the 
vertical  or  by  laying  oS  horizontal  lines  at  distances,  to  scale,  from 
the  center  line  equal  to  the  cosines  of  the  various  angles  as  shown  in 
Pig.  4.  For  every  10°  in  accordance  with  which  Fig.  4  is  oon- 
etmcted  these  values  are  as  follows : 

Degrees    0       10       20       30       40       50       60       TO       80    90 

Cosine    1.0    .986    .939    .866    .766    .643    .500    .342    .173      0 

If,  on  the  horizontal  lines  drawn  from  the  terminals  of  the  suc- 
cessive altitudes,  we  lay  off  to  scale  the  values  of  the  candle-power  in 
the  direction  of  the  corresponding  angles,  then  the  area  enclosed  by 
(he  ciirve,  determined  by  these  values  of  the  candle-power  at  various 
angles,  and  the  ordinate,  will  represent  the  total  luminous  value  of 
the  source  of  light  and  the  proportional  pari;  of  the  total  light  in 
any  aone  will  be  clearly  shown.    The  value  of  this  area  in  terms  of 
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the  product  of  ihe  scales  to  which  the  curye  was  plotted  divided  by 
the  sum  of  the  ordinates  will  give  the  mean  spherical  candle-power 
and  this  value  multiplied  by  4ir  will  give  the  flux  in  lumens.  In  the 
same  way,  areas  corresponding  to  any  zone  or  zones  divided  by  the 
altitude  or  altitudes  correBponding  to  the  area  will  give  the  mean 
candle-power  throughout  the  respective  portion  of  the  splierical 
area.  To  obtain  the  value  of  the  mean  spherical  or  mean  bemi* 
spherical  candle-power  without  a  planimeter,  the  area  enclosed  by 
the  curve  may  be  divided  horizontally  by  20  lines  bisecting  areas  of 
equal  heights,  Fig,  4.     Without  appreciable  error  we  may  s 


that  the  average  width  of  each  section  is  equal  to  the  distance  across 
the  middle  oi  that  section.  Hence  by  r^ing  the  lengths  of  the 
horizontal  lines  shown  dbtted  in  the  figure  and  by  dividing  the  sum 
of  their  values  by  30  we  obtain  the  approximate  value  of  the  mean 
spherical  candle-power.  If  the  hemispherical  candle-power  is  de- 
sired, consider  only  the  areas  correBponding  to  that  hemisphere  and 
divide  the  sum  of  the  values  of  the  dotted  lines  by  10. 

The  use  of  the  RousGeau  diagram  for  showing  the  relative  light 
values  of  different  sources  is  shown  in  Fig.  5  (6).  The  areas 
enclosed  between  the  curves  a',  b'  and  c',  and  the  vertical  on  the 
right  represent  the  total  flui  of  light  from  three  sources  having 
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distribution  curres  as  indicated  by  a,  b  and  c,  reepectively.  It  will 
be  seen  tbat  these  curres  are  similar  to  thoae  of  Fig.  1,  also  that  the 
tbree  areas  determined  by  the  curves  &',  V  and  c'  are  equal.  Sinoe 
these  areas  represent  graphically  to  scale  the  value  of  the  light  flax 
we  have  the  same  value  of  the  lumens  and  mean  spherical  candle- 
power  for  each. 

6.  In  the  method  of  determining  mean  spherical  intensities  just 
disciissed  it  will  be  seen  that  the  epberical  area  surrounding  the 
source  of  light  was  divided  into  zones  of  equal  areae  and  the  candle- 
power  is  the  direction  of  the  zonal  centers  of  these  areas  assmned 
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Fig.  G. — RouBBean  Diagram  Applied  to  Fig.  1. 

as  the  average  for  that  zone.  This  method  forms  the  basis  of 
Macbeth's  "  polar  flui "  paper,  which  is  the  ordinary  polar  co- 
ordinate paper  on  which  are  placed  the  radial  lines  representing  the 
zonal  centers  of  20  zones  of  equal  areas.  The  construction  of  this 
paper  is  shown  in  Fig.  6.  The  vertical  distribution  curves  may 
be  plotted  as  usual.  The  values  of  the  candle-power  read  along 
these  additional  lines  shown  dotted  in  the  figure,  and  the  sum  of 
these  readings  divided  by  the  number  of  readings  will  give  approxi- 
mately the  average  candle-power  throughout  the  zones  which  they 
represent.  In  order  to  use  this  method  on  polar  curves  constructed 
on  ordinary  polar  co-ordinate  paper,  these  radial  lines  may  be  drawn 
as  in  Fig.  7,  on  transparent  celluloid  of  convenient  size,  to  place 
over  the  polar  curves.  The  values  of  candle-power  may  be  read  and 
the  results  determined  as  on  the  '•'  polar  flux  "  diagram. 
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7.  The  Kennelly  diagram  poesesees  the  advantage  of  yielding  the 
yalue  of  the  mean  spherical  inteneity  in  terms  of  a  linear  quantity. 
Moreover,  only  an  angle  protractor  and  a  pair  of  compasses  are 
nef^ssary  for  its  construction.  This  method  consists  in  determining 
graphically  an  evolute  from  the  polar  curve  of  the  luminous  source, 
together  with  its  involute  and  then  projecting  this  involute  upon  a 
vertical  line. 

This  method  may  be  beet  understood  by  means  of  an  example. 
In  Fig.  8  is  shown  tine  of  the  common  distribution  curves  for  a 
tungsten  equipment.  The  construction  of  the  diagram  is  adapted 
to  zones  of  15°.    Find  the  radii  of  the  midzones,  represented  by  the 


Pra.  6. — ConstructlOD  of  Macbetb's  Polar  Flux  Paper. 

dotted  lines,  oz,  ou,  ov,  ow,  ox,  oy,  respectively.  Then  with  o  as  a  cen- 
ter and  with  a  radius  oz  describe  the  arc  tz  through  an  angle  of  16°. 
Draw  the  radius  ol  from  the  end  of  this  arc  and  measure  from  1 
along  ol  a  distance  la  equal  to  ou.  With  a  as  a  center  and  radius 
ou  describe  a  second  15°  arc  so  that  ak  makes  an  angle  of  15°  with 
al.  Along  ak  lay  off  bk  equal  to  ov  and  with  b  aa  a  center  continue 
the  involute  15°.  Draw  bi,  lay  off  ci  equal  to  ow,  draw  arc  ih  and 
line  he,  lay  off  hd,  draw  arc  hg  and  line  qd,  lay  off  eg,  draw  are  fg, 
and  line  ef.    The  line  ef  should  be  vertical. 

The  method  of  procedure  in  the  upper  hemisphere  is  the  same  as 
in  the  lower  hemisphere  as  indicated  in  the  figure.  Project  the 
points  f  and  f  upon  the  vertical.     Then  half  the  distance  mm' 
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between  the  extreme  projections,  to  Bcale,  is  the  value  of  the  mean 
spherical  candle-power,  the  length  mo  the  mean  lower  hemispherical 
candle-power,  and  the  length  m'o  the  mean  upper  bemiepherical 
candle-power.  These  values  are  approximately :  mean  spherical 
candle-power,  36.5 ;  mean  lower  hemispherical  candle-power,  58 ; 
mean  upper  hemispherical  candle-power,  21.  The  total  flux  in 
lumens  is  4ir  times  the  mean  spherical  candle-power,  as  in  the  other 
methods. 

8.  The  fliKolite  diagram  devised  by  Mr.  Wohlauer  ofFerB  a  con- 
venient means  of  determining  the  luminous  flux  and  spherical 
candle-power.    The  value  of  the  flux  is  obtained  bj  simply  adding 


a  number  of  linear  dimensions  drawn  to  scale  and  multiplying  the 
same  by  some  constant.  This  constant  depends  for  its  value  upon 
the  number  of  angular  subdivisions  of  the  spherical  area. 

It  can  be  shown  geometrically  that  the  altitude  and  hence  the  area 
of  a  zone  is  proportional  to  the  sine  of  the  angle,  measured  from  the 
rertical  axis,  which  bisects  the  zone.  Hence  if  the  imaginary 
spherical  area  be  divided  into  n  numbers  of  equiangular  zonea  and 
assuming  the  midzone  intensity  to  be  the  average  for  the  zone,  then 
the  flux  in  any  zone  will  be 

<^=KI  sin  a, 
where  I  is  the  average  intensity  .of  the  zone,  a  the  bisecting  angle 
measured  from  the  vertical  axis  and  K  a  constant  the  value  of  which 
depends  upon  the  number  of  zonal  subdivisions. 
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Keferriog  to  Fig.  9  and  representing  the  fliuc  in  snccesdTe  zones 
from  the  nadir  by  tft^,  <^„  etc.,  and  the  average  intensities  by  I„  I,, 
etc.,  and  the  midzone  angles  by  a,.  Hi,  etc.,  ve  have 

*,=KIiSina,  =  KLai„ 

^j=KI,Binaj=KL(,i, 

it's  —  ^Ij  sin  a, = KLgf, 
or 

^=^.+^,+  ....  ^=K(U,i+Ijci+Ut+ ete.). 

Thus  the  flux  in  any  zone  is  equal  to  the  horizontal  projection  of  its 
midzone  intensity  multiplied  by  the  constant  and  the  total  flux  in 


Kennelly  Diagram. 


lumens  is  equal  to  the  sum  of  the  several  projections  multiplied  by 
the  constant. 

The  mean  hemiapherical  caudle-power  may  be  obtained  by  divid- 
ing the  value  of  the  flux  in  that  hemisphere  by  2t,  and  the  mean 
spherical  candle-power  may  be  determined  by  dividing  the  value 
of  the  total  flux  by  4ir.  The  values  of  K  for  various  angular  sub- 
divisions are  given  in  the  following  table: 


1.64  2.IS  2.72  S.26 
In  the  example  just  cited  K  is  equal  to  1.64,  a  being  equal  to  15°. 

The  polar  diagram  is  constructed  with  vertical  lines  spaced  equal 
to  the  polar  scale  to  facilitate  the  evaluation  of  the  projections  of  the 
various  midzone  intensities. 

By  referring  to  the  values  of  the  constants  given  above  we  will  see 
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that  £or  zonea  stibteDded  by  10°  angles  the  value  of  K  is  1.098.  If 
now  the  polar  curve.  Fig.  9,  waa  plotted  on  polar  co-ordinate  paper 
ao  dimenaioDed  that  1.098  inches  would  equal  some  multiple  of  the 
candle-power,  ihen  the  Inmena  could  he  determined  directly  by 
measuring  the  dietancee  ab,  cd,  ef,  etc.,  in  inches  and  multiplying 
by  the  value  of  the  multiple  referred  to  above. 

Since  these  constanto  refer  to  the  relation  between  the  candle- 
power  scale  and  the  scale  of  the  diatances  from  the  vertical  to  the 
intersection  of  the  midzone  radial  lines  and  the  polar  curve,  it  fol- 
lows that  for  a  certain  design  of  polar  co-ordinate  paper  one  may 


i 

/ 

I 

1 

i 

no.  9. — Wohlauer'8  "  Fluxolite  "  Diagram, 

construct  a  scale  of  convenient  size  and  shape  and  graduated  accord- 
ing to  the  above  relation  and  with  the  common  scale  values  indi- 
cated, whereby  the  flux  in  lumens  may  be  determined  for  any  polar 
curve  on  that  design  of  paper.  Such  a  construction  is  indicated  in 
Fig,  10,  which  shows  the  polar  flux  paper  and  polar  flux  scale  ae 
designed  by  Mr.  Macbeth.  It  will  be  seen  that  this  acale  (J"  by  5J") 
has  eight  sections  to  correspond  to  eight  different  values  of  candle- 
power  per  division  on  the  polar  paper  for  which  the  scale  is  designed. 
By  choosing  the  proper  section  of  the  scale  the  distances  from  the 
vertical  to  the  points  a,  b,  c,  etc.,  on  the  polar  curve,  measured  by 
means  of  the  scale,  will  equal  approximately  the  number  of  lumens 
embraced  by  the  corresponding  zones.  By  continuing  this  process 
for  the  entire  polar  curve  and  adding  the  results  the  total  flux  will 
be  obtained. 
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9.  A  method  (6)  of  obtaining  approximate  values  of  the  mean 
Bpherical  or  hemispherical  candle-power  or  the  luminous  flux  in 
lumens  of  the  various  zones,  by  means  of  an  ordinary  slide  rule  and 
set  of  constants  will  be  found  very  convenient,  especially  where  the 
results  of  photometTicfll  tests  are  given  in  numerical  values.  These 
constants  are  calculated  to  correspond  to  a  certain  number  of  mid- 
zone  directions  in  a  vertical  plane  at  which  the  candle-power  is 
usually  measured; 


Fio.  10.— Macbeth'B  Flui  Scale. 


These  values  c 
follows : 


responding  to  every  16°  from  the  vertical  are  as 


Candle-power  Flux 

coDBtant.  oonBtant. 

Cos  0°  —COB  T-aO'^^.OOSGfi  X  2«-=  .0638  for  0"  from  vertical. 
Cos  7°30'  — coh22''30'  =  .06756X2«-=  .424  tor  16"  Irom  vertical. 
Cofi22''30'  — eoa37»30'  =  .1305  X  2*=  .820  for  30' from  vertical. 
Cob  37'  30'  —  eoa  52"  30'  =  .1846  X  2»  =  1.16  for  46'  from  vertical. 
Cob  E2'  30'  —  COS  67'  30'  =  .226      X  2ir  =  1.42      for  60'  from  vertical. 


IS  82'  30'  = 
IB  90°        = 


:.252       X  2ir  = 

:.1305    X2x= 
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By  eimilar  calcnlatloDs  thoae  for  ever;  10°  from  the  vertical  sre 
Hidioiie  Caodle'powet 


60  .1509  .949 

70  .1838  1.026 

80  .1716  1.076 

90  .0872  .MS 

Thus  to  determine  the  mean  hemiBpherical  intensity  and  the  flux 
Q  the  lower  hemisphere  proceed  as  indicated  in  the  following  table : 


Cwidlo- 

powor. 

S.0 

powor^ 

.oosec 

M.H.8.C.P. 

.0686 

oooat&Qt. 
.0638 

Lumeo 
.43 

8.S 

.0676 

.594 

.4244 

8.73 

10.6 

.01305 

1.383 

.8202 

8.69 

13.1 

.1846 

2.418 

1.1598 

15.20 

1*.7 

.2261 

3.324 

1.4206 

20.86 

16.2 

.2521 

4.080 

1.6843 

26.65 

16.7 

.1306 

2.180 

.8202 

13.70 

M.  H.  C.  P 

14.04 

.    Lumene  88.25 

It  ^onld  be  noted  that  these  valuee  of  the  lumens  are  for  zones 
extending  7°  SO*  above  0°,  below  90",  and  either  way  from  the 
15°,  30",  45°,  60°  and  75°  directions. 


A''''|''T!M'''^'T'.LLLL:''i a ""X 


10.  To  facilitate  the  above  calculations  these  constants  may  be 
applied  to  the  construction  of  a  slide  rule  as  shown  in  Fig.  11.  The 
elide  of  this  rule  is  divided  into  sections  proportional  to  the  con- 
stants for  the  16°  subdivisions,  as  given  above,  the  sum  of  which  ia 
equal  to  unity,  and  each  section  subdivided  into  10,  or  a  multiple  of 
10,  eq^al  parts. 

The  upper  scale  or  candle-power  scale  is  subdivided  aniformly 
and  has  a  length  equal  to  the  slide.  The  lower  scale  or  lumen  scale 
iB  graduated  into  sections  3t  times  those  in  the  upper  scale. 
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To  determine  the  mean  hemiBpherical  candle-power  or  lumene  ia 
the  question  of  one  or  two  mlnatee.  The  zero  of  the  slide  is  set  at 
the  zero  of  the  other  scales,  the  croBS-hair  on  the  rider  ia  placed  over 
the  value  of  the  candle-power  in  the  vertical  direction  deduced  to 
scale,  in  the  0°  section.  The  zero  of  the  15°  section  is  then  placed 
under  the  cross-hair,  the  rider  remaining  fixed.  The  cross-hair  is 
then  moved,  the  slide  remaining  fixed,  to  the  value  of  the  candle- 
power  in  the  15°  direction  on  the  15°  section  and  the  zero  of  the  30° 
section  placed  under  the  cross-hair.  These  manipulations  are  re- 
peated for  the  30°,  60°,  75°  and  90°  section.  The  mean  hemi- 
spherical candle-power  can  be  read  off  the  upper  scale  and  the  hemi- 
spherical lumens  read  off  the  lower  scale  under  the  final  position  of 
the  croBS-hair.  Another  advantage  of  the  rule  is  that  the  lumens 
may  be  read  oil  the  lower  scale  at  any  time  during  the  procedure, 
but  one  should  remember  that  the  value  covers  the  spherical  area 
7°  30'  beyond  the  designating  angle. 

11.  The  mean  spherical  candle-power  of  a  source  may  also  be 
found  by  multiplying  the  horizontal  candle-power  by  the  spherical 
reduction  factor  provided  the  mean  spherical  reduction  factor  for 
that  type  of  lamp  is  known,  and  the  lumens  found  by  multiplying 
by4T. 

Thus 

^=4irfl*, 
-where 

0=number  of  lumens, 
f= spherical  reduction  factor, 
I»=horizontal  candle-power. 

Lecture  II 
13.  Having  become  familiar  with  the  various  methods  of  obtain- 
ing the  amount  of  light  available  for  illumiuating  purposes  we  may 
now  proceed  with  the  several  methods  of  performing  illumination 
calculationa.  It  is  the  common  practice  in  this  country  to  consider 
the  intensity  of  illumination  on  a  horizontal  plane  as  the  basis. of 
comparison  or  computation.  This  plane,  known  as  the  "  working 
plane,"  is  where  the  luminous  effect  of  the  source  is  utilized.  In 
stores  this  working  plane  would  be  considered  as  even  with  the  tops 
of  the  counters  or  42  inches  from  the  floor.    In  ofSces  and  similar 
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interiors  the  plane  would  he  that  of  tiie  deek  top  or  titoat  30  inches 
from  the  floor. 

13.  One  of  the  first  methods  of  determining  the  value  and  distri- 
bution of  illumination  is  known  aa  the  "  point-by-point "  method. 
While  reflection  from  walls  and  ceiling  will  in  most  eases  make 
this  method  impractical  for  illumination  calculations  it  will,  how- 
ever, be  found  very  useful  in  determining  the  distribntion  of  illum- 
ination from  a  luminous  source  with  respect  to  uniformitj  or  for 
comparison  with  other  sources  or  for  approximately  determining 
the  location  of  lamps  for  a  desired  distribution  of  light. 


These  calculations  involve  trigonometric  equations,  but  sets  of  con- 
Btants  may  be  derived  and  tabulated  so  that  results  may  be  calculated 
by  simple  arithmetic.  If  we  assume  the  source  of  light  to  be  located 
at  a  point  S,  Fig.  12,  and  let 

la = candle-power  a  degrees  from  the  vertical, 
Eb= illumination  on  a  normal  surface. 
Ejt  =  illumination  on  a  horizontal  surface. 
Ed  =  illumination  on  a  vertical  surface. 
d=horizontal  distance  from  vertical  through  lamp  to  point 

whose  illumination  it  is  desired  to  ascertain. 
h=diatance  to  lamp  from  horizontal  plane. 
l=distance  direct  from  source  to  point  considered. 
a  =  tiie  angle  which  the  light  rays  make  with  the  vertical. 
Then  the  illumination  intensity  at  a  point  on  a  normal  plane  ab 
will  be. 


E«= 


h»+d' 
since  1  =  -   — or  I  =  - 


-foot-candles 
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The  intensity  of  light  on  a  horizontal  plane  ce  making  an  angle  a 
with  this  normal  plane  will  be  Ek=^^-J^ —  ,  and  by  Bnbstitnting  as 
before 

-c     T  coaa     -     coaa       _     cos    ,    ,        ,, 
E.=I.-,,j,-l.-p^^  -I.  -p-foot-candl™. 

The  horizontal  distance  d  from'  the  vertical,  may  be  found  from 
the  relation 

d=h  tana. 

By  the  same  reaaoning  the  intensity  of  illumination  on  a  vertical 

plane  ef  will  be 

■o      T  sin  a     .     ein  a  sin'  a ,    ,         ,, 

Ec=Ia  — „—  =1™  ■,  ■  1   ,.  =  rt  — 15—  foot-candlOB, 
i  h'+d'  d' 


If  it  is  desired  to  know  the  candle-power  which  will  fnmiBh  a 
certain  illumination  the  foregoing  cquationB  may  be  transposed, 
giving 

L=E,P=E,(h*+d»)=E„-^, 
cos'a 
the  candle-power  required  to  illuminate  a  surface  normal  to  the 
ray  a, 

,  h'+d'_      

"cob"  a' 
the  candle-power  necessary  to  give  a  horizontal  illumination  E»,  and 

sin  a        "    sin  a  "sin'  a 

the  candle-power  suf&cient  to  illuminate  a  vertical  surface  d  feet 
from  the  source  with  an  illumination  of  Eo  footKiandlea. 

14.  The  values  of  cos  a,  tan  a,  cos'  a,  8in=  a,  cos*  a  and  sin'  a,  from 
0°  to  90°  are  given  in  Table  I,  which  will  facilitate  the  use  of  the 
.  preceding  equations. 

Illumination  on  horizontal  areas  and  the  candle-power  to  produce 
that  illumination  are  the  most  common  calculations  in  the  distribu- 
tion of  light.  In  street  lighting  and  in  interior  lighting  where  the 
lamps  are  equipped  with  opaque  reflectors  which  throw  the  light 
downward  on  floors  or  surfaces  dark  in  color,  these  equations  are 
applicable  and  will  give  very  approximate  results.  A  set  of  con- 
stants per  unit  candle-power  for  various  heights  of  suspension  of  the 


I.=E.-^-E.ii^-E»; 
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source  above  the  plane  of  reference  may  be  tabulated  tnaldiig  pre- 
limiiiarj   determinations   of   snch   an    installation   comparatively 

simple.    It  will  be  seen  that  in  the  equation  E»=  la  -    ,     the  values 

of       .  -     can  be  determined  for  various  values  of  a  and  h,  and 
a' 


designated  by  K,  then  E*=KIb  and  I,: 


Eh 
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48 
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15.  In   Table   II  the  values   of  ■ 


=  K  are   tabulated   for 


heights  from  1  to  50  feet  and  for  every  5°  from  0°  to  85°  from  the 
vertical.  It  will  also  be  noticed  that  the  values  of  the  horizontal  dis- 
tance, d,  are  also  given  for  each  value  of  K. 
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Tlieee  tables  can  be  extended  by  multiples  of  10,  the  values  of  d 
being  multiplied  by  10  and  the  values  of  K  divided  by  100,  as  may 
be  noted  from  the  tetations  of  the  values  of  d  and  K  for  heights  of  1 
and  10  feet. 

To  make  clear  the  manipulation  of  theee  tables  we  will  find  the 
illumination  on  a  horizontal  surface  10  feet  below  a  luminous  source 
and  at  a  point  where  the  light  rays  make  an  angle  of  60°  with  the 
vertical.  From  the  tables  it  will  be  seen  that  for  10  feet  in  height 
and  60°  from  the  vertical,  K=.0012B  and  d=17.3.  If  the  candle- 
power  of  the  source  at  60°  from  the  vertical  is  200  candle-power 
then  the  horizontal  illumination  at  a  point  17.3  feet  from  a  vertical 
through  the  lamp  will  be 

300x.00125=:0.25  foot-eandlee. 

The  candle-power  of  the  source  in  that  direction  necessary  to  give 
an  illumination  of  0.25  foot-candles  at  that  point  will  be 
0.25/.00126=200  candle-power. 

When,  as  is  often  the  case  in  interior  lighting,  it  is  desirable  to 
obtain  the  values  of  illumination  at  definite  distances  along  the 
horizontal,  tables  like  the  second  set  (Table  III )  will  be  found  more 

convenient.  These  tables  gives  values  of  K=  "^".a^  and  a  (degrees 
from  the  vertical)  for  various  heights  and  horizontal  distances.  The 
constants  in  these  tables  are  used  in  the  same  manner  as  Illustrated 
in  the  foregoing  problem. 
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17.  The  results  calculated  according  to  the  foregoing  discuesion 
may  be  represented  graphically  in  several  ways.  One  common 
method  is  to  plot  curves  as  shown  in  Fig,  13.  The  foot-candle 
intensity  is  laid  oS  as  ordinatea  and  the  distances  from  the  vertical 
plotted  as  abscissse.  These  curves  represent  the  .horizontal  intensity 
on  a  working  plane  eight  feet  below  a  100-watt  tungsten  lamp 
equipped  with  extensive,  intensive  and  focusing  types  of  reflectors. 

A  very  satisfactory  method  of  representing  the  intensity  of  illum- 
ination over  certain  areas  is  to  lay  off  the  illuminated  surface  to 
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Bome  convenient  scale  and  calculate  and  plot  equilniiunoufl  lines. 
Such  a  diagram  is  shown  in  Fig.  14  which  illuetratea  the  distribu- 
tion of  iltumination  from  four  sources,  of  rather  strong  downward 
intensity,  placed  over  the  areas  receiving  the  greatest  illumination. 
The  verticfti  distribution  of  light  through  the  center  of  the  surface 
is  represented  by  the  broken  line  at  the  side  of  the  diagram. 

18.  The  ordinary  slide  rule   (8)   may  be  used  for  calculating 
illumination  intensities  and  will  be  found  convenient  when  tables 


Fio.  13. — RepreeeDtatloD  of  lUumlnntlon  Intenaltr. 

or  diagrams  are  not  available.  If  the  normal  or  horizontal  illum- 
ination is  required  the  formulae 

-r,  _I.cos'a 

and 

are  used  respoctively.  It  is  evident  that  after  the  values  of  cos*  a  and 
cos'  a  are  obtained,  the  calculations  can  be  performed  by  the  ordi- 
nary processes  of  multiplication  and  division.  The  determination  of 
a,  cos'  a,  and  cos'  a  are  quite  simple  if  the  height  of  the  lamp  b  and 
the  horizontal  distance  d  are  known.  This  deduction  can  perhaps 
be  best  underetood  from  an  example.    Suppose 

h  =  !).5  and  d  =  7,  then  d/h  =  tan  a. 
From  this  we  can  obtain  a  from  the  slide  rule  by  the  use  of  the  "  T  " 
tangent  scale  on  the  back  of  the  slide.    In  the  case  above,  place  the 
right-hand  index  of  the  tangent  scale  over  9.5  and  find  over  7  the 
angle  a  equal  to  36°  20',    To  determine  the  value  of  cos  a  we  resort 
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to  the  "8"  sine  scale  since  coaa  =  8ia{90  — a).  Then  90— a 
=  53"  40',  Set  the  slide  so  that  the  indices  of  slide  and  stock  cor- 
respond and  read  over  53°  40'  on  the  "  S  "  scale,  the  cosine  of 
36°  80'  equal  to  0.805.  Set  the  runner  over  this  value  of  cos  a 
transferred  to  the  lower  scale  and  find  the  value  of  cos*  a  under  the 
runner  on  the  upper  scale.  To  find  the  value  of  cos°  a  turn  over  the 
slide  and  multiply  the  value  of  cos-  a  obtained  above  by  the  value  of 
cos  a.  If  h  is  greater  than  d  or  if  h  =  7  and  d  =  9.5  we  set  the  "  T  " 
scale  as  before  with  the  index  on  the  larger  number  but  we  will  find 
over  7  not  the  value  of  a,  but  the  value  of  the  compliment  of  a  or 
(90°  -a).  Having  found  a  the  value  of  cos  a  can  be  found  by  means 
of  the  sine  scale.    The  remainder  of  the  process  is  the  same  as  before. 


Fio.  14. — Representation  of  Illumination  InteoBlty. 

When  the  first  digit  of  the  greater  number  is  less  than  the  first 
digit  of  the  smaller  number,  the  left-hand  index  of  the  "T"  scale 
should  be  set  over  the  greater  numbers.  Thus  if  H  =  13  and  d  =  8, 
place  left-hand  index  of  "  T  "  scale  over  12  and  read  over  8  the 
angle  a,  53°  40'.  The  remaining  calculations  are  performed  as 
before. 

19.  The  "calculator"  is  the  name  applied  to  an  instrument  de- 
signed by  Norman  Macbeth.  It  involves  the  principles  of  the  slide- 
rule,  by  which  the  solution  of  many  of  the  various  mathematical 
problems  which  occur  in  illuminating  engineering  may  be  accom- 
plished. 

The  calculator  consists  of  two  concentric  revolvable  discs  haviftg 
circular  scales  printed  upon  them,  and  a  runner  of  transparent 
celluloid  also  turning  about  the  center  and  having  on  its  surface  a 
fine  radial  line. 
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The  computations  which  can  be  performed  by  thia  inatrument  are 
based  on  equations 

Ji-B— ^and  Eh -^i —  . 

■which  have  already  been  discuased.  Any  of  the  desired  valuea  in 
these  equations  may  be  obtained  by  use  of  the  calculator  if  the  others 
are  known.  The  calculator  may  also  be  used  for  ordinary  multipli- 
cation and  division. 

The  arrangement  of  the  several  scales  upon  the  two  discs  is  shown 
,in  Fig.  15.    The  large  disc  carries  two  scales;  the  scale  on  the  outer 


Fio.  15. — Macbeth'B  Calculator. 

circle  is  used  for  reading  both  intensity  of  light  in  candle-power, 
and  intensity  of  illumination  in  foot-candles.  The  inner  scale  is 
used  to  determine  the  distance  d  from  the  foot  of  the  perpendicular 
drawn  through  the  light  source. 

The  smaller  disc  carries  nine  circular  scales,  beginning  with  the 
outer  scale  marked  "  height "  gives  the  heights  of  the  light  sources 
above  the  given  plane.  The  neit  two  circles  form  a  single  scale  which 
is  marked  "  horizontal  and  vertical  illumination  angles  "  and  is  used 
in  problems  in  which  it  is  required  to  determine  either  the  horizontal 
or  vertical  intensity  of  illumination  from  rays  striking  at  a  given 
angle,  or  for  determining  the  angle  of  the  incident  rays  when  the 
height  of  the  light  source  and  the  distance  to  the  point  from  the 
vertical,  are  given. 
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The  next  two  circles  toward  the  center  form  a  single  scale  marked 
"  normal  illumination  angles  "  which  is  used  in  problems  requir- 
ing determination  of  the  intensity  of  normal  illumination  when  the 
candle-power  and  angle  are  given,  or  when  the  intensity  of  illum- 
ination and  height  are  given  to  read  candle-power  at  all  angles. 

The  remaining  four  circles  constitute  a  single  scale  for  determin- 
ing the  angle  when  the  height  and  distance  are  given,  or  the  dis- 
tance corresponding  to  any  given  height  when  the  angle  is  given. 

The  two  settings  illustrated  in  Fig.  15  show  the  method  of  obtain- 
ing the  normal  illumination  intensity.     In  this  case  a  16  candle- 


Fio.  16. — Macbetb's  Calculator. 

power  lamp  having  a  vertical  downward  candle-power  of  7.2  and 
placed  6  feet  above  the  plane.  The  runner  is  placed  over  7.S  and 
zero  on  the  small  disc  brought  under  the  hair  line.  The  runner  is 
then  moved  to  5  on  the  height  scale  and  the  resultant  intensity  of 
illumination  .888  is  read  oft  under  the  line  on  the  outer  scale.  Aa 
in  using  a  slide  rule  the  position  of  the  decimal  point  must  be 
determined. 

To  determine  the  horizontal  illumination  at  a  point  at  some  loca^ 
tion,  say  10  feet  from  a  position  directly  under  the  lamp,  it  first 
becomes  necessary  to  know  the  angle  on  the  polar  curve  at  which  to 
read  the  candle-power  of  the  source  in  this  direction.  To  obtain 
this  set  5  on  the  H  scale  over  10  on  the  D  scale.  Fig.  16,  bring  the 
runner  to  1  on  the  D  scale  and  under  the  runner  in  the  second 
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BDialler  circle  P  scale,  read  63°  20'.  Assume  the  candle-power  at 
tiiia  angle  to  l>e  15.  Set  the  runner  at  15  on  the  candle-power  »eale, 
Fig.  17,  turn  the  inner  disc  to  bring  63°  20'  on  the  scale  marked 
"  hori3ontal  and  vertical  illumination  angles  "  under  the  line.  Hold 
the  two  discs,  and  bring  tlie  runner  to  5  on  the  height  scale.  Under 
the  runner  on  the  outer  scale  read  512.  To  determine  the  position 
of  the  decimal  point  with  both  discs  set,  refer  back  to  zero  angle, 
from  which  we  note  that  the  equivalent  candle-power  at  0°  20'  is 
1.35.  The  decimal  point  may  then  be  readily  determined  by  I/h'  or 
1,35/25,  which  equals  0,05  roughly,  indicating  that  the  preTious 
reading  should  be  .0540. 


Fio.  17.— Macbeth'B  Calculator. 

To  determine  the  lumens,  set  1  on  the  H  scale  on  4ir  on  the  D 
scale,  bring  the  runner  to  the  value  of  the  mean  spherical  candle- 
power  on  the  H  scale  and  read  under  the  runner  on  the  D  scale  the 
value  of  the  lumens. 

There  are  several  other  calculations  which  may  be  performed  by 
means  of  this  ingenious  little  device  and  a  set  of  conversion  tables 
on  the  back  of  the  calculator  will  be  fouifd  \ery  convenient  for 
reference. 

20.  The  flu.t  of  light  method  of  performing  illumination  calcula- 
tions forms  the  basis  of  a  convenient  method  of  determining  ap- 
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proximately  the  namber  of  lampe  neceeeary  for  an  installatkm.  It 
coneistB  in  calculating  the  flux  of  light  in  lumens  available  for  illum- 
inating purposes  and  the  amount  of  flux  on  the  working  plane  neces- 
sary to  give  the  desired  illumination  and  equating  the  two  results. 
We  have  already  learned  that  the  total  lumens  derived  from  a  lamp 
is  4irl«„  where  !.„,  is  the  mean  spherical  intensity.  Assume,  that, 
due  to  the  l^pe  of  reflector,  absorption  and  redirection  of  the  rays, 
etc.,  that  only  a  part  k  of  the  light  reaches  the  working  plane.  Then 
ve  will  have  from  one  lamp  iirklmt  lumens  available  for  illuminat- 
ing purposes.  To  illuminate  an  area  of  S  square  feet  with  an  aver- 
age intensity  of  Eg  foot-candlee  will  require  SE^  lumens. 


.       L                                           ^  "" 

. ,     _^r_.  . 

,.;,''     _      _    
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Fia.  18.— Relation  of  Sensations  to  Stimuli. 

21.  Thus  the  number  of  lamps  required  will  be 
w-  _?E^        SE„_ 
"-4irki,„"  K'l™," 
By  similar  reasoning  the  area  illuminated  to  an  average  intensity 
of  Eo  foot-eaBdles  by  one  lamp  will  be 

_47rkl„.  _  K'U. 
E,     ~     E.    ■ 
In  order  to  employ  the  flux  of  light  method  for  practical  calculations 
it  becomes  necessary  to  know  the  values  of  E^  for  different  classes  of 
service. 

In  determining  this  intensity  of  illumination  Eg  for  a  certain 
interior  it  is  extremely  important  that  one  possessea  a  clear  concep- 
tion of  Fechner's  law  of  vision.  Briefly  this  law  states  that  the 
sensations  produced  by  the  optical  nerves  vary  approximately  as  the 
logarithm  of  the  values  of  the  stimuli  produiHng  those  Bensations. 
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Thia  law  is  presented  graphically  by  Fig.  18  (12),  which  is 
plotted  with  intensities  in  foot-candles  as  abscisste,  and  the  raluee 
of  the  logarithms  of  these  istensities  aa  ordinates.  Referring  to 
this  curve  it  will  be  seen  that  the  same  percentage  change  in  inten- 
sitv  will  produce  the  same  change  in  sensation.  Thus  by  increaEing 
the  intensity  from  3  to  4  foot-candles  the  same  change  in  sensation 
will  be  effected  as  if  the  intensity  were  increased  from  four  to  eight, 
or  from  20  to  40  foot-candles,  the  percentage  increase  being  the 
same  in  all  cases. 

A  study  of  this  law  will  reveal  the  reason  for  the  statement  often 
seen  in  the  technical  press,  that  the  effects  produced  by  the  use  of 
additional  lamps  did  not  warrant  the  additional  expenditure  of 
energy.  Thus  it  will  be  seen  that  every  man  who  pretends  to  handle 
illumination  problems  with  engineering'  intelligence  should  poeeeas 
a  practical  knowledge  of  this  fundamental  law  and  install  a  number 
of  lamps  sufficient  only  to  enable  the  details  of  the  subjects  illum- 
inated to  be  clearly  and  easily  perceived. 

If  we  have  given  the  values  of  the  illumination  intensity  for  a 
particular  class  o£  service  and  the  effective  lumens  per  watt  of  the 
equipment  chosen,  the  determination  of  the  number  of  lamps  for  a 
particular  class  of  lighting  becomes  a  simple  matter. 

Thus  in  the  preceding  expression  1^=  ' —  , 

4^kI„.  =  WK 

where  W  =  watt6  or  cubic  foot  of  gas  per  hour  per  lamp  and  K=the 
effective  lumens  per  watt  or  per  cubic  foot  of  gas  per  hpur.    Thus 

"~  WK  ' 
S  being  the  area  in  square  feet,  Eo,  the  average  foot-candle  intensity 
or  lumens  per  square  foot,  and  N  the  number  of  lamps.  As  an 
example  of  such  a  calculation,  find  the  number  of  tamps  necessary 
to  illuminate  a  store  30  by  60  feet,  or  an  area  of  1800  square  feet, 
with  an  intensity  of  3.75  foot-candleB. 

If  the  walls  and  ceilings  are  assumed  to  be  light  in  color,  titen 
with  100-watt  tungsten  lamps  and  clear  prismatic  reflectors  there 
should  be  obtained  4.5  lumens  per  watt.  Thus  by  substitution  we 
have 

,T       SEo        1800x3.75     ,,  ,„„      ,.  , 
^=   WK   =    100X4.5    "^^  ^^^-^"^^  ^^'^P'- 
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Another  method  of  amTing  at  the  same  result  is  to  calcalate  the 
watta  per  square  foot  or  cubic  feet  of  gaa  per  hour  per  aqnare  foot, 
and  determine  the  number  of  lamps  by  dividing  the  total  watts  or 
cubic  feet  of  gas  required  for  the  installation  by  the  amounts  taken 
by  one  lamp.     Thus  the 

intensity  in  foot^candles  or  effec- 
watts  per  sq.  ft.,  or  cu.  ft.  tive  lumens  per  square  foot. 

per  hour  per  sq,  ft,  efEective  lumens  per  watt  or  per  cu. 

ft.  per  hour  from  the  luminous 
source. 

orw=^. 
In  this  way  the  solution  of  the  preceding  problem  is : 

w=  ^  =  ^  =0.833  watts  per  square  foot. 

The  unmber  of  lamps  will  obviously  be  equal  to  the  product  of  the 

area  and  the  watts  per  square  foot  divided  by  the  watts  per  lamp,  or 

i^T  _  area  x  watts  per  sq.  ft. 

~         W  per  lamp 

By  using  100-watt  lamps  and  substituting  we  wUI  get  as  before 

Ttr      1800x0.833       ir   mn        4+  i 

Tm ~       100-watt  lamps. 

By  similar  reasoning  it  will  be  fonnd  that  35  60-watt  or  10 
150-watt  tuDgeten  lamps  will  meet  the  requirements, 

22.  Having  found  the  number  of  lamps  it  next  becomes  necessary 
to  determine  their  location.  One  method  of  doing  this  is  to  divide 
the  room  into  a  number  of  equal  areas  and  place  an  outlet  over  the 
center  of  each  area.  If  the  area  is  of  such  dimensions  that  it  can 
be  divided  into  n  number  of  equal  squares  and  a  lamp  placed  at  the 
center  of  each  square,  then  the  distance  d  between  lamps  will  be 


^  n 


If  t^e  area  be  divided  into  n  equal  rectangles  and  a  lamp  placed  at 
the  center  of  each'  rectangle  whose  dimensions  are  b  and  c,  then 

b=  -»r  .  the  distance  in  one  direction,  and  c=  t^tf  ,  the  distance  in 

cN  bN 

the  other  direction.     With  35  60-watt  lamps  we  would  have  72 
square  feet  per  lamp;  with  15  100-watt  lamps,  130  square  feet  per 


.y  Google 


636 


Illuminating  Enginberino 


lamp,  etc.  Thus  with  100-watt  lamps  the  beet  arrangement  will  be 
as  shown  in  Fig.  19,  where  the  room  is  divided  into  sections  10  by 
12  feet,  and  one  lamp  placed  over  the  center  of  each  section. 

S3.  The  absorption  of  light  method  (18)  of  performing  illum- 
ination calculations  as  suggested  and  developed  fundamentally  by 
Dr.  McAllister  promises  poBsibilities  as  a  means  of  solving  some  of 
the  intricate  problems  of  illumination.  The  theory  of  this  method  is 
that  the  lighting  units  within  a  room  must  produce  the  sum  of  the 
lumens  absorbed  by  the  various  surfaees.  From  this  relation  one 
can  readily  determine  the  total  lumens  which  must  emanate  from 
the  luminous  source  to  produce  a  certain  incident  illumination,  since 
for  a  given  surface  there  is  a  direct  ratio  between  the  number  of 
lumens  absorbed  and  the  number  of  lumens  reflected.     From  the 
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Fio,  19. — Arrangement  of  Lamps. 

foregoing,  it  will  be  seen  that  the  l^imens  absorbed  by  a  surface  is 
equal  to  the  product  of  the  incident  illumination,  the  coefficient  of 
absorption,  and  the  area  of  the  surface,  or 

^=aE,S 
where  4>  is  the  lumens  absorbed,  a  the  light  absorption  coefiBcient, 
Eo  the  average  foot-candle  intensity  and  S  the  areas  illuminated. 

The  application  of  this  method  may  be  more  clearly  shown  by 
means  of  an  example. 

24.  Assume  a  room  15  feet  in  width,  20  feet  in  length,  and  10 
feet  in  height,  having  a  white  ceiling,  light  walls  and  a  dark  floor 
to  be  BO  lighted  that  we  have  an  average  illumination  intensity  of 
2  foot-candlea  on  the  ceiling,  1  foot-candle  on  the  walls  and  4  foot- 
candlea  upon  the  floor.  Assume  also  that  the  light  absorption  co- 
eificient  of  the  ceiling  is  0.20,  of  the  walls  0.40,  and  of  the  floor  0.90, 
and  determine  the  candle-power  necessary  to  produce  the  desired 
results. 
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Then  by  meane  of  the  above  formula  the  lumens  abeorbed  by  the 
varions  surfaces  will  be 

.20  X  8  X  300  =  120  for  the  ceiling. 
.40  X 1 X  700  =  280  for  the  walls. 
.90  X  4  X  300  =  1080  for  the  floor. 
This  gives  a  total  of  1480  lumens  which  would  require  a  luminous 
source  of  236  mean  spherical  candle-power. 

It  will  he  interesting  to  not«  in  the  above  example  that  while  only 
1480  lumens  are  generated  the  total  effective  lumens  on  the  various 
surfaces  due  to  reflection  and  counter-reflection  will  be 

3  X  300  =  600  for  the  ceiling. 
1 X  700=  700  for  the  walls. 

4  X  300  =  1200  for  the  floor. 
Or  3500  effective  lumens. 

If  we  assume  that  the  light  received  by  the  walls  from  the  ceiling 
and  floor  is  eqnal  to  that  reflected  from  the  walls  to  the  ceiling  anl 
floor  and  the  amount  absorbed  by  the  walls  supplied  entirely  by  the 
source,  then  by  means  of  the  flux  of  light  method  one  may  very 
easily  calculate  the  amounts  of  light  which  must  be  directed  toward 
the  floor  and  ceiling  in  order  to  give  the  desired  intensities  on  these 
two  surfaces.  In  the  above  example  the  total  lumens  effective  at  the 
ceiling  is  600.  Of  these  120  lumens  are  absorbed  and  480  lumens 
are  reflected  to  the  floor.  Of  the  total  incident  illumination  of  1200 
lumens  on  the  floor  1080  lumens  are  absorbed  and  120  lumens  re- 
flected. Of  the  600  lumens  at  the  ceiling  120  come  from  the  floor, 
leaving  480  to  be  supplied  by  the  illuminants.  Similarly  of  the 
1200  lumens  at  the  floor,  480  comes  from  the  ceiling,  leaving  720 
lumens  to  be  supplied  by  the  lamps.    Thus  we  have 

EtIeatlTeor       Co-eltloleDC  tn_._. 

ArtMtq.lt.       Intenilty.  Incident  of  sbtorp-  ,taS^ 

lumens.  tlon.  aoBoroea. 

Celling    300  2  600  .20  120 

Walls 700  1  700  .40  280 

Floor  300  4  120O  .SO  1080 

260O  iiio 

Lumens  reflected.  j,^  refflectloD.  pUedbj  lampl. 

Celling 480  ISO  480 

Walla   428  420*  280* 

Floor    120  480  720 

1020  Tiio 

*  Assnmed. 
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The  diecuasion,  thus  far,  on  calcnlatioiiB,  has  dwelled  on  the  deter- 
miuatioiiB  of  iUumination  intensities  due  to  the  lumiBOus  Bource. 

It  is  often  desirable  to  know  the  diatribution  of  light  from  a 
luminouB  source  which  will  give  an  approximately  uniform  illum- 
ination. 

35.  In  order  to  obtain  uniform  illumination  from  one  lamp  re- 
course is  made  to  ihe  expression  £«  =  -H  X  cob*  a,  which  is  trang- 
Ehb' 


posed  into  the  form  I„  =  — ^  -  where  E»  is  the  horizontal  illum- 

COS'q 

inatioD  in  foot-candles,  a  the  angle  which  the  luminous  rays  make 


with  a  vertical  through  the  source;  lo  the  candle-power  of  the  source 
of  light  a  degrees  from  the  vertical ;  and  h  the  height  of  the  lamp 
above  the  working  plane. 

For  uniform  illumination  En  and  h'  will  be  constMit  and  I,  at 
various  values  of  a  must  vary  inversely  as  cos*  a.  A  polar  curve  (24) 
showing  this  relation  is  given  in  Fig.  20,  which  represente  the  dis- 
tribution of  intensity  of  a  lamp  in  a  vertical  plane  which  would 
uniformly  illuminate  the  area  beneath  it.  Obviously,  the  area  thus 
illuminated  by  one  lamp  is  limited.  In  order,  therefore,  to  uni- 
formly illuminate  larger  areas  a  number  of  lamps  must  be  employed 
and  Bo  arranged  and  with  polar  curves  of  such  shape,  as  to  produce 
the  desired  effect.    In  an  intereating  article  by  Mr.  Wohlaner  (34) 
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problems  of  this  nature  were  diBCuseed  and  polar  curves  derived 
showing  various  ways  of  obtaining  uniform  illumination.  To  sim- 
plify matters  we  will  consider  first  the  space  beneath  and  between 
two  lamps  A  and  B  and  study  the  distribution  of  light  in  a  vertical 
plane  through  the  centers  of  the  lamp, 

26.  The  simplest  way  of  effecting  this  is  indicated  by  Fig.  21. 
There  the  vertical  candle-power  of  each  lamp  is  of  sufficient  value  to 
give  the  desired  intfinsity  Eo  beneath  the  source,  and  which  decreases 
in  a  straight  line  to  zero  beneath  the  other  lamp. 
If  we  let  d  =  distance  between  lamps, 

d'  =  distance  from  the  lamp  to  point  in  qaestion, 
h= height  of  lamp, 
Eo=desired  illumination, 
a  =  angle  of  ray  with  vertical, 
Io= candle-power  a  degrees  with  vertical,  '. 
then  it  may  be  shown  that  the  intensity  at  d'  due 
to  the  source,  J 

since  >i-  =  -^ — jj-  and  d=h  tan  a,  is  \ 

Ed         d  — d'  '  _,„ 

Ed=  —^  (d'-h  tan  a)  =      °?'f  °    ,  Fig.  21.— Polar 

a  1  Curves  for 

therefore,  the  equation  for  this  curve  is  Unrtorm   Illu- 

^  „,      ,,     ,  mlnatlon  <Two 

J  _    EnH*   /d  -htana\  Lamps). 

"  cos'  a  ^  d'  / ' 
This  is  the  simplest  form  of  curve  for  uniform  illumination  with  a 
number  of  lamps.  It  is  evident,  however,  that  with  four  lamps 
placed  at  the  comers  of  a  square  the  ilhimination  along  the  sides  of 
the  square  will  be  uniform,  but  not  so  at  the  intersection  of  the  diag- 
onals of  the  square.  The  illumination  at  this  point  is  four  times  the 
intensity  at  a  distance  equal  to  O.SVM"  from  a  point  beneath  one 
lamp,  or  1.17  le.     In  this  figure  it  may  be  seen  that  the  ratio 

d/h=l. 
It  often  happens  that  it  is  impractical  to  locate  lamps  according  to 
this  relation.    If  the  ceilings  happen  to  be  low  and  the  ilhiminants 
of  high  candle-power  the  lamps  must  be  placed  further  apart. 

Under  these  conditions  the  polar  curve  must  be  made  up  of  a 
combination  of  those  shown  in  Pigs.  20  and  21,  i.  e.,  each  lamp 
must  uniformly  illuminate  a  section  of  the  area  beneath  itself  from 
which  the  illumination  may  then  assume  a  constant  decline  reaching 
zero  value  where  the  uniform  illumination  due  to  the  next  lamp 
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b^ioB.  The  curves  of  this  nature  are  shown  in  Fig.  32.  Another 
form  of  polar  curve  for  uniform  illumination  is  shown  in  Fig.  23. 
The  equations  of  these  curves  are  too  complicated  for  practical 
purposes. 


Fios.  22,  2Z  and  24.- 

27.  The  general  case  of  polar  curves  (24)  yielding  uniform  iilum- 

inatioD  is  indicated  by  Fig.  34.     The  equation  for  curves  of  this 

nature  ie 

T      T  /d  — litana    ,       .    iirhtanaN 
U=U[- ,  —  +c  sin 2 , 


where  c  is  a  constant  which  must  be  determined  for  each  particular 
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28.  In  practice  the  uniformity  of  illumination  can  be  obtained  by 
choosing  lamps  and  reflectors  which  direct  the  light  in  the  desired 
manner.  Many  reflectors  have  been  designed  to  distribute  the  light 
30  as  to  accomplish  this  purpose.    In  Fig.  35  is  shown  the  diBtribu- 


Fio.  25. — Polar  CurTes,  1  and  B  Types  ot  Reflectors. 

tion  of  light  in  a  vertical  plane  around  a  100-watt  tungsten  lamp 
when  equipped  with  an  extensive  type  and  an  intensive  type  of 
prismatic  reflector.  These  curves  show  the  candle-power  in  radial 
directions  only  and  give  no  indication  of  the  distribution  of  ilium- 
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Fio.  26.— Illumination  Cursea  I  Type  Reflector. 

ination.    This  distribution  on  a  horizontal  plane  may  be  calculated 

from  the.fs  curves  by  use  of  the  equation 

17  _     la  cos'  a 
E. ^.— . 

The  results  of  such  calculations  from  the  curves  shown  in  Fig.  25 
are  shown  in  "Figs.  26  and  27  (12). 
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Curve  A,  Fig.  36,  shows  the  diBtribution  of  illumination  on  a 
horizootal  plane  due  to  one  tamp  placed  8  feet  above  the  plane  and 
equipped  with  an  intensive  reflector. 

The  ordinates  are  in  foot-^andlee  and  the  absciesas  indicate  dis- 
tances from  a  point  directly  beneath  the  lamp.  The  illumination 
is  far  from  uniform.  However,  if  two  lamps  axe  placed  at  the  same 
height  and  10  feet  apart,  the  illumination  on  the  plane  between 
points  beneath  the  two  will  be  nearly  uniform  as  indicated  by  curve 
B,  Fig.  26.  It  will  be  seen  that  the  ratio  of  the  distance  between 
lamps  to  their  height  above  the  reference  plane  is  10  to  8,  or  1.25  to 
1.  Thus,  if  this  ratio  i&  maintained  when  the  lamps  are  suspended 
at  other  heights,  the  relative  distribution  of  illumination  will 
remain  the  same,  although  the  intensity  will  be  somewhat  less. 
Similar   curves   for   lamps   with   the  extensive   type  of   reflector 


Pio.  27. — Iltumlnatlon  Curves  E  Type  Reflector. 

are  shown  in  Fig.  'it.  Here  the  height  is  six  feet,  and  the  distance 
between  lamps  is  11  feet.  In  this  case  the  value  of  d/h  =  ll/8 
=  1.83. 

Since  the  general  distribution  of  light  from  lamps  of  other  types 
and  of  other  sizes  is  similar  to  these  when  equipped  with  the  same 
type  of  reflector  if  will  be  seen  that  the  constants  1.25  and  1.83  given 
abo^e  refer  to  the  type  of  reflector,  and  may  be  applied  to  installa- 
tions employing  any  of  the  commercial  types  of  lamps,  when 
equipped  with  these  types  of  reflectors. 

The  relation  of  the  distance  between  lamps  to  the  height  above 
the  working  plane  d/h  is  of  importance  and  deserves  consideration. 
The  area  which  can  be  unifonnly  illuminated  is  limited  in  practice. 

This  area,  of  course,  depends  upon  the  height  of  the  lamps,  but 
this,  in  turn,  changes  the  intensity  of  illumination  in  the  ease  of 
two  or  four  lamps,  as  in  the  examples  just  cited. 
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29.  In  Fig.  28  are  shown  four  theoretical  curves  (24)  for  oni- 
fomi  Ulummation  having  valueB  of  K=d/h  =  0.5,  1.0,  1.6,  and  2.0. 
In  this  case  the  height  and  illumination  are  the  aame.  It  will  be 
seen  that  the  ratio  of  d/h  =  2.0  is  as  great  as  is  practical,  and  that  in 
most  caBCfl  this  relation  will  be  much  less.  This  expression  d/h 
gives  the  minimum  height  h  at  which  the  lamps  must  be  placed 
when  located  d  distance  apart.  It  can  be  shown  that  the  same  units 
equally  spaced  can  be  raised  above  the  minimum  height  without 
impairing  the  uniformity  of  illumination,  while  a  suspension  lower 
than  the  minimum  will  r^ult  in  non-uniform  illumination.  For 
one  lamp  it  is  evident  that  the  illumination  will  be  uniform  beneath 


it  regardless  of  the  height,  provided  the  distribution  of  light  ia 
favorable,  and  that  the  intensity  will  vary  inversely  as  the  height,  as 
shown  by  the  curve  BST,  Pig.  29  (26). 

If  two  lamps  are  considered  the  conditions  existing  will  be  as 
shown  on  the  right  of  Pig.  29.  For  uniform  illumination  along  a 
line  couDectiog  points  beneath  the  lamps  the  minimum  height  is 
4  feet,  as  shown  in  the  right  of  the  figure.  At  a  height  of  2  feet  the 
illumination  reaches  zero  between  the  two  lamps,  while  for  heights 
greater  than  4  feet  the  uniformity  is  unimpaired,  but  the  intensity 
becomes  less.  The  change  in  intensity  beneath  the  lamps  for  differ- 
ent heights  is  shown  by  the  curve  RSTT,  while  the  intensity  mid- 
way beneath  the  two  is  indicated  by  VSU. 
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With  two  or  four  lamps  the  intensity  of  illumination  beneath 
them  ceasee  to  v&iy  inversely  as  the  square  of  the  height,  or  distance 
to  the  surface  illuminated,  since  the  light  flux  reaching  the  surface 
changes  only  by  the  change  in  amount  which  passes  outside  its 
boundary.  In  large  interiors  with  a  number  of  lamps  which  throw 
the  light  in  a  downward  direction  the  intensity  of  illumination  on 
the  floor  or  working  plane  will  vary  slightly  with  different  heights 
of  suspension  of  the  lamps;  since  all  of  the  light  from  the  lamps 
centrally  located  will  strike  the  floor  no  matter  what  the  height  and 
the  difference  in  the  total  flux  is  due  only  to  that  amount  which 
strikes  the  walls  from  those  lamps  around  the  outer  edges,  part  of 
which  will  be  reflected  back. 
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The  preceding  discussion  by  no  means  embodies  the  entire  calcu- 
lations pertaining  to  illumination.  There  are  others  less  practical 
and  still  others  involving  long  discussions  and  tedious  mathematical 
deduction  quite  out  of  the  scope  of  this  lecture,  although  of  great 
value  to  the  student  of  illuminating  engineering.  That  these  dif- 
ferent branches  of  the  subject  may  be  investigated  further  by  those 
interested,  tlie  titles  and  references  of  some  of  the  leading  articles 
are  incorporated  in  the  following  bibliography.  For  instance,  the 
distribution  of  illumination  in  the  neighborhood  of  a  row  of  lamps 
No.  30,  illumination  from  linear  sources  No.  31,  and  the  calculation 
of  radiation  from  surface  sources  No,  33  and  No.  30,  refer  to  special 
braucJits  of  the  subject  uot  entered  upon  by  the  writer. 

There  are  also  references  to  articles  dealing  with  the  subjects 
discussed  in  this  paper  and  explaining  the  methods  more  in  detail 
and  to  greater  length. 
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PerBonnl  equBtlon. 

Color  of  the  ligbtlng  source,  and  color  of  the  celling,  iralls.  floor  and 

room  furnishings. 
DlffuBlon  and  direction  of  light. 
Contrast. 
Shadows. 

Regular  or  specular  reflection. 

Intrinsic  brlghtnesa,  prlmar)'  and  secondary  lighting  sources. 
Glare. 

Selection  of  llluminant 
Location  of  lighting  sources. 
Fixtures:    Globes,  shades  and  reOectors. 

LECtUBK  II 

Systems  of  illumination: 

(1)  General  Illumination  by  direct  lighting. 

(a)  Lamps  exposed  to  view. 

(b)  Lamps  encloBed  fn  globes  or  mounted  behind  a  trans- 

mitting screen  or  septum. 

(2)  General   illumination  by    indirect  lighting:    primary   lighting 

sources  totally  concealed   from  view  and   Illumination 
carried  out  entirely  by  reflected  light 

(a)  Cove  lighting. 

(b)  Lighting  by  lamps  concealed  in  opaque  reflectors  sus- 

pended from  the  celling. 

(3)  Local   Illumination.     Lighting  carried  out  entirely  by  lamps 

placed  to  localize  the  light  on  the  work. 

(4)  General   Illumination  by  combination  ot  direct  and  Indirect 

lighting. 

(a)  Direct  lighting  units  supplemented  by  Indirect  lighting. 

(b)  Indirect  lighting  units  supplemented  by  direct  lighting. 

(c)  Combination  of  direct  and  Indlr^  lighting  in  the  same 
unit 

(5)  Combination  of  general  and  local  illumination. 

(a)  General  Illumination,  supplemented  by  localized  lighting 

at  places  where  a  higher  intensity  of  Illumination  la 
desired. 

(b)  Local  illumination  of  such  design  as  to  provide  general 

illumination. 
Steadiness  of  light. 
Aesthetic  considerations. 
Ventilation. 
Safety. 

Efficiency  of  lighting:  cost  of  installation  and  cost  of  maintenance. 
Bfflclency  of  illuminating  installation. 

(a)  Bfflclency  of  the  lamps. 

(b)  OroBs  eSlclency  of  the  lllumlnatmg  installation. 

(c)  Net  efilclency,  or  efficiency  of  utilization  of  light. 
Bfficiency  of  direct  and  Indirect  lighting. 
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Lecttsk  III 
Application  of  tKe  Principle*  Set  Forth  In  tM  Design  of  HhiminaUon 

of  Interiors 
Study  of  Uie  architect's  plans  ot  a  building. 

Plan  of  flrst  floor  of  State.  War  and  Navy  Building,  Wasblngton,  D.  C. 
Plan  and  elevation  of  typical  room  In  State,  War  and  Navy  Building, 

showing  proposed  location  of  outlets. 
Chart  showing  distribution  of  illumination  on  reference  plane  2  ft.  6  In. 

above  the  floor,  typical  room,  State,  War  and  Navy  Building. 
Plan  and  elevation  of  typical  corridor,  showing  proposed  location  of 

outlets.  State,  War  and  Navy  Building. 
Chart  showing  distribution  of  lUnmlnatlon  la  corridor.  State,  War  and 

Navy  Building. 
Plan  of  first  floor,  Carnegie  Ubrary,  New  York  City,  showing  location 

of  outlets  tor  a  system  of  general  Illumination  combined  with  local 

Illumination. 
Plan  of  assembly  room  and  lecture  hall,  Carnegie  Library,  New  York 

City,  showing  design  of  lighting  system  Involving  application  of 

asymmetric  distribution  of  light. 
aectional  view  of  the  building  for  the  new  Natlraial  Museum,  Wash- 

lagton,  D.  C,  showing  rotunda,  dome  and  skylight. 
Sectional  view  of  rotunda  dome,  new  National  Museum,  Washington, 

D.   C,   showing  design  of  daylight  prism  skylight,   adapted   for 

natural  and  for  artificial  lllumlnallon. 
Plan  showing  system  of  lighting  a  factory  by  strictly  localized  lamps. 
Plan  showing  system  of  lighting  a  factory  by  local   Illumination  of 

such  design  aa  to  provide  general  lighting. 
Curves  showing   distribution    ot   daylight   illumination   and   artificial 

Illumination  In  a  specific  case  of  Interior  lighting. 

Lecture  I 
DAYLIGHT 

FimdameiitRl  Frmoiples  of  Daylight  Dlnmuiation.  In  daylight 
we  have  such  an  eQormoue  flux  of  light  available  for  illuminatioo, 
that  the  problem  of  adequately  and  euitably  lighting  an  interior 
often  resolves  itself  in  the  main  simply  into  one  of  providing  ade- 
quate window  openings  for  the  entrance  of  the  light. 

One  of  the  eimplest  attempts  to  secure  conditions  favorable  to 
good  daylight  illumination  of  interiors,  consists  in  specifying  the 
window  space  required  for  a  given  floor  area.  Thus,  in  some  classes 
of  interiora  the  ratio  of  the  area  of  the  window  apace  to  the  floor 
area  to  be  lighted,  is  sometimes  specified  to  be  1  to  4  or  1  to  5,  as 
in  factories,  for  example;  while  in  other  classes,  such  as  office  build- 
ings, this  ratio  is  specified  to  be  1  to  7  or  1  to  10,  etc.,  depending 
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to  some  extent  upon  the  depth  of  the  room.  This  system  of  compu- 
tation, however,  is  evidently  more  or  less  limited  in  Ite  application, 
for  the  ratio  of  window  space  to  floor  area  for  the  lower  floors  of 
a  building  might  he  quite  different  than  that  of  the  upper  floors 
for  equivalent  illumination,  especially  if  part  of  the  direct  light 
of  the  sky  is  cut  oti  by  an  adjacent  tali  building. 

The  amount  of  daylight  that  reaches  the  interior  will  depend 
not  only  upon  the  area  of  the  window  space,  but  upon  (a)  position 
of  the  windows,  (h)  the  contour  and  depth  of  the  windows,  {c) 
the  character  of  glassware  in  the  windows,  (d)  the  sky  angle,  which 
will  depend  upon  the  distance  from  and  height  of  adjacent  build- 
ings, (e)  the  diffusion  constant  of  the  street  and  of  adjacent  build- 
ings, and  (f)  upon  the  brightness  of  the  sky. 

Often  only  a  very  small  percentage  of  the  flux  of  daylight  that 
reaches  the  window  is  effective  in  tlie  illumination  of  the  interior. 
The  effect  of  blinds,  curtains  and  other  decorative  and  absorbent 
media  in  obstructing  the  entrance  of  light  is  considerable.  Further- 
more, if  the  color  of  the  walls  and  furnishings  is  dark  there  may 
be  considerable  absorption  of  the  light. 

As  pointed  out  by  Dr.  Waldram,*  the  proportion  of  daylight 
illumination  that  reaches  interiors  is  very  much  smaller  than  ia 
usually  supposed.  If  the  illumination  of  a  piece  of  white  paper  be 
measured,  first  when  the  paper  is  placed  on  a  table  in  the  middle 
of  an  average  room,  and  then  when  placed  on  a  table  outdoors  in 
an  open  space,  one  finds  a  difference  of  say  1000  to  1  in  favor  of 
the  latter  position.  To  anyone  considering  the  matter  for  the  first 
time,  such  a  condition  seems  impossible;  most  people  looking  at 
the  piece  of  paper  in  the  two  positions  would  estimate  the  respective 
illuminations  at  say  2  to  1  or  3  to  1,  and  would  consider  even 
100  to  1  ridiculous.  The  difference,  however,  does  not  seem  so 
startling  when  it  is  remembered  that  under  the  same  conditions  a 
photograph  of  any  outside  view  might  require  say  one-fifth  of  a 
second,  whilfe  the  necessary  exposure  for  an  interior  might  well  be, 
say  5  minutes  with  the  same  stop,  a  difference  of  1500  to  1. 

Hence,  though  we  may  have  an  intensity  of  daylight  illumination 
on  the  windows  all  the  way  from  50  to  500  foot-csndles  (about 
500  to  5000  meter-candles),  under  varying  conditions,  unless  suit- 

*"The  Measurement  of  the  Relation  between  Daylight  Illumination 
of  Rooms  and  Skjr  Brlghtneae."  B7  Dr.  P.  3.  Waldram.  Illuminating 
Engineer,  I«Ddon,  VoL  I,  1908,  p.  811. 
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able  provision  is  made  for  directing  the  light  into  the  interior  only 
a  very  small  percentage  of  this  intensity  may  be  of  use  in  lighting 
the  working  spaces. 

Bngktness  of  the  Sky 

We  may  classify  the  sources  of  daylight  broadly  as  follows : 

Primary  Sonrce.    (1)  Sunshine. 

Seooadary  Souoes.  (3)  Cloud  light  or  white  skylight  derived 
from  scattered  sunshine;  (3)  blue  skylight  from  the  air;  (4)  dif- 
fused light  reflected  or  re-reflected  from  objects  illuminated  from 
the  above  sources. 

In  the  consideration  of  daylight  illumination,  cognizance  must  be 
taken  principally  of  the  secondary  lighting  sources,  and  of  the 
effect  which  the  variation  in  these  sources  produces  on  the  resultant 
illumination  of  an  interior. 

In  planning  for  the  daylight  illumination  of  interiors,  we  must 
provide  for  adequate  illumination  under  the  varying  conditions  that 
obtain  in  daylight ;  that  is  to  say,  we  must  plan  our  window  open- 
ings, etc.,  to  provide  for  the  minimum  as  well  as  the  maximum 
value  of  daylight.  There  is  a  great  variation  in  the  intensity  of 
daylight  with  different  classes  of  sky. 

One  of  the  flret  attempts  to  obtain  a  reliable  estimate  of  the 
brightness  of  the  sky  was  made  in  Chicago  by  the  American  Luxfer 
Prism  Company,  in  1897.  In  this  investigation,  the  kinds  of  sky 
were  arbitrarily  dirided  into  the  following  five  classes: 

Class  1.  Clouds,  no  blue  sky,  no  sun,  storm  present  or  near. 

Class  2,  Cloudless,  either  clear  blue  or  hazy. 

Class  3.  Blue  predominating;  clouds  generally  cirrus. 

Class  4.  Clouds  predominating;  general  cumulus. 

Class  5.  Overcast,  no  blue. 

In  Fig.  1  these  classes  of  sky  are  arranged  in  the  order  named, 
the  mean  brightness  of  each  class  being  plotted  to  the  vertical  scale. 

In  these  tests  the  brightness  of  the  sky  was  measured  by  a  flicker 
photometer  in  the  following  manner : 

A  photometer  room  was  located  on  the  top  floor  of  a  building, 
in  the  roof  of  which  was  provided  a  circular  aperture  capable  of 
adjustment  between  3  inches  {7.6  cm.)  and  5  inches  (12.7  cm,)  in 
diameter.  The  direct  light  of  the  sky  penetrated  the  room  through 
this  aperture  and  was  received  on  a  photometer  screen  located  8 
feet  (3,44  meters)  below  the  aperture.    The  illumination  from  the 
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sky  was  balanced  by  that  of  an  incandescent  lamp  in  the  usual 


An  examinatioD  of  the  chart  briugB  out  the  striking  fact  that 
the  actual  illumination  on  a  cloud;  day  with  the  Bun  OTercaet 
(Class  5  sky)  is  about  double  the  illumination  on  a  perfectly  dear 
day  (Class  3  sky). 

In  planning  the  daylight  illumination  of  interiors,  provision 
should  be  made,  as  far  as  practicable,  for  adequate  lighting  under 
conditions  of  minimum  sky  brightness. 


Class    or    sf^v 
Fia.  1. — Dayllgbt.    Relation  Between  Class  and  Brightness  of  Sky. 

1.  Clouds,  no  blue  skr.  no  sun,  storm  present  or  near. 

2.  CloudlesB.  either  clear  blue  or  liaiy. 

3.  Blue  predominating — clouds  generally  cirrus. 

4.  Clouds  predominating — generally  cumulus. 
6.  Overcast,  no  blue. 

Dr.  S.  Buzicka  *  concludes  from  a  eeries  of  measurements  of 
daylight  illumination  that  for  good  results  the  minimum  intensity 
of  daylight  in  an  interior  on  a  dark  and  cloudy  day  should  not  fall 
below  1  per  cent  of  the  sky  brightness.  With  Class  1  sky  (Fig.  1) 
this  minimum  would  be  about  2  foot-candles  (31,5  meter-candles). 

•  Die  relative  Photometrle.  S.  Ruzlcka.  Archlv.  f.  Hygiene,  1907. 
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IHtfusion  and  Direction  of  Daylight  through  Windows 

The  diffusion  of  li{rht  through  different  kinds  of  glass  is  strik- 
ingly shown  in  a  stories  of  photographs  published  in  a  report  sub- 
mitted to  the  Insurance  Engineering  Experiment  Station,  Boston.* 
These  photograplis  were  obtained  by  placing  a  bright  Argand  gas 
burner  on  one  side  of  a  silt  about  S'/i;  inches  ((>.35cni.)  long  by 
14  inch  (1.27  cm.)  wide,  the  specimen  of  glass  being  placed  close 
to  the  other  side  of  the  slit.  Figs,  2  to  7,  inclusive,  show  the  results 
obtained  for  the  following  types  of  glass; 

Fig.  2.  Clear  plate  glass. 

Fig.  3,  Rough  plate  glass. 

Figs.  4  and  5.  Two  specimens  of  fancy  prismatic  glass. 

Fig.  Ij.  Hibbed  glass  flattened  on  outer  curves. 

Fig.  7.   Factory  ribbed  glass,  with  true  curves,  21  ribs  to  the  inch. 

It  win  be  noted  that  with  clear  plate  glass  there  was  no  diffusion, 
with  rough  plate  glass  only  a  light  diffusion,  with  fancy  prismatic 
glass  a  very  irregular  diffusion,  with  ribbed  glass  flattened  on  outer 
curves  a  moderately  good  diffusion,  and  with  factory  ribbed  glass 
almost  perfect  diffusion. 

In  the  same  report  are  recorded  the  results  of  tests  of  Prof.  C.  L 
Norton,  of  the  Massachusetts  Institute  of  Technology,  showing  the 
direction  and'diffusion  of  light  under  3tate<l  conditions  in  a  room 
53  feet  (16.15  ni.)  deep  and  41  feet  (12.5  m.)  wide.  At  a  height 
of  8  feet  (3.44  m.)  above  the  floor  an  opening  12  inches  square 
(929  sq.  cm.)  was  left  in  a  large  window.  All  other  openings  by 
which  light  might  enter  the  room  were  closed.  Photographs  of  the 
room  were  taken  when  bright  sun  was  shining  upon  the  window. 
Prof.  Xortou  states  that  all  were  exposed,  developed  and  printed 
under  the  same  conditions.  The  illustration  (Fig.  8)  shows  the 
average  distribution  of  light  in  such  a  room  with  (1)  plane  glass, 
(2)  factory  ribbed  glass,  (3)  maze  glass,  and  (4)  prismatic  glass. 
These  drawings  show  more  clearly  than  would  a  lengthy  descrip- 
tion, the  change  in  tlie  distribution  of  illumination,  due  to  the 
diffusion  and  direction  of  light  through  these  four  specific  types  of 
glass-  The  interior  of  the  room  is  shown  in  perspective,  as  if  one 
side  were  removed. 
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Fw.  2. — Clear  Plate  Glass. 


—Rough  Plate  Glaaa. 
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Fia.  4. — Fancy  Prismatic  Glana.  let  Specimen. 


Fio.  5.— Fanpy  PrlamBtlc  Qloas,  2d  Speclm 
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Flo.  6. — Ribbed  Glass.  Flattened  on  Outer  Curves. 


Pig.  7.— Factory  Ribbed  Glass,  with  True  Curves,  21  Ribs  to  the  Inch. 
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The  rcBults  of  tests  by  Prof.  Xorton  of  a  score  or  more  of  differ- 
ent types  of  window  glass  may  be  state<l  briefly  as  follows:  We 
may  increase  the  effective  light  in  a  rooni  30  fyet  (9.14  m.)  deep 
or  more,  to  from  three  to  fifteen  times  by  using  factory  ribbed  glass 
instead  of  plane  glass  in  the  upper  sash  of  tlie  window.  By  uging 
prisms,  instead  of  plane  glass,  we  ma}-,  under  certain  conditions, 
increase  the  effective  tight  fifty  times.  The  gain  in  effective  light 
on  substituting  ribbed  glass  or  prisms  for  plane  glass,  is  much 
greater  when  the  sky  angle  is  small,  as  in  the  case  of  windows 
opening  upon  light  shafts  or  narrow  alleys.  The  increase  in  the 
strength  of  the  light  directly  opposite  a  window  in  which  ribbed 
glass  or  prisms  have  been  substituted  for  plane  glass  is  at  times 
such  as  to  light  a  desk  or  table  50  feet  ( 15.24  m.)  from  the  window 
better  than  one  20  feet  (6.1  m.)  from  the  window  had  previously 
been  lighted. 

Consideration  of  Exposure  and  Sky  Angle  in  Planning  the  Illumi- 
nation of  an  Interior 

In  planning  the  daylight  illumination  of  an  interior,  careful 
consideration  should  be  given  to  the  exposure  of  the  building  and 
the  sky  angle;  that  is,  the  angle  formed  by  a  vertical  line  passing 
through  ft  window  in  the  wall  of  the  building,  and  a  line  from  the 
window  through  the  top  of  the  opposite  building.  While  the  ex- 
posure of  the  upper  floors  of  a  building  may  be  such  as  to  permit 
of  free  access  of  light  to  the  interior,  the  lower  floors  of  the  build- 
ing may  be  partially,  or  largely,  shut  off  from  direct  light,  and 
unless  some  means  be  employed  for  altering  the  natural  direction 
of  daylight  which  reaches  the  windows  in  the  lower  floors,  the  il- 
lumination of  the  interior  of  this  part  of  the  building  may  suffer 
accordingly. 

In  Figs.  9  and  9a  is  given  the  cross-section  of  a  building  showing, 
first,  the  natural  direction  of  light  through  ordinary  windows  in  the 
basement  witl)  sky  angles  of  45°  and  60°,  respectively,  and,  second, 
the  altered  direction  of  the  light  where  the  windows  are  equipped 
witli  daylight  prisma  designed  to  suitably  direct  the  light  for  these 
sky  angles. 

It  will  be  noted  from  the  illustration  that  when  ordinary  plane- 
glass  windows  are  used,  the  emergent  rays  strike  the  floor  at  points 
comparatively  near  to  the  windows,  and  a  large  part  of  the  working 
plane  receives  no  direct  light.     When  the  windows  are  equipped 
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with  prismatic  glass,  ae  described,  the  incident  rays  are  deflected 
from  tlie  courBe  vhich  they  would  naturally  take  if  plane-glass 
windows  were  used,  and  instead  of  striking  the  floor  at  points 
near  the  position  of  entry  of  the  light,  reach  the  inner  portions  of 
the  room,  thus  directly  lighting  the  whole  of  the  working  plane, 
as  shown  in  the  illuetratioQ. 

The  economic  value  of  the  substitution  of  prismatic  glass  for 
plane  glass  in  a  case  of  this  kind  wilt  be  manifest.  For  example, 
in  one  mill  in  Xew  England  in  which  this  change  was  mai^e,  the 
reaching  power  of  the  light  in  the  remodeled  installation  was  such 
that  it  was  possible  to  dispense  with  eight  skylight  wells  on  two 
floors,  thus  permitting  of  the  use  of  10,800  square  feet  (about 
lOOO  eq.  m.)  of  additional  floor  space  for  manufacturing  purposes. 

In  the  crowded  tenement  districts  of  large  cities,  the  substitution 
of  daylight  prisms  for  ordinary  window  glass  would  be  a  boon  to 
those  unfortunates  who  are  now  compelled  to  live  in  rooms  that 
scarcely  see  the  light  of  day. 

In  Fig.  10  we  have  an  illustration  of  the  direction  of  light 
through  glassware  in  the  sidewalk  over  a  basement  space.  This 
sidewalk  is  exposed  to  the  direct  light  of  the  sky.  It  will  be  noted 
that  with  ordinary  bull's-eye  glass,  the  light,  for  the  most  ptfrt, 
passes  directly  downward,  whereas  with  sidewalk  directing  prisms 
a  large  proportion  of  the  light  emerges  at  an  angle,  and  reaches  the 
floor  at  points  more  distant  from  the  sidewalk  than  in  the  case  of 
the  bull's-eye  glass.  The  drawings  show  only  the  characteristic 
direction  of  the  emergent  rays  when  ordinary  bull's-eye  glass  and 
sidewalk  directing  prisms,  respectively,  are  used.  In  the  case  of 
both  of  these  types  of  glass,  there  will  be  some  diffusion  in  'all 
directions,  but  the  general  direction  of  a  large  proportion  of  the 
light  will  be  strikingly  different  in  the  two  cases,  as  shown  in  the 
illustration. 

Dr.  Waldram  *  has  suggested  the  possibility  of  reproducing  the 
daylight  conditions  of  actual  rooms  in  small  models,  and  utilizing 
such  models  to  study  the  various  effects  produced  by  variations  in 
essential  conditions. 

For  instance,  a  model  can  be  temporarily  papered  with  samples 
of  different  wall  papers,  and  their  different  effects  noted.  Every 
possible  condition  of  obscured  horizon  can  be  built  up  of  sheets  of 
paper  or  cardboard,  having  reflection  coefBcients  identical  with 
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Direction  ot  Light  Through  Ordinary  Bull'B^ye  Glaas  In  Sidewalk. 
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Direction  of  Light  Through  Sidewalk  PriBitiB. 
FiO.  10. 
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those  of  kitovn  building  materials.  The  relative  lighting  capacity 
of  every  square  foot  of  wait  surface  can  be  separately  found  for 
every  degree  of  obstruction,  and  for  any  given  distance  back  from  the 
window  wall ;  and,  in  fact,  practical  conditions  can  be  reproduced, 
measured  and  standardized,  so  that  the  essential  conditions  for  any 
given  window  efificiency  can  be  accurately  predetermined  by  simple 
calculation.  The  average  number  of  hours  during  which  natural 
light  must  be  supplemented  by  artificial  light  over  any  given  period 
can  be  directly  obtained  for  any  given  window  efficiency  from 
yearly  tables  of  average  sky  brightness. 
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Relation  between  Angle  of  Incidence  and  Transmission  of  Daylight 
through  Plain  Window  Qlass 
Plain  window  glass  is  generally  said  to  cut  off  about  10  per  cent 
of  tbe  light  incident  upon  it.  This  is  approximately  true  for 
angles  of  incidence  smaller  than  30°,  but  is  not  true  for  large 
angles  of  incidence.  The  curve  {Fig,  11)  shows  the  percentage  of 
daylight  transmitted  through  a  plain  glass  window  at  angles  of 
incidence  from  0  to  90°.  It  will  be  noted  that  when  the  angle  of 
incidence  of  the  light  is  from  60°  to  TO" — a  condition  which  is 
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frequently  found  in  practice — from  20  per  cent  to  30  per  cent  of 
the  incident  light  is  lost.  At  an  angle  of  incidence  80°,  only  50 
per  cent  of  the  incident  light  is  traoBmitted  through  the  window. 
By  the  me  of  directing  prisms,  a  large  percentage  of  the  light 
thus  lost  may  be  made  available. 

Diffusion  Constant  of  Building  Front 
In  planning  the  daylight  illumination  of  an  interior  we  must 

take  into  account  the  proximity  and  height  of  other  buildings,  and 

also  the  color  of  these  buildings. 

In  many  cases  the  Aux  of  light  that  reaches  the  windows  of  an 

interior  will  depend  to  a  considerable  extent  on  the  diffused  light 

from  the  building  fronts  and  street  surface.    This  flux  is  made  np 

of  two  components,  as  follows : 

(1)  That  portion  due  to  the  direct  light  of  the  sky. 

(2)  That  portion  due  to  the  diffusion  of  light  from  buildings  and 
street  surface. 

There  are  multiple  diffusions  from  buildings  and  street  surface, 
but  the  effect  of  all  diffusions  after  the  third  is  so  slight  that  for 
all  practical  purposes  in  illuminating  design  we  may  consider  only 
the  effect  of  the  direct  light  of  the  sky  and  of  the  first  three  dif- 
fusions of  light  from  buildings  and  street  surface.  The  curves  • 
(Fig.  12)  show  the  relation  between  the  illumination  of  a  window 
10  feet  (3.05  m.)  from  the  ground  level,  and  the  diffusion  constant 
of  the  building  fronts  and  street  surface,  and  refer  to  the  diffusion 
in  a  street  80  feet  (24.4  m.)  in  width  with  buildings  140  feet 
(42.7m.)  high  on  each  sida — the  average  condition  in  the  newer 
parts  of  the  City  of  Chicago.  The  sky  is  assumed  to  have  a  bright- 
ness of  250  candles  per  square  foot  (3690  candles  per  aq.  m.) — an 
average  value  which  obtains  in  a  cloudless  sky,  and  the  street  sur- 
face is  assumed  to  have  a  diffusion  constant  of  8  per  cent.  The  ab- 
scissae are  the  diffusion  constants  of  the  building  fronts  (assumed 
as  varying),  and  the  ordinates  refer  to  the  illumination  of  a  point 
in  the  window  10  feet  (3.05  m.)  from  the  sidewalk — taken  to  rep- 
resent an  average  value  for  the  ground  floor. 

Below  the  curve  1  (Fig.  12)  is  the  illumination  due  directly  to 
the  sky.  Between  curves  1  and  2  is  the  illumination  due  to  the 
first  diffusion  from  the  street  surface.    Between  curves  2  and  3  la 

•C.  O.  Baaqulu,  "Daylight  Illumination."  Ilium.  Eng.,  New  York, 
Vol.  ir,  1907.8,  p.  461. 
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the  illuminatioa  due  to  the  first  diffusion  from  the  oppoeife  huild- 
ingB.  Between  curves  3  and  4  is  the  iUnmiDatioa  due  to  the  second 
diffngiou,  and  hetreen  curvee  4  and  5  that  dae  to  the  third 
diffudoD. 

It  will  be  noted  from  the  cnrree  that  after  the  third  diffusion 
the  lightiog  effect  is  practically  negligible.  When  the  diffusion 
L-onstant  is  50  per  cent  (a  value  vhich  is  found  in  practice  with 
white-tiled  building  fronts)  the  increase  in  the  illumination  of  the 
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Fio.  12. — ^Daylight.  Relation  Between  lUumlDation  and  Diffusion  of 
Light  From  BuildingB  and  Street 

Distance  between  buildings,  SO  feet.  Height  of  opposite  building,  140 
teet. 

Brlgbtnees  of  sky,  260  candle-power  per  square  foot. 

Diffusion  constant  of  street  surface,  8  per  cent. 

1.  Illumlnatlou  due  directly  to  the  sky. 

Z.  Illumination  due  to  (1)  plus  Illumination  due  to  flrat  diffusion 
from  street  surface. 

3.  Illumination  due  to  (1)  and  (2)  plus  Illumination  due  to  first 
diffusion  from  opposite  building. 

4.  Illumination  due  to  (1),  <2)  and  (3)  plus  lUumlnatlon  due  to 
second  diffusion  from  opposite  building. 

&.  Illumination  due  to  <1).  (Z),  (3)  and  (1)  plue  Illumination  due 
to  third  diffusion  from  opposite  building. 
26 
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ground-floor  fronts  is  almost  equal  to  the  direct  illuminatioa  from 
the  sky ;  in  other  words,  the  effective  illuminatioD  in  the  interior 
is,  in  this  case,  increased  100  per  cent  by  diffusion  from  opposite 
buildings. 

Dr.  Basquin  points  out  that  a  number  of  white-tile  buildings 
have  been  erected  in  Chicago,  and  Buggesta  that  public  appreciation 
of  such  advantages  to  the  city  should  be  encouraged.  When  the 
city  has  become  covered  with  tall  buildings,  both  dark  and  dirty, 
the  need  of  tile  fronts,  light  in  color  and  easily  cleaned,  will  be 
evident  to  all. 
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Fig.  13. — Dajlfght.     Relation  Between  lllumtnatlon  of  a  Building  and 
Height  of  Opposite  Building. 
Distance  between  buildings,  60  feet. 
Brightness  Of  Sky,  S&O  candle-power  per  square  foot. 

Relation  between  Illumination  of  Building  and  Height  of  Opposite 
Building 
The  curve  shown  in  Fig.  13,  due  to  Baeqnin,  illoBtrates  the  man- 
ner in  which  the  illumination  on  the  biiilding  front  varies  with  the 
ilistance  of  the  point  of  observation  below  the  top  of  the  opposite 
building  front.  The  curve  is  drawn  to  correspond  with  the  average 
couditioii  in  the  loop  district  of  Chicago,  where  the  street  width  is 
80  feet   (34.4  m.).     The  brightness  of  the  sky  is  assumed  to  be 
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250  candlee  per  square  foot  (S690  candles  per  sq.  m.) — an  average 
value.  The  abscissae  of  the  curve  represent  the  distance  of  a  win- 
dow or  point  of  observation,  below  the  level  of  the  top  of  the  oppo- 
site building.  The  ordinates  represent  the  intensity  of  illumination 
at  this  point,  in  foot-candles. 

The  Chicago  building  ordinance  of  1905  limits  the  maximum 
height  of  building  front  to  260  feet  (79.25  m.).  In  this  connec- 
tion, in  illustration  of  the  use  of  the  curve  (Fig.  13),  let  us  assume 
that  there  are  old  buildings  75  feet  (S2.9  m.)  high  on  each  side  of 
the  street.  The  illumination  at  a  point  5  feet  (1.5  m.)  from  the 
sidewalk  ia  then  seen  from  the  figure  to  be  about  135  foot-candles 
(1453  meter-candles).  This  may  be  taken  to  represent  the  average 
condition  in  the  City  of  Chicago  up  to  about  the  year  1890,  and  is 
fairly  representative  of  many  cities  at  the  present  time. 

Let  us  now  assume  that  one  of  these  buildings  is  raised  to  140 
feet  (42.7  m.)  in  height— the  average  height  of  the  modem  build- 
ings. The  curve  shows  that  the  illumination  on  the  opposite  side 
under  this  condition,  at  5  feet  (1.5  m.)  from  the  sidewalk,  will  be 
about  52  foot-candles  (360  meter-candles).  When  the  buildings 
have  reached  the  height  of  260  feet  (79.35  m.),  then  we  see,  at  the 
bottom  of  the  curve,  that  the  illumination  for  the  ground  floors 
will  he  reduced  to  about  18  foot-candleg  (194  meter-candles),  or 
lees  than  one-seventh  of  its  value  when  all  buildings  were  four 
stories  high. 

ARTIFICIAL  LIGHT 

The  General  Problem  of  Artificial  lUiunuuttion  Compared  with 
that  of  Daylight.  Natural  light  has  always  been  the  criterion  of 
that  which  is  most  desirable  to  obtain  by  artificial  lighting.  The 
broad  problem  in  artificial  lighting  is  how  to  obtain,  with  the  com- 
paratively feeble  fiu.'i  of  light  we  have  at  our  command  from  arti- 
ficial sources,  as  close  an  approach  as  possible  to  the  character  of 
lighting  obtained  from  the  enormous  flux  of  daylight.  With  the 
well-known  limitations  of  artificial  light,  it  would,  at  first  sight, 
appear  impossible  to  reproduce  in  effect  the  conditions  which  obtain 
in  daylight  illumination. 

The  development  of  the  science  of  illuminating  engineering  has, 
however,  demonstrated  that  step  by  step  we  are  changing  our  meth- 
ods of  artificial  lighting  and  approaching  more  nearly  the  ideal 
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conditions.  The  handicap  of  artificial  light  is  not  nearly  bo  great 
ae  would  appear. 

Contrast  Uie  problem  of  daylight  illumination  with  that  of  arti- 
ficial lighting.  We  have,  on  the  one  hand,  a  tremendons  fliu  of 
light  and  an  enormous  area  from  which  the  light  conies,  and,  on 
the  other,  an  extremely  limited  flux  and,  usually,  a  comparatively 
small  area  fiom  which  the  light  comes.  Fortunately,  the  eye  ia  so 
constituted  that  we  are  capable  of  good  vision  between  an  extremely 
wide  range  of  luminous  intensities.  We  may  see  well,  and  without 
visual  fatigue,  in  daylight  at  an  intensity  of  500  foot-oandles 
(about  5000  meter-candles)  and  more,  and  at  1  foot-candle  (about 
10  meter-candles)  and  less.  Under  good  conditions  of  artificial 
lighting  we  may  see  well,  and  without  visual  fatigue,  at  several 
hundred  foot-caudles  intensity  and  at  less  than  1-foot-candle  in- 
tensity. 

The  ability  of  the  eye  to  adjust  itself  to  very  low-working  in- 
teuaitieB  of  illomination  makes  it  possible  to  simulate  daylight 
conditions  in  the  design  of  the  artifioial  lighting  of  interiors.  While 
we  recognize  this  possibility,  we  realize  that  before  the  eventuality 
of  an  ideal  design  there  remains  to  be  performed  a  mass  of  experi- 
mental work,  investigation  and  research,  involving  a  close  analysts 
of  conditions  of  illumination  of  whioh  we  have  practically  no  data 
at  present,  and,  in  general,  a  complete  study  of  the  problem  from 
the  physical,  physiological  and  paychological  standpoints. 

Up  to  the  present  time,  lighting  by  artificial  sources  has,  for 
the  most  part,  been  carried  on  by  illumination  from  substantially 
point  sources.  These  are  the  sources  with  which  we  have  to  do  for 
the  most  part  at  present,  and  which  will  continue  to  occupy  onr 
attention  in  the  immediate  future. 

Fundamental  Principles  of  the  Artificial  Ulnmination  of  lute- 
rion.  In  studying  the  principles  underlying  the  application  of 
artificial  light  to  the  illumination  of  interiors,  we  must  consider, 
broadly,  the  following: 

1.  Flux  of  light. 

S.  Diffusion  and  direction  of  light. 

3.  Quality  or  color  of  light. 

The  study  of  the  nbove  involves  the  cons-i deration  of: 

A,  The  character  of  the  illuminant. 

B,  Intensity  of  illumination. 

C,  System  of  illumination. 
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D.  Location  of  lighting  eources. 

K.  Lighting  fixtures :  GlobcB,  ehadea  and  reflectors. 

F.  Glare :  intrinBic  brightness. 

Q,  Kegular  or  specular  reflection. 

H.  Contrast. 

I.  Shadows. 

J.  Aesthetic  considerations, 

K.  Economy  and  efGciency. 

The  above  headings  are  not  arranged  in  the  order  of  their  im- 
portance. In  fact,  it  would  be  difficult,  if  not  impossible,  to  name 
any  one  item  in  the  list  which  could  be  said  to  be  less  important 
than  another.  The  violation  of  a  single  principle  of  illumination, 
no  matter  how  seemingly  trivial  the  violation  may  be,  may  make 
the  difference  between  success  and  failure  in  the  accomplishment 
of  the  desired  result., 

1.  FUix  of  Light 

The  flux  of  light  required  for  the  adequate  and  suitable  illumina- 
tion of  the  interior  will  depend  upon  a  variety  of  conditions.  The 
governing  consideration  in  all  cases  is,  of  course,  the  ability  to  see 
well,  but  coupled  with  this  must  be  visual  comfort  while  occupying 
the  interior,  whether  for  a  short  or  a  prolonged  period  of  time. 
Unless  all  of  the  conditions  of  usage  of  the  light  and  of  equipment 
of  the  interior  are  definitely  defined,  it  is  impossible  to  state  in 
advance,  with  any  degree  of  precision, '  what  flux  of  light  will  be 
required  to  supply  adequate  and  suitable  illumination. 

The  flux  of  light  required  for  the  illamiDation  of  a  given  interior 
will  depend  (a)  upon  the  actual  intensity  necessary  on  the  work 
or  on  the  objects  viewed,  and  this  in  turn  vrill  depend  upon  (b) 
the  system  of  lighting  employed;  (c)  the  location  of  lighting 
sources  with  reference  to  the  field  of  view;  (d)  the  intrinsic  bright- 
ness of  the  lighting  sources;  (e)  the  contrast  in  the  degree  of  il- 
lumination in  different  parts  of  the  interior;  (f)  the  extent  of 
r^ular  or  specular  reflection  from  the  objects  viewed;  (g)  the 
color  of  the  light  and  the  color  of  the  ceilings,  walls,  floor  and 
room  furnishings,  and  (h)  upon  the  personal  equation  of  the  user. 

In  determining  the  flux  of  light  required  for  the  illumination 
of  an  interior,  it  is  customary  to  assume  a  definite  intensity  on  a 
reference  plane,  usually  a  horizontal  working  plane  2  feet  6  inches 
(0.76  m.)  above  the  floor.    Based  on  experience  in  existing  tight- 
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ing  installations,  we  know  that  the  flux  ot  Sight  required  to  give 
the  needed  intensity  may  vary  between  very  wide  limits,  depending 
ufKin  conditionB  which  have  been  named  above. 

In  determining  the  total  flux  needed,  the  method  employed  at 
present  is  to  assume  certain  intensities  that  have  been  found  in 
practice  to  be  nearest  the  desideratum  under  well-defined  condi- 
tions that  have  been  established  in  a  parallel  case. 

2..  Diffusion  and  Direction  of  Light 
In  daylight  illumination  of  interiors,  we  have  a  natural  diffusion 
of  light,  as  well  as  definite  direction.  In  illumination  by  artificial 
light,  however,  we  find  it  \ery  difficult  to  reproduce  these  condi- 
tions, and  are  often  compelled  to  sacrifice  diffusion  for  direction 
or  vice  versa. 

The  layman  in  considering  the  illumination  of  an  interior  by 
artificial  light  sees  little  more  in  the  problem  than  hanging  a 
sufficiently  powerful  light  in  the  center  of  the  room,  and  possibly 
supplementing  this  by  a  number  of  side  lights  around  the  room. 
His  idea  usually  is  that  if  a  sufficiently  large  flux  of  light  is  pro- 
vided, all  that  remains  to  be  done  is  to  select  lighting  fixtures  tliat 
suit  his  taste,  and  it  is  no  uncommon  experience  to  find  that  the 
owner  of  a  building,  be  it  a  residence,  a  store  or  an  auditorium, 
selects  bis  lighting  fixtures  from  a  stock  in  the  open  market,  hav- 
ing regard  mainly,  if  not  only,  for  the  cost  of  the  fixture  equip- 
ment and  its  general  appearance.  He  is  not  apt  to  take  cognizance 
of  the  question  of  suitable  diffusion  and  direction  of  the  light. 

The  lighting  design  should  provide  for  such  a  difhision  of  light 
as  to  avoid  striking  contrasts  in  different  parts  of  an  interior. 
To  accomplish  this  result,  it  is  necessary  to  provide  for  the  emis- 
sion of  a  suitable  proportion  of  the  light  rays  in  an  upward  and 
sideward  direction  to  illuminate  the  ceiling  and  walls  t«  a  mod- 
erate intensity,  and  to  direct  a  suitable  proportion  of  the  light 
downward  and  sideward  to  illuminate  more  brightly  the  "  work- 
ing "  portions  of  the  room. 

3.  Quality  or  Color  of  Light 

The  quality  or  color  of  the  light,  and  the  color  of  ceilings,  walls 

and  furnishings,  of  an  interior  have  an  important  bearing  not 

only  on  the  flux  of  light  required  to  give  a  definite  intensity  of 

illumination  on  the  objects  viewed,  but  also  on  the  ability  to  see 


.y  Google 


Principles  and  Design  op  Interior  Illumination     671 

well  with  this  intensity.  Our  conception  of  true  color  values  ot 
surfaces  is  based  upon  the  values  which  obtain  in  daylight  illumi- 
nation. Correct  color  values  cannot  be  obtained  from  light  which 
is  deficient  in  rays,  which  a  surface  must  reflect  in  order  to  be 
seen  in  its  natural  color. 

From  the  standpoint  of  securing  true  color  values  our  choice 
of  artificial  illuminante  la  extramdy  limited.  In  practice,  how- 
ever, even  with  this  limitation,  we  can  secure  results  from  arti- 
ficial light  fairly  comparable  with  those  obtained  in  daylight,  by 
adapting  the  illuminant  so  far  aa  poBsible  to  the  conditions  to  be 
met  in  each  individual  case. 

A.  Seleotioa  of  lUuminant.  As  between  illuminating  gas,  elec- 
tric light,  acetylene,  oil  and  candles,  we  find  in  practice  conditions 
in  which  some  one  of  these  illnminants  is  better  suited  to  the  needs 
of  the  user  than  any  of  the  others.  Generally  speaking,  however, 
the  question  is,  what  ^pe  of  gas  lamp  or  what  type  of  electric 
lamp  is  best  adapted  for  the  lighting  of  a  specific  interior. 

In  the  selection  of  an  illuminant  the  following  factors  must  be 
considered : 

(a)  The  difference  in  first  cost  and  cost  of  maintenance  of  two 
types  of  lamps,  each  having  substantially  the  same  eSiciency  of 
utilization  of  light,  may  be  a  determining  factor  in  the  choice  of 
the  type  of  illiuninant. 

(b)  The  quality  or  color  of  tlie  light  for  the  purposes  in  hand 
may  likewise  be  a  determining  factor  in  the  choice  of  the  type  of 
lamp.  Thus,  for  example,  in  the  home,  the  choice  may  be  limited 
to  illuminants  capable  of  producing  a  mellow  light.  In  a  factory, 
on  the  other  hand,  especially  where  considerable  smoke  is  present, 
the  fiaming  carbon  arc  lamp,  because  of  the  color  of  its  light  rays, 
may  be  better  adapted  to  the  requirements  than  any  other  type 
of  lamp.  Again,  in  a  department  store  an  intensified  carbon  arc 
lamp  may,  in  some  cases,  furnish  the  desired  brilliancy  and  color 
values  where  most  other  lamps  fall  short.  In  the  post-office  work 
room,  where  the  bulk  of  the  work  consists  in  reading  printed  or 
written  matter  on  white  background,  the  mercury  arc  lamp  may 
best  meet  the  requirements  of  visual  acuity. 

(c)  The  divisibility  of  the  lighting  unit,  that  is,  the  sizes  in 
which  the  unit  may  be  procured,  may  be  the  deciding  factor  in 
the  selection  of  the  type  of  tamp  best  suited  for  the  conditions  in 


.y  Google 


G72  Illuminating  Enoinbbsino 

hand.  The  enitable  divieibiKty  of  the  unit  would  depend  upon 
the  size  of  the  interior,  architectural,  aesthetic  and  other  congidera- 
tiom.  It  may  be  very  important  to  select  an  illuminant  that  will 
be  capable  of  such  division  that  the  lighting  will  not  be  seriously 
impaired  if  one  or  more  of  the  lamps  accidentally  go  out  of  com- 
mission. 

(d)  The  ability  to  direct  or  redirect  the  light  of  the  lamp  by 
suitable  reSectors  or  diffusers  may  be  a  governing  condition  in 
selecting  the  type  of  lamp  beet  suited  to  meet  the  needs  in  a 
given  case. 

(e)  In  some  cases  the  selection  of  an  electric  lamp  may  depend 
upon  the  character  of  current  available.  For  example,  where  only 
the  ordinary  constant-potential  direct  current  is  available,  the  use 
of  low-voltage  tungsten  lamps  may  be  precluded,  and  likewise  the 
use  of  the  vacuum-tube  lamp;  whereas,  with  alternating  current, 
the  choice  might  fall  to  one  of  these  types  of  lamps- 

Aside  from  the  qu^tion  of  maintenance  cost,  the  long  life  per  se 
of  a  lamp  may  be  a  governing  condition  in  cases  where  freedom 
from  care  of  trimming  or  replacing  the  lamp  is  of  paramount  im- 
portance. 

(f )  A  primal  consideration  in  the  selection  of  a  lighting  source 
IB,  of  course,  that  the  light  should  be  perfectly  steady  under  all 
conditions  of  operation.  The  eye-strain  which  results  from  an 
nnsteadj  or  flickering  light  need  not  be  dwelt  upon  here. 

Where  the  eye  is  taxed  continuously  with  the  discrimination  or 
discernment  of  fine  details,  as,  for  example,  in  the  work  of  en- 
graving, or  where  the  task  is  that  of  reading  a  book  or  newspaper, 
the  impori;ance  of  having  a  steady  light  is  naturally  very  consid- 
erably greater  than  where  only  casual  observations  of  illuminated 
objects  are  necessary,  or  where  the  eye  is  not  called  upon  to  discern 
the  details,  as,  for  example,  in  foundries  where  the  work  is  bulky 
and  the  only  operation  is  that  of  casting  large  ingots  which  require 
no  detailed  inspection. 

In  the  case  of  open-flame  burners,  the  question  of  suitable  pro- 
tection of  the  flame  from  drafts  and  air  currents,  to  insure  beat 
conditions  of  steadiness  of  light,  must  be  taken  into  account. 

The  selection  of  a  lighting  source,  be  it  gas  or  electricity,  that 
will  give  good  results  aa  to  steadiness,  not  only  under  conditions 
of  constant  pressure  but  also  under  service  conditions  of  more  or 
less  variability  in  pressure,  must  be  considered.     Certain  types  of 


.y  Google 


Pbikciplss  and  Design  op  Interior  Illdminatiox     673 

lamps  will  bum  steadier  than  others  on  electric  circuits  baling  a 
low  periodicity.  Ttie  selection  of  a  lamp  may,  therefore,  have  to 
be  made  with  reference  to  the  pariicular  circuit  on  which  the  lamp 
is  to  operate  if  the  best  results  as  to  steadiness'  are  to  be  secured. 

Even  with  the  usual  periodicil^  of  60  cycles  on  altematii^- 
current  circuits,  the  passage  of  the  current  through  the  zero  point 
may  be  accompanied  by  a  noticeable  tremolo  in  some  types  of 
lamps,  as,  for  example,  in  the  vacnum-tabe  lamp. 

In  a  stroboscopic  test  reported  by  Dr.  E.  P.  Hyde  and  J.  E. 
Woodwell,*  it  was  found  that  the  ratio  of  the  instantaneous  value 
of  the  maximum  and  minimum  illumination  from  a  vacuum  tube 
operated  on  a  60-cycle  alternating-current  circuit  was  8  to  1. 
When  two  tubes  were  put  on  separate  phases  90°  apart,  the  visible 
fluctuations  in  the  instantaneous  value  of  the  illumination  were 
greatly  decreased,  and  the  ratio  of  maximum  to  minimum  was 
reduced  to  :S  to  1,  as  compared  with  a  ratio  of  8  to  1  with  a  tube 
running  on  single  phase. 

These  reaulto  show  that  in  planning  the  illumination  of  an  in- 
terior a  simple  precaution  in  the  design  may  in  some  cases  make 
a  great  difference  in  the  steadiness  of  the  light. 

(g)  The  vitiation  of  the  atmosphere  is  another  feature  that 
must  be  teken  into  consideration  In  planning  the  lighting  of  an 
interior. 

(h)  The  general  proposition  of  safety  or  immunity  from  fire 
risk  in  the  use  of  an  illaminaut  is  one  that  must  be  considered 
in  planning  the  lighting  of  an  interior.  Because  of  this  feature, 
the  choice  of  an  illuminant  is  often  restricted  to  lamps  in  which 
the  light-giving  source  is  hermetically  sealed. 

{i)  The  choice  of  the  Jdnd  of  lamp  to  be  used  will  often  depend 
upon  the  system  of  lightiDg  employed. 

(j)  The  flexibility  of  t^e  system  and  the  ease  of  control  of  the 
lamps  may  also  be  a  deciding  factor  in  the  selection  of  an  il- 
lui 


B.  Intensity  of  ninmination.  The  intensity  of  illumination  re- 
quired for  good  vision  will  depend  not  only  upon  the  character  of 
the  work  to  be  performed,  but  upon  a  number  of  conditions  which 
have  already  been  named.    Tables  have  been  published  from  time 

•  Transactions  1.  B.  S.,  November,  1909,  TesU  of  Moore  Tube  Install&- 
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to  time  Btating  the  intensity  of  illuminatiou  required  for  special 
classes  of  service.  According  to  some  of  these  tables,  the  intensity 
of  illumination  required  for  different  classes  of  buildings  and 
different  kinds  of  work  are  as  follows : 

Residences,  from  1  to  2  foot-candles  (about  10  to  30  meter-can- 
dles). 
School  rooms,  from  2  to  3  foot^iandles  (about  20  to  30  meter- 
can  dlea)  . 
Libraries,  from  1  to  2  foot-candles  (10  to  20  meter-candles),  in 
general,  end  3  to  4  foot-candles  (30  to  40  meter-candles) 
on  the  reading  tables.  . 
Factories,  from  4  to  5  foot-candles  (40  to  50  meter-candles)  where 
no  individual  local  lamps  are  usedj  and  from  2  to  3  foot- 
candles  (20  to  30  meter- candles),  general  lighting,  where 
individual  lamps  supplement  the  general  lighting. 
Figures  are  also  given  for  the  illumination  intensity  required 
for  different  kinds  of  work,  as,  for  example : 

For  drafting,  from  5  to  10  foot-candles  (50  to  100  meter-can- 
dlea). 
For  engraving,  5  to  I.t  foot-candles  (50  to  150  meter-candles). 
For  postal  service,  2  to  5  foot-candles  (20  to  50  meter-candles), 
etc. 

Where  such  figures  are  given  they  should  be  interpreted  only  in 
the  light  of  the  specific  conditions  under  which  the  lamps  were 
used,  otherwise  they  may  lead  to  entirely  erroneous  conclusions. 
It  is  difficult,  if  not  impossible,  to  state  definitely  what  illumina- 
tion intensity  is  required  in  any  instance  without  limiting  the 
statement  by  a  long  list  of  conditions,  some  of  which,  with  onr 
present  imperfect  knowledge  of  the  art,  could  not  even  be  definitely 
set  forth.  Hence,  while  it  is  stated,  for  example,  that  the  intensity 
of  illumination  required  on  the  reading  table  of  a  library  is  from 
3  to  4  foot -candles  (30  to  40  meter-candles),  the  specific  conditions 
attending  the  use  of  the  light  must  all  he  known  before  it  would 
be  safe  to  so  assume  that  substantially  the  same  results  would  be 
achieved  if  an  intensity  of  from  3  to  4  foot-candles  (30  to  40  meter- 
candles)  were  provided  on  the  reading  table  of  another  library 
which  it  was  desired  lo  illuminate.  Under  changed  conditions  it 
might  easily  be  that  1  or  3  foot-candles  (10  to  20  meter-candles) 
would  be  sufficient,  or  that  4  foot-candles  (40  meter-candles) 
would  be  insufficient. 
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A  EtriMng  example  of  the  relativity  of  illumination  intensity 
required  for  a  particular  class  of  vork  was  noted  by  me  in  a  factory 
installatiou  in  which  the  operators  had  become  accustomed  to  an 
intengity  of  approximately  20  foot-candles  (215  meter-caudlee)  on 
the  work,  and  in  which  it  appeared  that  this  intensity  was  abso- 
lutely required  to  enable  them  to  see  the  work  clearly.  In  the 
ease  under  discuBsion,  the  localized  ayatem  of  drop  lamps  was 
used,  each  machine  being  provided  with  2  individual  lamps,  backed 
by  opaque  reflectors  which  shielded  the  eyes  from  the  light  of  the 
lamp. 

It  was  found  that  by  substitntiug  a  system  of  general  lighting 
by  which  the  entire  room  was  moderately  illuminated,  whUe  at 
the  same  time  a  considerable  proportion  of  the  light  of  the  lamps 
was  directed  to  the  maehiuee,  the  operators  could  actually  see  the- 
work  better,  even  though  the  intensity  of  illumination  on  the 
work  was  reduced  from  about  20  foot-candles  (315  meter-candles) 
to  from  4  to  6  foot-candles  (43  to  S4.5  meter-candles).  The  need 
of  a  high  intensity  with  the  local  system  of  lighting,  as  first  used 
in  this  factory,  was  undoubtedly  due  primarily  to  the  effects  of 
the  strong  contrast  in  the  intensity  of  illumination  on  different 
parts  of  the  machine.  This  contrast  will  be  appreciated  on  exam- 
ining the  chart  (Fig.  14),*  which  speaks  for  itself. 

In  this  chart,  the  illumination  intensities  for  the  two  systems: 
of  artificial  lighting,  and  the  illumination  intensity  in  daylight  are 
given.  It  was  found  that  under  the  conditions  that  obtained  in 
this  factory,  the  daylight  was  sufficient  when  the  intensity  was 
3.?  foot-candles  (34.5  meter-candles),  but  that  when  the  intensity 
fell  below  this  point,  it  became  necessary  to  supplement  the  day- 
light by  artificial  light.  The  low  intensity  of  daylight  required 
for  the  work  points  to  the  conclusion  that  with  a  modified  design 
of  the  system  of  artificial  lighting,  even  a  lower  intensity  of 
illumination  than  that  which  now  obtains  in  the  remodeled  in- 
stallation in  this  factory,  would  suffice. 

Stress  is  laid  on  this  illustration  to  point  out  the  limitations- 
of  any  broad  statement  to  the  elfect  that  a  specified  intensity  of 
illumination  is  needed  for  one  class  of  work,  and  another  intensity 
of  illumination  for  another  class. 

*From  "Factor?  Ltghtlng:  Design  o(  Illumination  of  a  Weaving 
Room."  br  L.  B.  Marks.  The  Illuminating  Engineer,  February,  1910, 
p.  639,  March.  1910.  p.  39. 
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It  may  be  noted  also  that  the  required  intensity  will  depend 
upon  the  "personal  equation"  of  the  user.  An  intensity  that  is 
Batisfactory  to  one  user  may  not  bo  satiBfactory  to  another. 

Intensity  of  Artificial  lUnniination  Compaied  witlt  Daylight. 
It  has  just  been  pointed  out  that  in  one  instauoe  the  intensity 
of  daylight  required  for  a  certain  ciasa  of  work,  under  the  specific 
conditions  that  obtained  in  the  interior  alluded  to,  was  3.2  foot- 
candles  (34.5  meter-candles),  whereas  with  one  system  of  artificial 
illumination  in  this  interior,  the  intensity  required  was  from  4 
to  6  foot-candles  (43  to  64.5  meter-candles),  and  with  another 
about  20  foot-candles  (S15  meter-candles). 


Flo.  14.— Curves  Showing  Intensity  of  Illumination  on  a  Loom  6  Feel 

A.  ArtlQclal  light,  drop-lampa  (strictly  localised  liKhtlng). 

B.  Daylight.  3  P.  M. 

C.  Artificial  light,  front  of  loom  (general  lighting  combined  with 
directed  lighting). 

D.  Ditto,  rear  of  loom. 

B.  Daylight,  i.66  P.  M.;  minimum  daylight  sufficient  for  the  work. 

In  the  case  of  an  office  which  was  illuminated  by  a  duster  of 
lamps  at  the  ceiling,  it  was  found  that  an  intensity  of  2.1  foot- 
candles  (22.6  meter-candles)  artificial  Ught  was  ample  for  reading 
fine  print  with  ease  in  any  part  of  the  room.  On  a  very  dark, 
cloudy  day,  in  the  same  office,  it  was  found  that  the  minimum 
intensity  of  daylight  on  the  working  spaces  was  29  foot-candles 
(■312  meter-candles). 
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lu  still  another  case  it  was  found  that  with  well-diffosed  arti- 
ficial light,  approximately  6  foot-candles  (64.5  meter-candles)  in- 
tenBity,  on  a  vertical  plane  was  required  under  the  conditions  that 
obtained  for  the  particular  class  of  work  in  hand,  whereas  in  day- 
light, on  a  bright  day,  the  actual  intensity  of  natural  light  on  the 
work  was  400  foot-candles  (430  meter-candlee)  .* 

In  another  case,  in  the  postal  service,  it  was  found  that  an  in- 
tensity of  1.6  foot-candles  (17.3  meter-candles)  daylight  illumina- 
tion was  sufficient  for  the  work,  and  that  artificial  light  was  re- 
quired when  the  intensity  of  daylight  fell  below  this  value.  lu 
this  inetallatiou  an  intensity  of  approximately  1.5  foot-candles 
(16  meter-candles)  artificial  light  was  sufficient. 

In  a  public  library  it  was  found  that  an  intensity  of  daylight 
of  from  100  foot-candies  (1076  meter-candles)  down  to  5  foot- 
candles  (53.5  meter-candles)  satisfied  the  readers,  and  that  1  foot- 
candle  (10.7  meter-candles)  intensity  of  artificial  light  satisfied 
some  of  the  readers,,  whereas  6  foot-candles  (64.5  meter-candlee) 
intensity  was  not  sufficient  for  others. 

Under  actual  practical  conditions  in  daylight  illumination  we 
are  able  to  see  well  throughout  a  very  wide  range  of  illumination 
intensities,  provided  the  conditions  under  which  the  illumination 
is  carried  out  are  suitable.  The  actual  intensity  of  illumination 
per  ae,  really  plays  a  comparatively  small  part  in  the  problem 
of  securing  good  lighting. 

In  artificial  lighting  a  "  dim  religious  light "  is  often  sufficient 
even  for  reading  purposes,  though  the  intensity  of  illnmination 
on  the  book  may  fall  considerably  below  1  foot-candle  (10.7  meter- 
candles).  On  the  other  hand,  if  artificial  light  is  properly  dif- 
fused and  directed  the  eye  readily  adapts  itself  to  illumination 
intensities  within  extremely  wide  limits,  and  we  can  read  with 
comfort  in  an  interior  in  which  the  actual  intensity  on  the  pages 
of  a  book  exceeds  500  foot-candles  (5380  meter-candles). 

In  daylight,  under  usual  conditions,  the  eye  works  with  a  com- 
paratively small  pupillary  aperture,  because  of  the  enonnons  flux 
of  light.  In  artificial  lighting,  under  good  conditions  of  diffusion, 
direction  and  contrast,  the  eye  works  with  a  comparatively  large 
pupillary  aperture,  because  of  the  relatively  insignificant  flux  of 
light.    Under  these  conditions  we  can  therefore  see  well,  and  with- 

•See  "Factory  Lighting,"  L.  B.  Marks.  Transactions  ItlumlnatlDg 
Bttgliieerliig  Society,  November,  1909,  p.  828. 
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out  visual  fatigue,  by  artificial  light  at  itluniiuation  inteusities 
that  are  only  a  verj'  small  fraction  of  those  which  ordinarily  obtain 
in  daylight. 

In  daylight  the  eye  is  rarely  exposed  to  the  primary  source  of 
light,  whereas  in  artificial  light  the  primary  source  ie  often  within 
the  ordinary  field  of  view.  Hence  the  effect  of  contrast  in  inten- 
sity of  the  source  and  intensity  of  light  on  objects  viewed,  enters 
to  a  far  greater  extent  in  artificial  lighting  than  in  daylight. 

Lkctobe  II 
C.  STitenu  of  lUnmiuation.    The  varioue  Bystems  of  illumination 
may  be  broadly  classified  as  follows : 

(J)  General  illumination  by  direct  lighting: 

(a)  Lamps  exposed  to  view. 

(b)  Lamps  enclosed  in  globes  or  mounted  behind  a  transmitting 
screen  or  septum. 

(2)  General  illumination  by  indirect  lighting;  primary  lighting 
sources  totally  concealed  from  view  and  illumination  carried  out 
entirely  by  reflected  light: 

(a)  Cove  lighting. 

(b)  Lighting  by  lumps  concealed  in  opaque  reflectors  suspended 
from  the  ceiling. 

{■3)  Ijocal  illumination.  IJghting  carried  out  entirely  by  lamps 
placed  to  localize  the  light  on  the  work. 

{Ji)  General  illumination  by  combination  of  direct  and  indirect 
lighting : 

(a)  Direct  lighting  units  supplemented  by  indirect  lighting. 

(b)  Indirect  lighting  units  supplemented  by  direct  lighting. 

(c)  Combination  of  direct  and  indirect  lighting  in  the  same 
unit. 

(5)   Combination  of  general  and  .local  illumination: 

(a)  General  illumination  supplemented  by  localized  lighting 
at  places  where  a  higher  intensity  of  illumination  is  desired. 

(b)  Local  illumination  of  such  design  as  to  provide  general 
illumination. 

Jn  the  system  of  general  itlumioation  by  direct  lighting,  the 
lamps  are  exposed  to  view  or  are  enclosed  in  globes,  or  mounted 
behind  a  transmitting  screen  or  septum,  such  as  a  diffusing  sky- 
light or  art-glass  panel. 


.y  Google 


Principles  and  Design  of  Interior  Illdmination     679 

In  the  eystem  of  general  illumination  by  indirect  lighting,  the 
lampB  are  concealed  from  view,  and  the  illumination  derived 
wholly  from  reflection  of  light  from  the  ceiling  and  walls  of  the 
interior,  which  constitute  the  indirect  or  secondary  sourees  of 
illumination.  Indirect  lighting  is  commonly  carried  out  either 
by  means  of  lamps  concealed  in  coves  located  on  the  side  walls 
near  the  ceiling,  or  by  means  of  lamps  concealed  on  opaque  reflec- 
tors snapended  from,  and  pointed  toward,  the  ceiling. 

Practically  all  systems  of  general  illumination  by  direct  lighting 
may  be  looked  upon  as  a  combination  of  direct  and  indirect  light- 
ing, as  part  of  the  light  comes  directly  from  the  primary  or  light- 
ing source,  without  any  reflection,  and  part  from  the  secondary 
lighting  source,  namely,  the  ceilings  and  walls,  after  reflection. 

In  the  above  classification,  the  distinguishing  difference  between 
the  direct  and  the  so-called  indirect  system  of  lighting  is,  that 
in  the  indirect  sj-stem  none  of  the  light  from  the  primary  source 
reaches  the  floor  until  after  reflection  from  the  ceiling  or  walls 
or  both. 

In  the  system  of  local  illumination,  the  lighting  is  carried  out 
entirety  by  lamps  placed  to  localize  the  light  on  the  work.  Each 
table,  machine  or  work-bench,  as  the  case  may  be,  is  usually  lighted 
by  an  individual  lamp  suspended  from  the  ceiling  or  mounted  on 
a  bracket  on  the  wall,  or  on  a  standard.  Sometimes  the  system 
of  local  illumination  is  carried  out  by  group  lighting.  In  the 
system  of  strictly  locali^d  lighting,  the  lamps  are  usually  hacked 
by  opaque  reflectors  intended  to  concentrate  the  light  on  the  work 
and  at  the  same  time  shield  the  eyes  from  the  direct  light  of  the 
lamp;  the  photograph  (Fig.  15)  brings  out  strikingly  the  char- 
acteristic lighting  with  this  system. 

Various  combinations  of  direct  and  indirect  lighting  for  general 
illumination,  and  of  general  and  local  lighting  have  been  named 
above.  In  the  system  of  general  illumination  by  direct  lighting 
units  with  supplemental  indirect  lighting,  the  lighting  is  essen- 
tially direct  with  a  background  of  indirect  illumination,  whereas 
in  the  system  of  general  illumination  by  indirect  lighting  units, 
H-ith  supplemental  direct  lighting,  the  lighting  is  essentially  in- 
direct. 

Qeneral  illumination,  whether  direct  or  partially  or  wholly  in- 
direct, may  be  combined  with  local  illumination  by  supplementing 
the  general  lighting  of  an  interior  by  localized  lighting  at  places 
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where  a  higher  intensity  of  illumination  is  desired.  General  and 
local  illumination  are  also  combined  in  a  system  in  which  the 
design  of  the  local  lighting  is  such  as  to  distribute  a  suitable  por- 
tion of  the  light  flux  for  general  illumination. 


a  System  of  Strictly  Localized 

D.  Location  of  Lighting  Sources.  Man  has  been  accustomed 
from  time  immemorial  to  daylight  illumination  from  side  win- 
dows. In  locating  artificial  lighting  sources  for  the  illumina- 
tion of  an  interior,  it  would  therefore  seem  logical  to  reproduce, 
as  nearly  as  possible,  the  conditions  that  obtain  in  daylight  il- 
lumination, and  to  locate  the  lighting  units  at  or  near  the  win- 
dows.    If  we  could   obtain  a  sufficiently  large  flux  of  artificial 
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light  without  undue  expenditure  of  power,  and  could  distribute 
this  flux  in  a  manner  analogous  to  that  of  daylight,  the  prob- 
lem of  locating  the  lighting  units  would  be  &  comparatively  simple 
one.  With  the  restrictions  with  which  we  now  have  to  contend, 
and  with  which  we  will  probably  have  to  contend  for  all  time 
in  supplying  a  substitute  for  the  sun,  we  are  compelled  to  so 
locate  our  lighting  unite  that  the  comparatively  meager  flui  of 
light  we  ate  able  to  obtain  from  them  can  be  utilized  to  best  ad- 
vantage to  meet  the  special  requirements  of  the  interior  with 
which  we  have  to  deal. 

In  artificial  lighting  the  location  of  the  lighting  unit«  will  de- 
pend upon  (a)  the  use  to  which  the  interior  is  to  be  put,  (b)  the 
system  of  lighting  employed,  (c)  the  character  of  the  illuminant 
used,  (d)  the  ability  to  diffuse  and  direct  the  light,  (e)  the  re- 
moval of  the  light  from  the  field  of  view,  (f)  the  avoidance  of 
strong  contrasts  in  illumination,  (g)  the  structural  conditions  in 
the  building,  (h)  aesthetic  considerations,  (i)  accessibility,  (j) 
economy. 

Before  deciding  on  the  location  of  outlete,  it  is  necessary  tv. 
know  the  character  of  the  illuminant  to  be  used.  If  the  vacuum 
tube,  for  example,  ia  to  be  employed  for  lighting  a  large  room, 
a  single  outlet  on  the  ceiling  or  on  the  wall  might  be  sufficieut, 
whereas,  if  tungsten  lamps  are  to  be  used,  several  ceiling  outlete 
may  be  required  to  suitably  distribute  the  light.  If  gas  is  to  be 
used,  the  limitations  in  location  due  to  necessary  placement  at 
some  distance  below  the  ceiling  must  be  taken  into  consideration. 

To  determine  the  position  of  the  lighting  unite  it  is  necessary 
to  decide  on  the  system  of  illumination  that  will  be  employed  to 
bwt  meet  the  conditions  of  usage  of  the  light.  If  general  illumi- 
nation only  is  to  be  used,  only  ceiling  outlete  need  usually  be 
considered.  If  local  illumination  is  to  be  used,  or  a  combination 
of  local  and  general,  the  location  of  outlete  for  such  illumination 
must  be  determined. 

In  a  large  room  in  which  a  moderate  degree  of  illumination 
nieelp  all  the  requirements,  a  lighting  fi.xture  centrally  located  on 
the  ceiling  may  answer  the  purpose,  whereas,  if  a  very  high  degree 
of  illumination  is  needed  in  some  parts  of  the  room,  the  central 
lighting  fixture  might  have  to  be  supplemented  by  local  lamps 
placed  more  or  less  close  to  the  objects  to  be  lighted. 

The  location  of  the  lighting  sources  will  be  governed  in  a  mate- 
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rial  degiee  by  the  extent  to  which  it  is  possible  to  direct  or  re- 
diiect  the  light  of  the  particular  illiuninant,  hj  reflectors  and 
difluEers. 

The  location  of  the  lighting  sources  should  be  sach  as  to  keep 
the  lamp  as  far  as  practicable  out  of  the  ordinary  field  of  view, 
and  to  avoid  violent  contrasts  in  illtmuoatioQ. 

Due  cognizance  mnst  be  taken  of  the  structural  conditions  of  a 
building  in  locating  lighting  sources.  Sometimes  the'  limitations 
are  such  that  it  is  impracticable  to  place  a  lamp  in  any  location 
other  than  in  the  center  of  a  bay.  Frequently,  both  from  the 
standpoint  of  distribution  of  illumination  and  from  the  archi- 
tectural standpoint,  the  location  of  the  lighting  unit  in  the  center 
of  a  room,  or  in  the  center  of  a  bay,  works  out  to  best  advantage. 

In  deciding  on  the  location  of  outlets  cognizance  must  be  taken 
of  aesthetic  considerations.  The  placement  of  the  lights  must  be 
such  that  the  ensemble  will  look  well.  In  other  words,  the  ar- 
rangement of  the  lighting  units  must  be  aesthetically  as  well  as 
scientifically  good.  Where  it  is  planned  to  carry  out  a  certain 
style  of  lighting,  as  by  fixtures  of  the  Louis  XIV  period,  for  in- 
stance, the  location  of  the  outlets  for  the  lighting  units  must 
be  arranged  accordingly. 

Often  the  need  of  accessibility  for  replacement  or  for  local  light- 
ing OT  extinguishing  of  lamps  is  a  governing  factor  in  the  location 
of  the  outlets. 

The  broad  question  of  economy,  not  only  in  the  coat  of  the 
lighting  installation  but  also  in  the  cost  of  its  maintenance,  is 
often  a  deciding  factor  in  the  location  of  the  lighting  sources. 
Although  far  better  results  in  illumination  may  be  obtained  witii 
one  system  of  illumination  than  with  another,  the  better  system 
may  be  proscribed  because  of  too  great  cost  of  installation,  and 
too  great  cost  of  operation.  In  such  a  case,  the  location  of  the 
lighting  units  must  conform  to  the  needs  of  the  less  expensive 
installation. 

£.  Lighting  Fixtures:  Globes,  Shades  and  Sefleoton.     It  is 

nut  uncommon  for  architects  to  provide  a  certain  number  of 
outlets  for  the  lighting  of  an  interior,  and  to  leave  the  matter 
of  design  or  selection  of  the  lighting  fixtures  in  abeyance  until 
the  building  is  so  far  along  in  construction  that  the  problem  of 
lighting  is  not  one  of  designing  the  most  suitable  lighting  ar- 
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rangemeDte  for  the  interior,  but  one  of  deeigniag  the  most  suitable 
fixtures  to  fit  the  limitations  which  haye  been  imposed  in  the 
location  of  the  outlets.  In  other  words,  the  design  of  the  lighting 
fixtures  ia  left  for  after-consideration. 

To  secote  definite  predetermined  results,  it  is  necessary  to  know 
in  advance  the  general  decorative  scheme  and  wall  coloring  of  an 
interior  in  order  that  the  location  of  lighting  units  and  the  design 
of  the  lighting  fixtures  may  be  planned  with  reference  to  the  re- 
required  illumination  of  the  finished  interior.  Without  a.  knowl- 
edge of  these  conditions,  the  design  of  the  lighting  fixtures  must 
be  at  best  a  compromise,  and  the  lighting  result  must  depend  upon 
a  "  cut  and  try  "  method.  Without  the  data  referred  to,  the  selection 
of  globes,  shades  and  refiectora  becomes  a  matter  of  guess  work 
rather  than  of  scientific  procedure. 

F.  Olare  and  Intriniic  Br^htness.  As  a  general  principle  of 
illumination,  the  specific  brightness  of  the  lighting  sources  within 
the  field  of  view  should  be  kept  within  certain  limits.  These 
limits  have  been  variously  placed  by  different  authorities  at  from 
4  to  5  candle-power  per  square  inch  (0.62  to  0.78  c.  p.  per 
eq.  cm.)  of  the  lighting  source  down  to  from  0.2  to  0.1  of  a 
candle-power  per  square  inch  (0.031  to  0.016  c.  p.  per  sq.  cm.) 
of  actual  snrface.  This  refers  to  primary  lighting  sources.  The 
figure  for  maximum  intrinsic  brightness  per  square  inch  of  light- 
ing source  cannot,  however,  be  taken  as  a  criterion,'  unless  the 
dimensions  of  the  source  itself  be  coupled  with  this  figure.  The 
area  of  the  lighting  source  within  the  field  of  view,  as  well  as  its 
specific  brightness,  must  be  kept  within  definite  limits  under  given 
conditions  to  avoid  eye-strain.  No  exact  data  are  available  as  to 
the  safe  maximum  limits  in  specific  cases,  and,  indeed,  such  data, 
even  if  secured,  would  be  of  litUe  practical  value  unless  all  the 
conditions  of  usage  of  the  light  were  stated  in  connection  .therewith. 

For  example,  unless  the  conditions  of  contrast  in  illumination 
are  known,  tiie  numerical  value  of  the  safe  limit  of  intrinsic  bright- 
ness would  mean  very  little.  Thus  a  specific  brightness  of  5 
candle-power  per  square  inch  (0.78  c.  p.  per  sq.  cm.)  may  not  pro- 
duce material  eye-strain  or  visual  fatigue  if  there  is  not  excessive 
contrast;  whereas,  on  the  other  hand,  a  specific  brightness  of  0.1 
of  a  candle-power  per  square  inch  {0.016  c.  p.  per  sq.  cm.)  may 
produce  considerable  eye-strain  and  risual  fatigue  if  there  is  ex- 
cessive contrast. 


.y  Google 


(i84  Illuminating  Engineerinq 

Referring  to  the  secondary  lighting  sources,  such  as  the  ceiling 
or  walls,  as  the  case  may  be,  the  specific  brightness,  even  though 
uiimerically  very  small,  becomes  a  serious  matter  if  a  large  area 
of  the  illuminated  surface  is  continuously  within  the  field  of  view, 
as  it  often  must  of  ueceeaity  be.  There  is  need  of  complete  and 
accurate  data  along  these  lines.  We  have  been  guided  in  the  past 
by  ejperience,  but  little  has  been  done  in  this  connection  to  formu- 
late a  scientific  basis  for  correct  illumination  design.  For  example, 
exact  knowledge  of  this  phase  of  the  subject  is  needed  to  give  us 
a  better  insight  into  the  question  of  the  relative  merits  of  direct 
and  indirect  lighting. 

In  connection  with  lighting  installations  we  must  consider,  first, 
the  glare  of  the  primary  and  secondary  lighting  sources,  and, 
second,  the  glare  of  the  objects  illuminated.  In  minimizing  glare, 
the  location  of  the  lighting  sources  and  their  specific  brightness 
and  area  must  be  taken  into  account.  This  involves  the  considera- 
tion of  the  diffuBion  and  direction  of  the  light,  the  contrast  in  il- 
lumination and  the  regular  or  specular  reflection. 

0.  Be^nlar  or  Specular  Befleotlon,  The  general  problem  of  ar- 
ranging the  lighting  sources  with  reference  to  the  avoidance  of 
regular  reflection  was  considered  in  discussing  the  location  of 
lighting  units. 

When  light  strikes  an  object,  part  of  the  rays  are  absorbed  by 
the  object,  part  pass  through  (in  the  case  of  a  transparent  or 
translucent  object),  part  are  reflected  diffusely  and  part  are  re- 
flected regularly.  The  regularly  reflected  rays  are  those  we  are 
now  considering. 

The  regular  reflection  from  calendered  paper  of  a  book  may  be 
so  trying  as  to  prevent  good  vision  and  cause  severe  eye-strain. 
Hence,  if  the  position  of  the  eye  with  respect  to  the  lighting  source 
and  the  object  viewed,  is  necessarily  such  that  the  rays  that  strike 
the  object  are  directly  reflected  into  the  eye,  the  lighting  is  de- 
fective. If  work  is  done  at  an  ordinary  polished  oak  table  located 
in  the  center  of  a  room,  illuminated  by  a  lamp  directly  above  at 
the  ceiling,  the  specular  reflection  from  the  surface  pf  the  table 
will  be  very  trj'ing  to  the  eye  unless  the  observer  is  seated  in  such 
a  position  that  the  direct  reflected  rajs  do  not  strike  the  eye. 
Unless  the  table  is  a  long  one,  it  will  be  impossible  to  escape  a 
considerable  percentage  of  the  regularly  reflected  rays.  In  such 
a  case,  under  practical  conditions,  the  use  of  an  exposed  lamp  at 
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the  ceiling,  even  if  the  lamp  be  frosteil  and  backed 'by  a  difEusing 
reflector,  is  almost  prohibitive.  To  reduce  the  amount  of  regular 
reflection  to  a  tolerable  degree  the  tamp  must  be  screened  by  a 
diffusing  globe  of  considerable  area  and  low  Bpeeific  brightness. 

In  practice,  we  find  on  all  sides  serious  results  from  the  direct 
reflection  of  light  from  objects  viewed;  be  it  in  the  library  of  a 
palatial  residence  in  which  the  library  table  is  fitted  with  a  polished 
plate-glass  top,  or  in  a  factory  in  which  the  workmen  handle 
highly  polished  pieces  in  the  assembling  of  apparatus  or  face 
highly  polished  portions  of  machines,  the  baneful  influence  of  reg- 
ular reflection  may  be  noted.  In  many  cases  the  excessive  regular 
reflection  is  due  to  faulty  illuminating  engineering. 

In  one  instance  in  actual  practice  it  was  found  in  a  factory  that 
the  direct  reflected  light  which  reached  the  eyes  of  an  operator 
who  was  at  work  on  polished  material  was  almost  40  per  cent  of 
the  light  which  reached  the  object  viewed.  When  this  direct  re- 
flection was  cut  down  by  a  change  in  the  installation,  the  operator 
could  see  the  work  much  better  and  with  much  less  visual  fatigue. 

H.  Contrast.  It  has  been  stated  that  in  planning  the  artificial  il- 
lumination of  an  interior,  the  diffusion  and  direction  of  light  should 
be  such  as  to  avoid  striking  contrasts  in  illumination  in  different 
parts  of  the  interior.  There  is,  perhaps,  no  single  item  that  comes 
up  in  the  consideration  of  a  lighting  scheme  that  is  of  more  impor- 
tance, from  a  physiological  standpoint,  than  that  of  contrast.  This 
factor  has  already  been  considered  in  discussing  the  different  sys- 
tems of  carrj'ing  out  illumination  and  the  requisite  intensity  of  il- 
lumination for  specific  kinds  of  work.  We  may  consider  the  subject 
of  contrast  under  two  divisions,  (a)  contrast  in  intensity  or  char- 
acter of  illumination  in  different  parts  of  the  same  room  or  space, 
and  (h)  contrast  in  the  illumination  of  two  contiguous  rooms  or 
spaces. 

If  an  observer  passes  directly  from  one  interior  in  which  the 
illumination  is  of  a  high  order  to  a  contiguous  interior  in  which 
the  illumination  is  of  a  low  order,  the  intensity  of  illumination 
in  the  second  interior  may  strike  him  as  being  insufficient.  Had 
the  order  of  the  illumination  in  the  one  interior  been  the  same 
as  that  in  the  other,  even  though  the  illumination  in  both  interiors 
were  less  than  that  of  the  less  brightly  lighted  one,  the  observer 
might  have  found  this  reduced  intensity  of  illumination  quite 
sufficient.    If,  after  spending  some  time  in  the  less  brightly  lighted 
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interior,  the  observer  paeaCB  to  the  more  brilliantly  lighted  adjoin- 
ing room  he  may  deem  the  latter  over-illuminated.  These  effects 
are  due  to  contrast  in  illumination. 

An  isolated  show  window,  having  a  moderate  .intensity  of  illumi- 
oatioD,  may  admirably  set  forth  the  wares  displayed  therein,  but 
when  a  neighboring  window,  having  eight  or  ten  times  the  inten- 
sity of  illumination  of  the  first,  is  lighted  up  the  first  will  appear 
but  dimly  lighted,  and  the  owner  to  give  due  prominence  to  his 
display  will  be  compelled,  because  of  contrast  with  the  neighboring 
windoT,  to  raise  the  plane  of  his  illumination. 

Actual  measurements  show  that  largely  because  of  this  principle 
of  contrast  the  plane  of  illumiuation  in  stores,  public  buildings, 
places  of  amusement,  and  even  residences,  has  been  carried  much 
higher  in  some  cities  than  in  others,  and  abnormally  high  in  some 
sections  of  the  same  city.  For  example,  the  plane  of  illumination 
in  the  leading  stores,  especially  the  department  stores  in  New 
York  City,  has  gradually  been  raised  from  1  to  2  foot-candles 
(10  to  20  meter-candles)  to  4  to  6  foot-candles  (40  to  60  meter- 
candles),  A  part  of  this  rise  may  be  accounted  for  by  the  com- 
paratively recent  introduction  of  high-efficiency  lamps,  such  as 
the  tungsten,  mantle  burner  and  other  types,  but  the  most  potent 
factor  underlying  this  increase  in  intensity  is  undoubtedly  the 
principle  of  contrast.  When  your  neighbors'  stores  are  brightly 
lighted  you  are  compelled  in  self-defense  to  light  your  own  place 
brightly  because  of  the  contrast.  When  your  streets  and  public 
spaces  are  more  brightly  lighted  you  are  compelled  to  light  your 
homes  more  brightly  because  of  the  contrast. 

Considering  now  the  question  of  contrast  in  different  parts  of 
the  same  room,  we  have  an  analogous  condition  to  that  just  dis- 
cussed. If  one  part  of  a  room  is  extremely  bright  and  another 
part  estremely  dark,  the  bright  part;  appears  brighter  by  contrast, 
and  the  dark  part  darker.  If  these  contrasts  are  extreme,  the 
eye  receives  a  shock  more  or  less  violent  in  glancing  from  one 
part  of  the  room  to  another,  and  if,  as  may  happen  when  several 
people  in  conversation  are  seated  around  a  room  illuminated  in 
this  way,  one  frequently  looks  alternately  from  a  dark  section 
to  a  light  section  of  the  room  the  eye  is  soon  severely  taxed.  If, 
however,  the  conditions  of  contrast  are  only  very  moderate,  the 
eye  may  actually  be  rested  by  glancing  from  the  brighter  objects 
to  the  darker  objects  in  a  room. 
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If  brightly  lighted  walls  or  ceiling  be  within  the  ordinary  field 
of  view,  the  dlBcerDinent  of  objects  in  the  room  or  of  the  printed 
matter  on  the  page  of  a  book  on  which  the  illumination  intensity 
is  less  than  that  of  the  walls  and  ceiling,  will  be  far  more  difficult 
than  if  the  illuminfttion  intensity  on  the  objects  viewed  were 
greater  than  that  of  the  walls  and  ceiling  within  the  6eld  of  view. 

A  common  example  of  lighting,  in  which  the  evil  effects  of 
violent  contrast  are  strikingly  exhibited,  is  the  illumination  of 
a  moderately  large  dining  room  in  which  the  walls  are  very  dark 
in  color,  and  the  illumination  carried  out  exclusively  by  a  central 
dome  fixture,  approximately  2  feet  (61cm,)  above  the  table,  the 
fixture  being  equipped  with  two  or  three  16-candle-power  incan- 
descent lamps  within  the  dome,  which  latter  is  constructed  of 
slightly  translucent  art  glass.  The  table  is  brilliantly  illuminated, 
the  intensity  on  the  tahle-cloth  being  not  infrequently  from  8  to 
10  foot-candles  (80  to  100  meter-candles).  In  looking  across  the 
table  to  the  person  seated  opposite,  one  looks  through  a  field  of 
great  brightness  at  the  table  into  one  of  almost  dense  blackness 
at  the  walls.  It  need  hardly  be  stated  that  this  violent  contrast 
is  conducive  to  eye-strain. 

I.  Shadows.  We  are  so  accustomed  to  the  natural  shadows  that 
occur  in  daylight  that  we  rarely  notice  them,  yet  these  shadows  are 
absolutely  necessary  to  bring  out  the  form  and  perspective  of  objects 
viewed.  When  we  attempt,  however,  to  imitate  in  artificial  lighting, 
Ihe  conditions  that  obtain  in  daylight  illumination,  we  find  that 
unless  the  character  of  the  artificial  lighting  is  such  as  to  produce 
effects  of  light  and  shade  somewhat  similar  to  those  that  obtain  in 
daylight,  we  are  apt  to  fall  far  short  of  the  realisation  of  good 
illumination. 

Steinmetz  *  has  discussed  the  importance  of  the  subject  of 
shadow  in  illuminating  engineering  substantially  as  follows: 

Objects  are  seen  by  differences  in  color  and  in  intensity,  or 
brightness;  for  producing  differences  in  intensity  shadow  is  of 
great  awistance,  and,  indeed,  the  differences  of  intensity' by  which 
objects  are  seen  are,  to  a  large  extent,  those  due  to  shadows.  If 
the  illumination  were  perfectly  diffused  and  no  shadows  produced, 

•  C.  P.  St«lnmetE,  "  lllumlDatlon  and  Illuminating  ElDKlnecrlDg," 
Trans.  I.  K.  8.,  January,  1910. 
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then,  even  if  the  intensity  of  illiunination  were  aufficient,  the  il- 
lumination would  be  unsatiafactory  in  moat  cases  of  lighting,  be- 
cause of  the  loss  of  the  assistance  of  the  shadows  in  distinguishing 
objects.  Seeing  under  such  conditions  would  become  more  difficult, 
and  ,the  effect  of  the  illumination  would  be  uncomfortable. 

The  use  of  shadows  for  illumination  requires  directed  light, 
that  is,  light  coming  from  one  or  a  number  of  sources,  and  not 
merely  diffused  illumination  coming  from  all  directions.  However, 
it  is  not  sufficient  to  provide  directed  lighting  only. 

For  satisfactory  illumination,  it  is  necessary  to  have  sufficient 
directed  light  to  mark  the  edge  of  the  objects  by  their  shadow 
and  thereby  improve  the  distinction,  but  at  the  same  time  there 
must  be  sufficient  diffused  light  to  see  clearly  in  the  shadows  > 
that  is  to  say,  a  proper  proportion  of  directed  and  diffused  U^t 
is  necessary. 

In  cases  in  which  all  the  objects  assume  practically  the  same 
color,  such  as  in  flour  mills  or  foundries,  a  diffused  illumination 
without  shadows  would  make  the  illumination  so  bad  as  to  be 
practically  useless.  In  a  drafting  room,  on  the  other  hand,  where 
all  of  the  objects  requiring  distinction  are  in  one  plane,  and  the 
distinctiou  is  esclusively  by  differences  of  color  and  intensity,  but 
not  by  shadowB>  a  perfectly  diffused  illumination  is  required,  and 
noticeable  shadows  would  be  objectionable. 

The  purpose  of  the  shadow  in  illumination  is  to  mark  the  edge 
of  the  object,  and  to  show  its  height  by  the  length  of  the  shadow. 
The  shadow,  therefore,  should  not  extend  too  far  from  the  object 
to  which  it  is  related,  otherwise  it  loses  its  close  relation  to  it  and 
becomes  misleading,  and  therefore  interferes  with  good  illumina- 
tion. Hence  the  directed  light  should  come  from  above  in  a  di- 
rection making  a  considerable  angle  with  the  horizontal,  so  as  to 
limit  the  length  of  the  shadow,  but  the  light  should  not,  however, 
come  vertically  downwards,  as  this  direction  would  largely  obliter- 
ate shadows. 

In  the  use  of  shadows  in  iUmninating  engineering  it  is  neces- 
sary for  the  outer  edge  of  the  shadow  to  blur  or  gradually  to  fade, 
and  this  result  requires  that  the  source  of  directed  light  should 
not  be  small,  but  should  be  sufficiently  large  to  scatter  the  light 
at  the  outer  edge  of  the  shadow.  This  requirement  necessitates 
the  use  of  a  diffusing  globe  or  its  equivalent  so  as  to  have  the 
light  issue  from  a  fairly  large  luminous  area. 
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J.  Anthftio  Comideratioiu.  Some  one  has  stated  that  no  deeign 
of  illumination  ie  physiologically  correct  nnleBS  it  1b  aesthetically 
good.  However  this  may  be,  there  ie  no  question  aa  to  the  impor- 
tance of  aesthetic  considerations  in  planning  the  artificial  lighting 
of  an  interior. 

The  mere  delivery  of  a  definite  number  of  foot-candlea  on  a 
working  plane  is  only  a  small  part  of  the  performance  which  the 
illuminating  engineer  must  exact  of  his  tools ;  indeed,  this  feature 
of  the  illnminatlDg  design  may  often  be  relegated  to  an  entirely 
subordinate  place.  In  purely  utilitarian  lighting,  as  in  factories, 
the  aesthetic  feature  of  the  design  naturally  does  not  play  as  im- 
portant a  part  in  the  design  as  in  the  home,  the  library,  the  theater, 
etc. ;  but  even  in  the  factory,  where  up  to  the  present  aesthetic 
considerations  have  been  to  a  large  extent  ignored,  there  is  reason 
to  expect  that  it  will  actually  pay  to  devote  more  attention  to  this 
phase  of  the  aubject.  The  eye  craves  the  beautiful,  whether  it  be 
in  the  salon  or  in  the  workshop. 

A  lighting  fixture  that  is  not  in  harmony  with  its  surroundings 
is  a  fixture  out  of  place  even  if  it  gives  adequate  illumination. 
Illumination  that  does  not  give  suitable  color,  and  suitable  light 
and  shade  effects,  is  aesthetically  wrong,  and  therefore  defective. 

K.  Economy  and  Efficiency.  In  planning  a  system  of  illumi- 
nation, the  question  of  economy  in  first  cost  and  economy  of  up- 
keep may  be  a  governing  consideration.  In  fact  the  initial  cost 
of  the  lighting  equipment  is  commonly  a  limitation  that  is  placed 
upon  the  dedgn  of  the  illumination.  The  practical  problem  us- 
ually is  not,  "  What  system  of  lighting  will  give  the  best  illumina- 
tion ? "  but  "  What  is  the  beat  system  of  lighting  that  can  be 
installed  within  the  specified  limit  of  cost?  " 

A  mass  of  data  has  been  published  on  the  cost  of  illuminating 
interiors  by  different  classes  and  types  of  illuminants  and  by  dif- 
ferent systems  of  illumination,  but  these  data  are  very  incomplete 
in  that  they  do  not  fully  set  forth  all  of  the  conditions  that  obtain 
in  the  lighting  in  each  case.  Usually  the  criterion  in  these  data 
is  the  "  effective  "  lumens  per  watt  of  electric  power  expended  or 
per  cubic  foot  of  gas  consumed. 

As  has  been  previously  stated,  this  value  is  not  necessarily  a 
criterion,  and,  indeed,  is  often  far  from  being  a  criterion  of  the 
real,  that  is,  the  ultimate  economy  of  lighting.     Xo  matter  what 
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the  "  effective "  lumens  on  an  assumed  working  plane  jnay  be  or 
whether  these  lumens  are  produced  by  illuminante,  the  first  cost 
of  whicli  and  the  cost  of  the  upkeep  of  which  is  less  than  that  of  any 
other,  the  lighting,  broadly  speaking,  is  uneconomical  if  the  result 
of  the  illumination  is  physiologically  bad. 

The  amtching  arrangements  constitute  an  important  feature 
in  the  economy  of  use  of  light.  Economy  is  farthered  (a)  by  the 
facility  with  which  lamps  may  be  lighted  or  extinguished,  and 
(b)  by  the  separate  control  of  individual  lamps  or  groiips  of  lamps. 
Thus,  for  example,  if  the  control  of  a  lamp  or  lamps  is  conveniently 
locat«d,  the  user  will  be  more  apt  to  extinguish  the  lamp  that  is 
periodically  used  during  the  day  than  he  would  be  if  the  control 
were  remote.  Again,  if  the  natural  light  at  the  further  end  of  a 
room  is  insufficient  in  waning  daylight,  while  the  light  near  the 
windows  is  sufficient,  the  user  may  economize  in  lighting  if  the 
lamps  at  the  windows  are  grouped  under  separate  control,  thus 
permitting  the  lighting  of  lamps  in  the  darker  portions  inde- 
pendently. Similarly,  in  large  interiors,  the  separate  control  of  a 
pilot-lighting  circuit  that  is  intended  to  give  only  a  very  moderate 
illumination  after  hours  of  regular  use,  for  cleaning  purposes  and 
the  like,  often  results  in  considerable  economy  of  lighting.  Even 
in  the  dining  room  of  the  residence  the  separate  control  of  a  lamp 
of  small  candle-power,  giving  just  sufficient  light  for  setting  the 
table,  is  a  factor  in  the  economy  of  lighting. 

Efficiency  of  Illumination 

In  illuminating  work,  starting  with  the  illuminant,  we  have 
three  eGBciencies  to  consider:  (a)  the  efficiency  of  the  lamp,  that 
is,  the  lumens  generated  by  the  lamp  per  watt  of  electric  power 
exjwnded  in  the  lamp  or  per  cubic  foot  of  gas  consumed;  (b) 
the  gross  efBciency  of  the  illuminating  installation,  that  is,  Ihe 
lumens  effective  on  a  reference  plane  per  watt  of  electric  power 
expended  or  per  cubic  foot  of  gas  consumed;  and  (c)  the  net 
efficiency  of  the  illuminating  installation,  that  is,  the  lumens 
effective  on  a  reference  plane  per  lumen  generated.  The  net 
efficiency  mav  be  stated  to  be  the  efficiency  of  utilization  of  the 
light. 

While  the  ratio  of  lumens  delivered  on  the  reference  plane,  to 
lumens  generated,  is  a  measure  of  the  efficiency  of  utilization,  this 
ratio  is.  of  course,  not  to  be  taken  as  a  completi'  nieasure  of  the 
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illuminating  result.  The  illuminating  result  will  be  affected  by 
the  specific  brightneea  and  area  of  the  primary  and  secondary  light- 
ing sources  within  the  field  of  view,  the  contrast  in  intensity  of 
illumination  on  walls,  ceiling,  floor  and  objects  in  the  room,  etc. 
As  an  illustration  of  this  point  it  may  be  stated  that  if  an  indirect 
lighting  unit  designed  to  throw  all  the  light  to  the  ceiling,  were 
converted  into  a  direct  lighting  unit  by  simply  turning  the  unit 
updde  down,  tiie  lumens  delivered  on  the  working  plane  might, 
in  a  specific  case,  be  100  per  cent  greater  than  vhen  the  lamp 
and  reflector  are  turned  toward  the  celling.  The  efficiency  of 
utilization  in  the  former  case  may  be  twice  that  of  the  indirect 
lighting  unit,  but  the  illuminating  result,  if  it  could  be  ejipressed 
in  temu  of  ability  to  see  on  the  reference  plane,  might  never- 
theless be  decidedly  in  favor  of  the  indirect  lighting  unit. 

In  practice  it  is  found  that  we  msy  have  the  very  worst  lighting 
in  cases  in  which  the  largest  percentage  of  the  total  flux  of  light 
generat«d  by  the  lamps  is  delivered  to  the  working  plane.  Take, 
for  example,  a  living  room  30  feet  (6  m.)  long  by  15  feet  (4.5  m.) 
wide  and  10  feet  (3m.)  high,  with  dark-colored  walls,  the  lighting 
of  which  is  carried  out  by  a  single  lamp  in  the  center  of  the  ceil- 
ing, the  lamp  being  housed  in  a  deep  opaque-mirrored  reflector  of 
such  design  as  to  throw  the  maximum  light  on  the  working  plane, 
2  feet  6  inches  (91  cm.)  above  the  floor.  In  this  case  no  light 
goes  directly  to  the  celling  or  upper  portions  of  the  walls.  Such 
a  lighting  design  would  be  atrocious  from  the  standpvint  of  de- 
sirable illumination,  even  thongh  an  extremely  large  percentage 
of  the  total  flnx  of  light  from  the  lamp  were  delirered  on  the 
working  plane.  The  contrast  effect  in  illumination  would  be  so 
great  that  under  normal  conditions  of  usage  of  the  room  the  eye 
would  quickly  become  fatigued. 

Comparison  of  Direct  and  Indirect  Lighting 
The  greatly  increased  efficiency  of  lighting  made  possible  by  the 
introduction  of  improved  electric  and  gas  ilhiminants  has  led  to 
the  further  development  of  indirect  systems  of  illumination,  both 
electric  and  gas,  and  has  brought  to  the  foreground  the  discussion 
of  the  merits  and  shortcomings  of  this  method  of  lighting. 

In  the  system  of  illumination  known  as  "  indirect  lighting." 
the  primary  lighting  source  is  concealed  from  view,  and  the  il- 
lumination from  it  derived  wholly  from  reflected  light  from  the 
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ceiling  and  walls,  which  become  the  secondary'  lighting  sources. 
Indirect  lighting  maj  he  carried  out  by  lighting  soarces  disposed 
in  a  cove  or  coves  located  near  the  ceiling,  at  the  sides  of  a  room 
or  in  the  central  portion  of  a  room. 

Another  method  of  indirect  lighting  which  has  come  into  more 
or  less  prominence  within  the  past  year  or  two  is  carried  oat  by 
lighting  units  hnng  from  the  ceiling,  the  lamps  being  concealed 
from  view  by  an  opaque  backing.  This  is  the  system  to  which 
the  following  discussion,  for  the  most  part,  relates.  In  carrying 
out  this  system  the  lamps  are  backed  by  powerful  reflectors  pointed 
toward  the  ceiling.  Usually  the  lamp  and  ita  reflector  are  con- 
tained in  an  opaque  basket  or  bowl.  The  lighting  unit  may  con- 
sist of  a  single  lamp  and  reflector  or  of  a  number  of  lamps  and 
reflectors  all  mounted  in  the  same  housing. 

The  intent  of  the  design  of  this  system  of  lighting  is  to  totally 
conceal  the  primary  lighting  source  from  view,  and  to  throw  as 
large  a  percentage  of  the  total  flux  of  light  as  possible  directly 
to  the  ceiling.  To  make  the  system  effective  from  the  standpoint 
of  illumination  delivered  on  the  working  plane,  light-colored  ceil- 
ings are  required. 

Where  it  is  desired  to  confine  the  flux  of  light  within  a  small 
area  of  the  ceiling  a  concentrating  reflector  is  used,  and  where  a 
wider  distribution  is  desired  a  distributing  reflector  is  used.  It 
has  been  found  in  practice,  however,  that  the  distance  of  the  light- 
ing unit  from  the  ceiling  and  the  distribution  of  flux  of  light 
may  be  varied  within  comparatively  wide  limits  without  materially 
altering  the  numerical  value  of  the  illumination  intensity  on  the 
working  plane. 

It  will  be  seen  that  the  effidency  of  utilization  of  light  is  greater 
when  the  illumination  is  carried  out  by  this  method  of  indirect 
lighting  than  would  be  the  case  in  ordinary  indirect  lighting  by 
coves,  because  with  ordinary  cove  lighting  the  bulk  of  light  from 
the  lamps  suffers  at  least  two  reflections,  one  from  the  ceiling  and 
one  from  the  walls,  before  it  reaches  the  working  plane;  whereas, 
with  the  method  under  discussion  the  bulk  of  the  light  reaches  the 
working  plane  after  only  one  reflection — from  the  ceiling.  With 
a  single  reflection  from  the  ceiling,  the  loss  is  estimated  in  the  case 
of  tight  ceilings  not  to  exceed  about  40  per  cent  of  the  light  reach- 
ing the  ceiling.  In  the  case  of  an  additional  reflection  from  the 
walls  {assuming  tho  walls  to  have  the  same  coefficient  of  reflection 
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aB  the  ceiling)  the  light  reflected  from  the  ceiling  to  the  waits 
would  suffer  another  loss  of  about  40  per  cent.  If  the  walls  are 
dark  in  color  this  second  lose  might  easily  amount  to  85  or  even 
90  per  cent. 

While  it  is  true  that  in  the  earlier  forme  of  cove  lighting  the 
design  was  such  that  a  large  part  of  the  light  from  the  lamps  in 
the  cove  suffered  multiple  reflections  before  reaching  the  working 
plane,  coves  may  be  so  designed  that  the  bulk  of  the  light  will  be 
directed  to  the  ceiling  at  such  an  angle  as  to  suffer  only  one  re- 
flection. Moreover,  any  desired  angle  of  reflection  of  light  from 
the  ceiling  may  be  secured  by  suitably  designing  the  cove.  A  cove 
of  this  character  was  designed  and  installed  in  1907,  in  the  library 
and  assembly  room  of  the  Edison  Electric  Illuminating  Company, 
Boston,  Mass.  The  description  and  performance  of  this  lighting 
installation  are  recorded  in  the  TransactionB  of  the  Illuminating 
Engineering  Society.* 

The  most  important  point  to  consider  in  evaluating  the  claims 
of  any  system  of  lighting  is,  in  the  last  analysis,  the  .physiological 
effect  of  the  lighting. 

With  respect  to  the  relative  brightness  of  ceiling,  walls  and  floor, 
we  have,  with  the  indirect  lighting  system,  a  partial  inversion  of 
the  conditions  that  obtain  in  daylight  illumination.  With  the  in- 
direct system  of  lighting  the  ceiling  is  the  brightest  portion  of  the 
room;  whereas,  in  daylight  illumination,  the  floor  receives  the 
maximum  flux  of  light. 

In  general,  we  have  a  directive  side  illumination  in  daylight ;  the 
light  entering  the  interior  through  windows  at  the  sides  is  diffused 
throughout  the  room.  This  diffusion  does  not  mean  that  the  il- 
lumination is  shadowless.  On  the  contrary,  owing  to  the  direction 
of  the  light,  the  objects  in  the  room  cast  more  or  less  shadow. 
This  shadow  is  of  great  importance  in  distinguishing  objects  clearly 
and  in  giving  proper  perspective. 

In  the  eystera  of  indirect  lighting  by  suspended  lighting  units 
backed  by  opaque  reflectors,  the  ceiling  becomes  the  secondary  light- 
ing source  from  which  the  entire  illumination  of  the  room  must 
be  derived.  The  natural  result  of  illumination  of  this  character 
is,  that  the  side-shadow  is  either  absent  or  very  faint.    This  con- 

*  "  LlgbtlDg  of  tbe  BdlBon  Building,"  bj  Louis  Bell,  L.  B.  Marks  and 
W.  ITA.  Ryan.    Transactions  I.  E.  S.,  Octot>er,  1907. 
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dition  is  in  striking  contrast  with  that  which  obtains  ordinarily 
in  the  daylight  illumlDation  of  interiors. 

In  conaiderii^  the  physiological  effect  of  lighting  by  indirect 
illumination,  the  proportions  of  the  interior,  as  well  as  the  use 
to  which  the  interior  is  to  be  pnt,  must  be  taken  into  consideration. 
For  example,  in  a  room  with  a  very  high  ceiling,  where  the  ceiling 
is  not  within  the  ordinary  field  of  Tiaion,  a  relatiTely  high  specific 
brightness  of  the  ceiling  may  not  be  objectionable,  while,  on  the 
other  hand,  in  an  interior  in  which  the  ceiling  is  either  always  or 
for  a  large  part  of  the  time,  within  the  ordinary  field  of  vision  of 
those  occupying  the  room,  the  brightness  of  the  ceiling  and  side 
walls  have  an  important  bearing  on  the  ability  to  see  well. 

The  visibility  of  objects  depends  upon  a  number  of  conditions 
which  have  already  been  discussed.  Fundamentally,  one  of  the 
most  important  conditions  is  to  have  a  greater  intensity  of  light 
on  the  object  viewed  than  on  the  ceiling  or  other  portions  of  the 
interior  that  do  not  require  fine  discernment. 

A  very  high  intensity  of  illumination  on  the  ceiling  and  walls, 
when  these  are  within  the  ordinary  field  of  view,  operates  to  de- 
crease the  visual  sensibility  mainly  for  two  reasons: 

(1)  Because  a  iai^e  surface  of  relatirely  great  brightness  within 
the  field  of  view  per  se  reduces  the  ability  of  the  eye  to  discern 
darker  objects  on  the  working  plane,  and 

(3)  Because  the  strong  contrast  in  brightness  of  the  ceiling 
and  waits,  and  that  of  objects  in  the  room,  renders  it  more  difficult 
to  distinguish  details  of  the  objects  viewed.  Dark-colored  objects 
in  a  room  appear  all  the  darker  when  the  ceiling  and  upper  por- 
tions of  the  room  are  brighter. 

As  an  illustration  of  the  points  above  raised,  let  us  take  the  case 
of  a  library  in  the  home.  In  daylight,  in  the  average  library,  the 
intensity  of  illumination  on  the  ceiling  is  small  compared  with  the 
intensity  of  illumination  on  the  pages  of  a  book  in  the  hands  of 
a  reader.  In  order  that  the  walls  may  not  constitute  a  secondary 
lighting  source  of  relatively  high  brightness,  they  are  usually 
finished  in  green  or  other  moderately  dark  color  which  will  absorb 
a  targe  percentage  of  the  light  incident  thereon.  The  reader  is, 
therefore,  not  subjected  to  the  visual  strain  which  is  incident  to 
having  a  relatively  bright  secondary  lighting  source  within  the 
field  of  view,  and  his  ability  to  read  with  comfort  is  not  reduced 
by  the  contrast  effect  produced  by  a  condition  in  which  the  ceiling 
and  walls  are  brighter  than  the  pages  of  the  book. 
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In  reading,  it  is  desirable  to  leet  the  eyes  occasionally.  If,  in 
glancing  away  from  the  book,  the  eye  cannot  escape  the  relatively 
bright  ceiling  oi  walls,  fatigue  of  the  eye  sets  in  much  sooner  than 
when  the  specific  brightness  of  the  ceiling  and  walls  is  of  a  low 
order.  In  conversing  with  people  seated  on  the  opposite  side  of 
the  room,  the  same  holds  true.  If  the  general  direction  of  the 
light  is  directly  downward,  as  is  the  tendency  in  the  indirect  light- 
ing system  under  discussion,  the  absence  of  shadow,  or  the  unnat- 
ural position  of  the  shadow,  is  trying  to  the  eye. 

In  the  cafe  of  a  very  large  room  illuminated  by  indirect  lightit^, 
the  effect  of  the  downward  light  is  very  noticeable.  In  such  a  case 
the  directive  value  of  the  light  reflected  from  the  side  walls  is 
minimized.  The  eyebrow  of  a  person  standing  in  such  a  room 
casts  a  comparatively  strong  shadow  downward  on  the  face,  with 
the  result  that  the  features  of  a  person  may  not  be  clearly  dis- 
tinguishable except  at  rather  short  range.  This  condition  is  in 
striking  contrast  to  that  which-  obtains  in  the  same  room  in  day- 
hght,  when  the  lighting  of  the  room  is  carried  out  by  aide  win- 
dows. To  partially  offset  the  downward  shadows,  the  floor  of  the 
room  might  be  finished  in  a  light  tint  for  the  purpose  of  redirecting 
the  light  upward  by  reflection.  Obviously,  however,  such  a  pro- 
cedure, even  if  otherwise  practicable,  would  introduce  an  even 
more  serious  difficulty,  as  the  light  reflected  from  the  floor,  coming 
from  an  unnatural  direction,  would  produce  visual  fatigue. 

In  considering  the  effect  of  light  upon  the  eye,  cognizance  must 
be  taken  not  only  of  the  specific  brightness  of  the  primary  or  sec- 
ondarj'  lighting  sources  within  the  fleld  of  view,  but  also  of  the 
area  of  these  sourceB.  It  has  been  demonstrated  that  of  two  light- 
ing sources  having  the  same  specific  brightness,  that  source  which 
has  the  greater  area  exposed  to  the  eye  will  produce  the  greater 
glare. 

Absolute  uniformity  of  illumination  is  desirable  only  in  a  few 
instances  in  practice.  With  rare  exceptions,  a  variation  in  the 
intensity  of  illumination  in  different  parts  of  a  room  is  desirable. 
Take,  as  an  example,  an  extreme  case  in  which  an  object  is  il- 
luminated equally  in  all  directions.  An  object  so  illuminated 
loses  form  and  detail  when  viewed. 

Millar*  found  in  an  experimental  installation,  that,  based  on 

*P.  S.  Millar,  The  Elements  of  Inefficiency  In  DIRused  Lighting 
Syatems.    Trans.  I.  E.  S.,  Vol.  II.  1907,  p.  B90. 
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an  average  of  ten  observers,  the  intensity  of  illumination  required 
for  reading  with  indirect  lighting  was  65  per  cent  higher  than 
with  direct  lighting.  He  states,  however,  that  the  conditions  of 
the  installation  were  such  that  the  increase  in  intensity  required 
■  for  reading  with  indirect  lighting  was  probably  lander  than  may 
he  considered  a.  representative  value.  He  found  further  that  if  - 
a  placard  was  viewed  at  a  distance  of  8  or  10  feet  (8.5  to  3  m.) 
thirty  times  as  much  light  was  required'  to  enable  an  observer  to 
read  it  as  well  with  the  indirect  lighting  as  with  the  direct  light- 
ing arrangement.  In  this  test  large  portions  of  the  walls  were 
within  the  angle  of  vision,  and  esercised  a  powerful  inflnenee 
upon  the  eyes  of  the  observer  with  both  lighting  systems.  With 
the  direct  lighting  system  the  walls  were  relatively  dark,  influ- 
encing the  pupillary  action  of  the  eye  so  that  a  low  intensity  upon 
the  placard  appeared  satisfactory.  With  the  indirect  lighting  sys- 
tem they  were  brilliantly  illuminated,  and  so  afFected  the  eye  that 
a  very  intense  illumination  was  required  upon  the  placard. 
Millar  draws  these  conclusions  from  the  teste : 
"  In  Indirect  IlKhtlns  Bystems  of  tbe  class  considered,  where  tbe  Illu- 
mination of  a  worklDS  plane  Is  one  of  the  prime  objectfl,  a  large  propor- 
tion of  the  light  la  loet;  that  which  Is  not  lost  becomes  less  eltecttve; 
brilliant  Illumination  Is  produced  where  It  la  useless  and  even  undesir- 
able; and  conditions  are  established  which  create  a  demand  for  an 
unduly  high  Intensity  or  Illumination  on  objects  viewed.  These  effects 
we  preeent  Id  varying  degree  In  all  systems  in  which  contr<M  of  an; 
large  proportion  of  the  light  la  lost.  Among  such  are  cove  lighting, 
lighting  with  Bbylight  effects,  tube  lighting,  and  all  systeme  in  which 
the  brtUlaacy  ot  the  light  source  is  reduced  by  diffusing  eurtacee  used 
without  any  directing  adjuncts.  Lighting  with  large  sources  Is  more 
liable  to  these  effects  than  lighting  with  small  sources.  Tbe  facte  In- 
dicate the  need  for  devoting  as  much  care  to  securing  suitable  mini- 
mum inteneltles,  as  ia  generally  expended  In  striving  for  maximum 
values.  In  certain  classes  of  lighting  where  more  light  Is  asked  tor, 
the  requirements  may  be  served  by  reducing  the  Intensity  of  Illumina- 
tion on  unimportant  objects  which  are  unnecesBarlly  well  Illuminated. 
By  taking  advantage  of  opportunities  to  minimize  Intensities  at  un- 
important places,  efUcIency  ts  gained,  and  good  lighting  as  well" 

Attention  is  directed  to  the  fact  that  the  experimental  installa- 
tion on  which  the  tests  above  recorded  were  made,  is  not  repre- 
sentative, and  does  not  pretend  to  be  representative,  of  the  best 
types  of  lighting  installations.  It  is  quite  probable  that  if  the 
lighting  units  for  indirect  lighting  had  been  differently  disposed 
in  these  tests,  the  results  would  have  been  affeeted  accordingly. 
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For  example,  if  the  flux  of  light  from  these  units  had  beeu  con- 
centrated on  the  central  portion  of  the  ceiling,  instead  of  broadly 
distributed  over  the  entire  area  of  the  ceiling  and  upper  side 
walla,  as  in  the  testa,  the  brightness  of  the  walls  would  not  have 
esereiBed  such  a  powerful  influence  upon  the  eyes  of  the  observer ; 
in  fact,  if  the  walls  had  been  dark  in  color,  the  relative  values  for 
direct  and  indirect  lighting  would  undoubtedly  have  been  mate- 
rially modifled. 

There  is  need  of  an  exhaustive  study  of  this  problem,  especially 
in  view  of  the  fact  that  in  modern  lighting  there  is  a  tendency 
to  go  from  one  extreme  to  -the  other,  that  is  to  say,  to  illuminate 
directly  by  brilliant  exposed  lamps,  or  to  illuminate  indirectly  by 
totally  concealed  lamps. 

The  rapidly  growing  number  of  inatallationB  in  which  the  in- 
direct system  of  lighting  is  carried  out,  is  proof  that  there  is  a 
demand  for  this  kind  of  lighting.  The  elements  that  create  this 
demand  need  to  be  carefully  investigated. 

Mr.  J.  R,  Cravath,  in  a  report  of  tests  of  indirect  lighting,* 
calls  attention  to  some  essential  points  to  be  borne  in  mind  in  the 
application  of  indirect  lighting  from  suspended  chandeliers.  He 
states  that  the  efficient^  of  such  a  system  will  depend  largely 
on  the  proportion  of  the  light  which  is  reflected  directly  from  the 
ceiling  to  the  working  plane.  He  advocates  the  system  of  indirect 
lighting  by  central  chandeliers,  in  which  system  the  lamps  are 
backed  by  opaque-mirrored  reflectors,  and  the  illumination  ob- 
tained by  reflection  from  comparatively  limited  areas  of  the  ceil- 
ing. Comparing  the  effectiveness  of  direct  and  of  indirect  lighting 
he  comments  as  follows: 

"  We  all  recognize  that  illumination  Is  more  a  phyalologlcal  problem 
than  a  physical  one.  Foot-candle  values  are  worthleeB  unlesB  the  light- 
ing equipment  la  so  arranged  as  to  unable  ub  to  see  objects  with  the 
greatest  comfort  consistent  with  the  wattage  used.  Uany  arguments 
both  for  and  against  Indirect  illumination  have  beeu  advanced  which 
have  been  baaed  largely  on  opinions  or  prejudices  not  Justified  b;  In- 
vestigation, experience  or  ecleotlflc  research.  All  will  probably  agree 
that  a  BuiBciency  of  dltlused  daylight  is  likely  to  be  more  satisfactory 
than  any  artificial  lighting  system  tliat  we  are  likely  to  deviae  for  many 
years  to  come.  Where  this  Is  not  true,  it  ts  usually  because  of  the 
Iniufflctency  of  the  daylight.  The  first  queetion  to  be  asked  regarding 
any  system  of  lighting  Is,  therefore,  aa  to  how  nearly  It  approaches 

•  Some  Notes  and  Tests  on  Indirect  Illumination.  J.  R.  Cravath. 
Trans.  I.  B.  S.,  April,  1909.  p.  290. 
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daylight  In  itB  effects.  The  llluminaUoa  produced  by  r  syBtem  ot  in- 
direct lighting  like  that  upon  which  these  tests  were  made  may  tic  com- 
pared to  that  received  by  daylight  from  a  rather  dense  skylight.  It 
dlBers  from  such  daylight  matnly  in  Intensity  and  color.  The  general 
diffusion  and  shadow  effects  are  much  the  same.  It  differs  from  day- 
light received  through  windows  mainly  In  the  angle  at  which  light  Is 
received  and  In  Ita  Intensity  and  color.  In  our  so-called  direct-lighting 
aystems  we  really  have  a  combination  ot  direct  lighting  and  Indirect 
lighting,  part  of  the  light  being  received  direct  from  the  source  and 
part  by  reflection  from  ceilings  and  walls.  Direct  lighting  differs  from 
the  Indirect  lighting  scheme  under  discussion  In  that  the  shadows  pro- 
duced by  the  direct,  are  much  sharper.  In  this  way  the  direct  is 
somewhat  like  direct  sunlight,  but  It  certainly  is  not  like  diffused  day- 
light as  received  through  a  window  or  skylight.  Both  diffused  day- 
light and  the  Indirect  system  under  discussion  produce  shadows,  but 
they  are  not  marked." 

Mr.  Cravath  repoite  that  the  specific  conBumption  of  electric 
power  in  the  above  tests  of  indirect  lighting  was  ae  follows : 

WBtUper  effective  lumen 

Light-colored  celling  and  walls 0.36 

Usbt-colored  ceilings  and  dark  walls 0.15 

From  the  data  of  the  testa  it  appears  that  the  net  efficiency, 
that  is,  the  ratio  of  the  lumens  effective,  to  the  total  lumens  gen- 
erated, was  approximately  36  per  cent  for  light-colored  walls  and 
SS  per  cent  for  dark-colored  walls.  Compared  with  commercial 
systems  of  direct  lighting  employing  efficient  reflectors,  tlie  above 
values  indicate  that  for  the  same  type  and  candle-power  of  lanp, 
the  indirect  system  requires,  in  general,  at  least  50  to  76  per 
cent  more  power  for  equivalent  effective  illumination  than  the 
direct  system.  The  effective  illumination  referred  to  above,  is 
taken  as  the  mean  illumination  on  a  horizontal  plane  S  feet  6 
inches  (91cm.)  above  the  floor.  The  figures  given  refer  to  new 
lighting  installations,  with  clean  lamps  and  reflectors.  As  the 
lamps  and  reflectors  of  the  indirect  lighting  system  point  toward 
the  ceiling,  the  more  rapid  deterioration  due  to  dust  must  be  con- 
sidered in  comparing  the  "  working "  efficiency  with  that  of  the 
direct  system. 

In  an  elaborate  series  of  tests  made  in  190'!'  for  the  Association 
of  Edison  Illuminating  Companies,  Sharp  and  Millar  •  present 

•  Paper  on  "  Experimental  Data  on  Illuminating  Values."  C.  H. 
Sharp  and  P.  S.  Millar.  Read  at  meeting  of  Association  ot  Kdlson 
Illuminating  Companies,  September  10,  1907. 
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photometric  data,  illumination  values  and  eEficiencj  values  for  a 
variety  of  illuminating  installations,  including  direct  and  indirect 
lighting. 

The  testa  were  made  in  the  auditorium  of  the  New  York  Edison 
Company  in  New  York  City.  The  illuminating  installations 
were  selected  with  a  view,  (1)  to  bring  out  the  relative  illumina- 
tion efficiencies  obtainable  with  similar  illuminants,  variously  ar- 
ranged and  variously  equipped  with  Te£ectors,  globes,  etc.,  and 
(S)  to  give  a  basis  for  reliable  comparisons  of  the  illuminating 
efiBciencieB  of  illuminants  of  different  ^^s. 

Though  the  results  of  these  tests  apply  in  all  strictness  only 
to  the  room  in  question,  their  general  value  will  be  manifest.  For 
information  as  to  the  specific  conditions  of  the  tests,  'reference 
must  be  made  to  the  paper.  Space  will  permit  here  only  of  stating 
in  brief  a  few  of  the  more  important  results  as  follows : 

For  a  cove  lighting  installation  with  coves  located  in  the  usual 
manner  at  the  sides  of  the  room  near  the  ceiling,  the  authors  found 
a  net  efficiency  of  23.7  per  cent.  The  lamp  installation  consisted  of 
incandescent  lamps  placed  19  inches  (48.5  cm.)  apart,  at  right 
angles  to  the  axis  of  the  cove,  and  at  an  angle  of  45°  to  the  hori- 
zontal. The  cove  was  re-enameled  white  immediately  before  the 
test. 

For  an  exposed-lamp  installation,  with  clear-glass  incandescent 
lamps  mounted  near  the  ceiling,  the  net  efficiency  was  48.6  per 
cent  as  compared  with  47  per  cent  for  frosted  incandescent  lamps. 
This  test  is  of  interest  in  showing  the  very  slight  decrease  in  net 
efficiency  by  the  substitution  of  frosted  for  clear  lamps.  The 
collateral  advantages  of  such  a  substitution  in  many  eases,  are  too 
well  known  to  need  comment. 

When  these  lamps  were  equipped  with  prismatic-glass  reilectoifi, 
the  net  efficiency  rose  to  73  per  cent,  and  when  equipped  with 
opaque  silvered  reflectors  the  net  efficiency  was  89  per  cent.  The 
last  test  is  interesting  in  showing  what  a  large  proportion  of  all 
the  light  generated  can  be  thrown  on  the  plane  of  reference.  It 
should  he  noted,  however,  that  in  evaluating  the  performance  of 
reflecting  devices  the  effective  illumination  on  the  working  plane 
is  only  one  factor  and  in  many  cases  this  factor  is  relatively  un- 
important. In  a  living  room,  for  esample,  this  factor  is  quite 
secondary,  while  in  a  show  window  it  is  all  important. 
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Summarizing  the  efficiency  values  given  above  we  have,  in  round 
figures,  the  following,  all  taken  for  light-colored  ceiling  and  walls: 

Efficiency  of  iitilization=   Oumena  effective^^ 
{lumens  gRnerated) 

1.  Indirect  lighting:  cove  lighting 20%  to  36% 

Indirect  lighting:  llghtlog  unitB  Buspended  from  celling.  35% 

2.  Direct  lighting:  lamps  near  celling— frosted  lamps 60% 

Direct  lighting:    lamps   near   celling— tamps  equipped 

with   efllciant   reflpctora    76% 

Lbctitbe  III 
Design  of  Interior  lUumwation 

The  limitations  of  space  are  such  that  no  attempt  will  be  made 
herein  to  cover  broadly  the  application  of  the  principles  just  set 
forth.  A  few  typical  cases  will  be  taken  up  for  consideration,  and 
the  plan  of  procedure  in  the  design  of  the  illumination  in  these 
cases  will  be  discussed,  not  with  the  idea  of  laying  down  hard 
and  fast  rules,  which  after  al)  might  have  a  very  limited  applica- 
tion, but  rather  with  the  idea  of  offering  a  suggestive  outline  which 
may  be  of  general  value  in  the  design  of  other  lighting  installations. 

Whether  the  lighting  be  for  the  home,  the  library  or  the  shop,  the 
same  general  principles,  broadly  speaking,  must  be  applied.  In 
the  application  of  these  principles  each  individual  case  requires 
special  study. 

Let  us  start  with  the  architect's  plans  of  a  building  in  a  typical 
case.  Eig.  16  shows  a  plan  of  the  first  fioor  of  the  State,  War  and 
Navy  Building,  Washington,  D.  C.  This  plan,  together  with  sim- 
ilar plans  for  other  floors,  is  transmitted  to  the  engineer  with  the 
request  that  he  design  a  system  of  illumination  for  the  building. 
The  plans  give  information  only  as  to  the  general  arrangement, 
size  and  height  of  the  rooms,  corridors,  etc.,  in  the  building. 

In  considering  the  design  of  the  lighting,  the  first  question  that 
naturally  suggests  itself  is,  "  What  is  the  use  to  which  the  building 
is  to  be  put?"  In  tliis  case,  the  building  is  used  largely  for  office 
purposes. 

As  shown  on  tlie  plan,  the  first  floor  space  is  divided  into  several 
rows  of  rooms,  each  room  being  accessible  from  a  corridor.  A 
typical  room,  marked  "  A  "  on  the  plans,  will  be  coDsidered.  The 
plan  and  elevation  of  this  room  is  shown  on  a  larger  scale  in 
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Fig.  17,  The  dimensione  of  the  room  are  19  feet  10  inches  (6  m.) 
long  by  18  feet  (5.5  m.)  wide  by  16  feet  (4,8  m.)  high  in  the  clear. 
The  wails  and  ceiling  ate  plaster  finish,  the  walls  being  painted 
a  moderately  dark  tint  and  the  ceilings,  which  are  arched  between 
beame,  are  kaleomined  white.  The  trima  of  the  windows  and  door 
are  painted  in  a  light  tint,  the  door  itaelf  being  finished  in  dark 


■::2:^^^^^s^^^^^^^ 


mahogany.  The  room  is  equipped  with  black  walnut  aud  mahog- 
any file  caaes  extending  on  two  or  more  sides  to  a  height  of  8  feet 
to  12  feet  (3.5  m.  to  3.6  ra.).  Some  of  the  rooms  are  furnished 
with  a  double  ilat-top  desk  in  the  center  of  the  room,  and  one  or 
more  typewriter  desks  in  various  locations.  Other  rooms  have  two 
or  more  roll-top  or  flat-top  desks  arranged  one  in  each  window  bay, 
and  one  or  more  additional  tables  or  desks  for  clerks.  Some  of  the 
rooms  have  high-standing  bookkeepers'  desks. 
The  regular  office  work  in  these  rooms  is  conducted  between  the 
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hours  of  9  a,  m.  and  4.30  p.  ra.,  with  occasioual  overtime  and  even- 
ing work.  The  main  work  is  of  general  office  character,  including 
clerical  work,  typewriting,  bookkeeping,  making  transcripts  from 
records  and  examining  and  filing  documents. 

In  considering  a  design  of  a  lighting  installation  to  best  meet 
the  requirements  in  this  case,  let  us  revert  to  the  fundamental 
principles  laid  down  in  Lectures  I  and  II. 

A.  Selection  of  the  niuminant.  It  is  speciHed  by  the  owner  that 
electricity  should  be  used  for  lighting  throughout.  The  selection 
of  the  tungsten  incandescent  lamp  in  this  instance  meets  all  the 
requirements  set  forth  under  the  subheadings  (a)  to  (h),  inclusive. 

B.  Inten§ity  of  Blumination.  In  determining  the  iatensiiy  of 
illumination  required,  we  must  resort  to  experience  factors,  but  in 
so  doing  great  care  must  be  taken  to  make  due  allowance  for  all 
differences  between  the  installation  which  is  being  planned  and 
similar  installations  for  which  we  have  the  experience  factors.  We 
must  also  take  into  account  the  "  personal  equation  "  of  those  who 
use  the  light.  For  the  installation  under  discussion,  a  somewhat 
higher  intensity  of  illumination  is  planned  than  might  otherwise 
be  needed,  as  the  artificial  light  is  used  for  the  most  part,  only 
during  the  hour  of  waning  daylight.  At  this  time  of  day,  artificial 
illumination  is  used  to  supplement  daylight;  under  these  condi- 
tions we  find  by  experience  that  a  higher  intensity  of  artificial 
tight  is  requited  than  at  night. 

The  actual  working  space  in  the  room  is  somewhat  less  than 
might  be  inferred  from  the  examination  of  the  floor  plan,  as  there 
is  considerable  fiirnfture  located  at  the  aides  of  the  room.  It  is 
planned  to  have  an  illumination  intensity  of  substantially  3  foot- 
candles  (33.3  meter-candles)  on  the  working  spaces.  As  previously 
pointed  out,  stress  is  not  laid  on  the  numerical  value  of  the  foot- 
candle  intensity,  except  in  connection  with  the  fulfillment  of  the 
requirements  set  forth  in  Lecture  I,  Principles  of  Artificial  Il- 
lumination, Section  %  and  Headings  G  to  I,  inclusive. 

Power  Connimptioii.  The  wattage  required  to  produce  an  in- 
tensity of  substantially  3  foot-candles  (3S.3  meter-candles)  on  the 
working  spaces  in  a  room  of  this  character,  with  tungsten  lamps 
located  near  the  ceiling  and  equipped  with  the  reflectors  herein- 
after specified,  is  estimated  from  experience  factors  to  be  approxi- 
mately 1  watt  per  square  foot  (10.76  watts  per  sq.  m.)  of  floor 
space.     The  floor  area  is  360  square  feet.     Therefore,  the  total 
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wattage  required  ie  360.  If  four  similar  units  are  used  ia  a 
room,  as  planned,  the  nearest  commercial  size  of  unit  available 
would  be  the  100-watt  lamp. 

C.  System  of  ninmmation.  Beferring  to  the  classification  of 
systems  of  illumination  given  in  Lecture  II,  in  which  these  sys- 
tems are  broadly  classified  under  ftve  headings,  it  is  submitted 
that  the  particular  needs  in  this  case  will  be  best  met  by  system 
(1) — general  illumination  by  direct  lighting.  A  strictly  local 
system,  such  as  has  heretofore  been  used  in  the  building  under 
discussion,  is  found  to  be  objectionable,  first,  because  of  the  large 
number  of  individual  spaces  that  require  a  moderately  high  inten- 
sity of  illumination;  second,  because  of  the  frequent  shifting  of 
desks,  furniture,  etc.,  in  the  rooms;  third,  because  of  the  incidental 
deterioration  and  lamp  breakage  due  to  handling  or  tampering 
with  the  lamps ;  fourth,  because  of  the  increased  regular  or  specular 
reflection  from  local  lamps;  fifth,  because  of  the  strong  contra.sts 
in  illumination  in  the  room. 

D.  Location  of  Iiightiug  Sources.  Having  planned  to  secure  an 
intensity  of  substantially  3  foot-candles  {32.3  meter-candles)  on 
the  woiking  spaces,  it  now  remains  to  so  locate  the  lighting  units 
that  the  total  ftus  of  light  will  be  suitably  distributed, 

Let  us  assume,  first,  that  only  a  central  lighting  unit  were  used. 
While  it  is  true  that  in  this  case  a  design  might  be  worked  out  tc) 
distribute  the  light  fairly  evenly  on  the  working  spaces,  such  a 
disposition  of  the  lighting  source  would  not  meet  the  situation 
for  the  reason  that  the  light  would  cast  objectionable  shadows  on 
the  work  of  some  of  those  seated  at  tables  or  desks  at  the  sides  of 
the  room.  To  avoid  these  shadows,  and,  at  the  same  time,  to  dis- 
tribute the  flux  of  light  to  best  advantage,  it  is  desirable  in  tins 
case  to  provide  at  least  four  ceiling  outlets  located  near  the  corners, 
as  shown  in  the  plan.  Such  a  location  would  conform  to  the  re- 
quirements of  sections  (d),  (e),  (f)  and  (g),  under  the  heading 
of  "  D,"  Lecture  II,  and  would  also  insure  the  adequate  illumina- 
tion of  the  high-standing  wall  cases. 

£.  Lighting  Fizturea:  Olobes,  Shades  and  Refleotots.  With 
lamps  located  near  the  ceiling,  as  in  this  case,  suitable  reflectors 
must  be  provided  for  directing  a  large  proportion  of  the  light  down- 
ward within  a  definite  and  limited  zone,  at  the  same  time  permit- 
ting a  portion  of  the  light  to  issue  upwards  and  sidewards  for  the 
moderate  illumination  of  the  ceiling  and  upper  portions  of  the 
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walls.  To  meet  these  conditioDS  translucent  reflectors  of  the  in- 
tensive type  are  used. 

7,  0,  H,  I,  J  and  E.  With  regard  to  glare  and  intrinsic  bright- 
ness, as  the  lighting  sources  are  not  within  the  visual  angle,  the 
eye  is  not  exposed  to  the  glare  of  the  lamps  theniselvea. 

If  the  lighting  units  were  disposed  within  the  field  of  view,  as, 
for  example,  on  wall  hracketa  6  or  ?  feet  (1.8  to  2.1  m.)  above  the 
floor,  it  would  be  necessary  to  materially  reduce  the  specific  bright- 
ness of  the  sources.  Even  with  lamps  at  the  ceiling,  out  of  the 
field  of  view,  the  specific  brightness  must  be  kept  within  the 
lowest  practicable  limit,  as  the  glare  due  to  regular  or  specular 
reflection  from  polished  surfaces  of  wall  cases,  articles  in  the  room, 
etc.,  may  be  very  objectionable  if  the  specific  brightness  of  the 
source  he  high. 

Id  the  design  under  consideration,  the  effect  of  specular  reflec- 
tion is  very  much  less  than  with  a  local  system  of  lighting  in  which 
the  lamps  are  placed  close  to  the  work.  Moreover,  the  distribution 
of  illumination  in  the  proposed  design  is  such  that  striking  con- 
trasts in  the  intensity  of  illumination  in  different  parts  of  the 
room  are  avoided.  Furthermore,  with  the  lighting  plan  proposed 
there  will  be  no  striking  contrast  in  the  intensity  of  illumination 
of  the  various  rooms  on  the  floor;  this  fact  has  an  important  bear- 
ing in  the  present  instance,  as  the  employees  have  occasion  in  the 
course  of  their  work  to  pass  from  one  room  to  another. 

The  precautions  taken  to  avoid  objectionable  shadows  have  al- 
ready been  discussed  under  heading  D. 

To  secure  economy  of  lighting,  the  switch-control  is  such  as  to 
permit  of  the  use  of  a  single  lamp  in  the  room. 

Diitribution  of  niuniiuttion.  In  Fig.  18  is  represented  the  in- 
tensity of  direct  illumination  on  a  reference  plane  2  feet  6  inches 
(91  cm.)  above  the  floor,  with  four  100-watt  bowl-frosted  tungsten 
lamps  equipped  with  intensive  prismatic  reflectors.  The  distribu- 
tion of  illumination  is  calculated  from  the  polar  candle-power 
curves  of  the  lighting  unit,  which  are  assumed  to  be  known.  The 
lamps  are  numbered  1,  3,  3  and  4.  One  of  the  distribution  curves 
shows  the  mean  foot-candle  intensity  due  to  the  four  lamps,  on  all 
points  along  a  diagonal  of  the  room ;  another  curve  shows  the  foot- 
cnndle  intensity  at  all  points  on  a  line  passing  through  the  center 
of  the  room  and  parallel  to  the  side  walls;  and  a  third  curve  shows 
the  foot-candle  intensity  due  to  one  lamp  only  (lamp  No.  3)  on 
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the  diftgonal.  As  the  distribution  of  the  light  of  each  unit  is 
symmetrical,  the  two  curves  showing  the  total  illumination  in- 
tensity derived  from  all  of  the  lamps,  afford  a  sufficient  basis  for 
predetermining  the  intensity  at  any  point  in  the  working  portion 
of  the  room. 

The  illumination  intensities  shown  in  these  curves  are  for  the 
direct  light  of  the  lamps,  and  do  not  take  cognizance  of  the  added 
intensity  dne  to  reflection  from  the  ceiling,  walls  and  furniBhings. 
To  determine  the  actual  intensity  of  illumination  on  objects  in  the 
room,  the  values  given  in  the  curves  must  be  increased  by  an 
amount  dependent  upon  the  coefficient  of  reflection  of  the  ceiling, 
walls,  etc.  To  evaluate  this  coefficient,  recourse  must  be  had  again 
to  experience  factors.  If  the  room  were  furnished  in  light  colors, 
and  the  walls  unobstructed  by  high-standing  furniture,  the  in- 
crease in  intensity  due  to  reflection  might  easily  be  equal  to  the 
intensity  due  to  the  direct  light  of  the  lamps;  that  is  to  say,  the 
intensity  of  illumination  on  the  working  plane  under  th^e  condi- 
tions would  be  double,  or  more  than  double,  that  shown  in  the 
curves  in  Fig.  18. 

In  a  room  of  the  size  and  type  of  that  under  consideration,  with 
light-colored  ceiling  and  moderately  dark-colored  walls,  and  with 
high-standing  dark  furniture  along  the  walla,  it  is  estimated  that 
the  increase  in  illumination  intensity  on  the  working  plane,  due 
to  reflection  from  ceiling,  walls,  etc.,  will  be  about  40  per  cent. 
Allowing  for  this  increase,  the  actual  intensity  of  illumination  on 
the  working  plane  in  Boom  "  A  "  will  therefore  be  approximately 
3  foot-candles  (33.3  'meter-candles).  The  distribution  curves 
(Fig.  18)  show  that  within  the  working  spaces  the  minimum  in- 
tensity of  illumination  will  fall  very  little  short  of  3  foot-candles 
(32.3  meter-candles),  and  the  maximum  intensity  will  exceed  this 
amount  only  very  slightly. 

Fig.  19  shows  a  plan  and  elevation  of  a  typical  corridor  in  the 
State,  War  and  Navy  Building.  The  width  of  the  corridor  is  13 
feet  (3.6  m.)  and  the  height  of  the  ceiling  16  feet  (4.8  m.).  The 
finish  is  in  moderately  dark  colors.  At  various  points  alAng  the 
corridor  are  located  messengers'  desks,  at  which  a  sufficient  inten- 
sity of  illumination  for  reading  fine  print  is  at  times  required. 
For  the  illumination  of  these  corridors  a  system  of  general  com- 
bined with  local  lighting  is  planned.  A  relatively  high  intensity 
of  illumination  is  needed  at  the  desks,  whereas  a  low  intensity  of 
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illnminatioD  will  suffice  for  the  other  spaces.  The  lamps  are 
mounted  on  the  ceiling,  and  their  location  in  the  bays  is  dictated 
by  the  stmctaral  conditions.  As  a  long  row  of  lamps  will  be  within 
the  field  of  view  of  a  person  walking  along  the  corridor,  the  lamps, 
even  though  monnt«d  at  a  height  of  14  feet  6  inches  from  the 
floor,  are  screened  from  view  by  a  diffusing  shade ;  100-watt  bowl- 
frosted  tungsten  lamps  with  intensive  prismatic  reflectors  are  used. 
The  lighting  units  are  placed  from  21  to  25  feet  apart,  depending 
upon  the  structural  conditions. 

The  distribution  of  illumination  along  the  corridor  is  shown  in 
the  chart  (Fig.  20).  The  representation  presented  in  this  figure 
reveals  to  the  eye  at  a  glance  the  foot-candle  intensity  of  illumina- 
tion on  a  reference  plane  2  feet  6  inches  (91  cm.)  above  the  floor. 
The  estimated  foot-candle  values  shown  are  for  direct  lighting 
only,  and  must  be  increased  by  about  40  per  cent  to  allow  for  the 
added  intensity  due  to  the  reflection  from  the  ceiling  and  walls 
in  this  case.  This  will  give  us  an  actual  foot-candle  intensity  ap- 
proximating 0.7  foot-candle  (7.5  meter-candles)  on  the  reference 
plane.  On  the  desks  in  the  corridor,  local  lamps  will  be  used  to 
bring  the  illumination  at  these  points  up  to  an  intensity  of  at 
least  3  foot-candles  (32.3  meter-candles). 

In  general,  the  intensity  needed  for  corridor  lighting  is  much 
lower  than  that  needed  for  the  lighting  of  offlce  spaces.  However, 
in  this  case  the  corridors  require  sufficient  intensity  for  occasional 
reading  and  writing  at  the  messengers'  desks.  If  this  intensity 
ie  supplied  by  a  general  system  of  lighting  alone,  it  would  be  neces- 
sary in  the  case  under  consideration  to  expend  at  least  two  to  three 
times  as  much  power  as  would  be  required  if  the  ceiling  lights  are 
supplemented  by  the  local  lamps. 

The  watts  expended  in  the  corridor  for  general  lighting  approxi- 
mate 0,4  watt  per  square  foot  (4.3  watts  per  sq.  m,),  as  compared 
with  1,1  watts  per  square  foot  (11.8  watts  per  sq.  m.)  in  the 
office  spaces.  The  foot-candie  intensities  on  the  plane  of  reference 
in  the  two  cases  bear  substantially  the  same  relation  to  each  other 
as  do  the  watts  per  square  foot. 

At  the  stairways  in  the  corridor,  the  lamps  instead  of  being 
backed  by  reflectors  open  at  the  bottom,  are  enclosed  in  diffusing 
globes,  and  mounted  at  a  height  of  11  feet  (3.3  m.)  from  the  floor. 
This  change  in  glassware  is  made  partly  for  aesthetic  reasons,  to 
break  up  the  monotony  of  a  long  row  of  reflectors  at  the  ceiling, 
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and  partly  to  permit  of  better  lighting  the  upper  portione  of  the 
Gtaire. 

lightiiig  of  a  Public  Library.  The  design  of  the  lighting  of  a 
public  library  involves  considerations  that  are  somewhat  difterent 
from  those  that  obtain  in  the  case  just  analyzed,  but  the  general 
principles  underlying  the  design  are,  broadly  speaking,  the  same 
in  both  cases.  A  typical  instance  of  library  lighting  is  selected 
for  discussion,  namely,  the  design  of  the  illumination  of  the  new 
Carnegie  Libraries  in  New  York  City.  The  following  is  a  digest 
of  a  paper  on  this  subject  read  at  the  convention  of  th^  Illuminat- 
ing Engineering  Society,  October,  1908 :  * 

The  lighting  design  should  aim  to  secure  (1)  sufficient  illumi- 
nation on  the  reading  tables  and  book  shelves  to  meet  the  demands 
of  a  wide  class  of  readers  of  various  ages  and  conditions  of  eye- 
sight, taking  into  account  the  fine  print  in  some  of  the  books  and 
the  diflBculty  of  reading  titles  of  books  in  position  on  the  shelves. 
Some  of  the  books  are  worn  out  by  frequent  handling  and  the 
titles  are  more  or  less  obscured;  (3)  the  lowest  practicable  specitic 
brightness  of  lighting  sources;  (3)  freedom  from  glare  of  the 
lamps  and  glare  of  the  illuminated  objects;  (4)  suJBcient  illumi- 
nation to  provide  a  moderate  reading  light  in  all  parts  of  the  room; 
(5)  moderate  cost  of  installation;  (6)  economy  of  operation;  this 
must  take  into  account  not  only  the  system  of  illumination  and 
type  of  lamps  used,  but  also  the  switching  arrangements;  (7)  sim- 
plicity of  construction  and  convenience  of  operation;  this  must  take 
into  account  the  character  of  help  in  local  charge  of  the  equipment; 
(8)  aesthetic  design  of  the  lighting  fixtures  and  attra,ctive  api>ear- 
anee  of  the  reading  rooms  at  night. 

The  high  foot-candle  intensity  required  in  the  local  -.working 
spaces  dictated  that  the  most  economical  system  of  illumination 
to  suit  the  needs  of  the  case  was  that  of  general  lighting  combined 
with  localized  lighting  at  the  reading  tables,  shelves,  etc.         '  ^ 

Fig.  21  shows  a  plan  of  the  first  floor  of  such  a  library.    WilUi 
the  exception  of  the  vestibule  and  small  offices  which  are  separated) 
from  the  rest  of  the  room  by  glazed  partitions,  this  floor  consti-  ■ 
futes  one  large  room.    In  the  front  of  the  room  is  the  circulating 
department;  in  the  middle,  the  application  and  delivery  desk; 

*  DealKn  ol  the  tlluminatlon  of  the  New  York  City  Carnegie  Llbrartea. 
L.  B.  Marks,  Trans.  I.  B.  B.,  Vol,  III.  1908,  p.  538. 
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and  in  the  rear  portion,  the  free-standing  bookcases  and  the  refer- 
ence loom.  These  departments  are  separated  from  each  other  by 
low  rails  or  low  book  shelves.  Along  the  walls  of  the  room  are 
bookcases  about  7  feet  (3.1m.)  high.  The  public  has  access  to 
all  the  book  shelves.  The  walls  of  the  room  are  cream-colorcd  and 
the  ceiling  white. 


a 

-Ceiliag  outlM.  electric. 

-a 

— Bncket  outlet,  electric. 

-^ 

—Bracket  ontlet,  combiaalioD 

-0 

-B«ebo.rf™cept«le. 

V 

-Floor  oaUel.  fliub. 

X 

—Floor  outlet,  esleiuioii. 

M 

—Cat  outlet. 

-P 

—Wall  outlet,  (heir. 

8 

-Switch. 

• 

FIO.  2!. 

P^G.  21. — Plan  o(  First  Floor.    Carnegie 
Library,  New  York  City. 

The  location  of  the  lighting  outlets,  switches,  etc.,  and  the  posi- 
tion of  furniture  in  the  room  are  shown  on  the  plan.  The  lighting 
nnite  are  designated  at  each  outlet  on  the  basis  of  50-watt  units, 
the  unit  in  this  case  being  a  graphitised  carbon-filament  lamp. 

Pig,  22  gives  a  key  to  the  wiring  symbols  used  in  the  plan. 
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For  details  regarding  the  exact  type  of  lighting  fixture  used  at 
each  outlet,  reference  must  be  made  to  the  original  paper  in  which 
will  be  found  a  fixture  and  lamp  schedule,  giving  specific  informa- 
tion under  the  following  headings: 

(1)   Fixture  drawing. 

(3)  I^umber  of  lamps  (gas  and  electric). 

(3)  Description  of  lamps  (type  and  candle-power,  clear  or 
froeted). 

(4)  Glaesware :  globe,  shade  and  reflector. 

(5)  Height  of  lamps  above  the  floor. 

The  dimensions  of  the  space  to  be  lighted  on  the  firat  floor  may 
be  taken  as  approximately  67  feet  by  44  feet  (20  m.  by  13  m.), 
and  the  height  of  the  ceiling  15  feet  3  inches  (4.6  m.)  in  the 
clear.  General  illumination  for  this  Boor  is  furnished  by  ten 
lS7-watt  ceiling-pendant  graphitized  carbon-filament  lamps,  each 
lamp  being  enclosed  in  a  diffusing  glass  globe  14  inches  (35.5  cm.) 
in  diameter.  Tungsten  100-watt  lamps  have  recently  been  substi- 
tuted for  the  carbon-filament  lamps  in  some  cases.  The  height  of 
the  lamps  above  the  floor  is  13  feet  6  inches  (3.7m.).  Localized 
illumination,  separately  controlled,  is  provided  on  the  reading 
tables,  book  stacks,  book  shelves,  etc.,  and  may  be  used  in  whole 
or  in  part,  depending  upon  the  requirements.  The  free-standing 
four-shelf  bookcases  shown  on  the  plans  are  locate<l  near  the 
rear  of  the  room  and  are  4  feet  4  inches  (1.3  m.)  high  and  9  feet 
6  inches  (3.8  m.)  long,  divided  into  four  shelves,  9  inches  (23  cm.) 
apart.  These  are  locally  illuminated  by  two-arm  fixtures  equipped 
with  50-watt  lamps,  backed  by  prismatic  reflectors,  which  are  covered 
by  opal  shades,  green  on  the  outside.  The  bottom  of  these  shades 
is  6  feet  6  inches  (1.9  m.)  above  the  floor.  The  shelves  shown  on 
the  plans  along  the  vail  are  seven-shelf  bookcases,  and  are  il- 
luminated by  lamps  hacked  by  mirrored  trough  wall  reflectors 
holding  lamps  in  a  horizontal  position,  and  equipped  with  50-watt 
tamps.  The  low  bookcases  along  the  aisles  have  three-shelf  eases, 
and  are  provided  with  local  illumination  from  8  candle-power 
lamps  on  swing  brackets,  which,  when  in  use,  extend  9  inches 
(23  cm.)  beyond  the  edge  of  the  case,  but  when  out  of  use  are 
swung  over  the  top  of  the  rack  in  order  to  leave  the  maximum 
aisle  space.    These  lamps  are  backed  by  opaque  metal  reflectors. 

The  round  reading  tables  noted  on  the  plan  are  provided  with 
local  illumination  from  40-watt  frosted  lamps  in  single-lamp  fix- 
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tures  having  14-iiich  (35.5  cm.)  opal  dome  eliades,  green  on  the 
outside.  Inunediately  over  the  lamps  and  inside  of  the  dome 
shades  are  placed  prismatic  reflectors.  These  fixtures  are  placed 
at  the  centers  of  the  tables.  The  lamps  are  20  inches  (50.8  cm.) 
above  the  table  top. 

A  drawing  of  the  table  lamp  referred  to  is  shown  in  Fig.  23. 
It  will  be  seen  that  the  lamp  and  reflector  are  well  up  in  the  green- 
plated  glass  dome.  In  this  position  they  are  not  seen  by  the 
reader  seated  at  the  table.  The  reflector  is  of  such  design  as  to 
give  a  bat-wing  distribution  curve  of  illumination;  that  is  to  say, 


the  maximum  intensity  of  light  from  the  lamp  is  emitted  at  an 
angle  of  approximately  45°  to  50°  from  the  vertical,  thus  throw- 
ing the  light  out  toward  the  edge  of  the  table,  where  it  is  needed 
in  reading. 

Summary:  The  following  may  be  named  ae  the  chief  features 
of  the  design: 

(1)  No  unshaded  tamps  used  in  the  installation.  Speciflc 
brightness  of  exposed  lighting  sources,  1/10  candle-power  per 
square  inch  (0.016  c.  p.  per  sq.  cm.)  of  actual  surface.  Lighting 
planned  to  secure  freedom  from  glare. 
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(3)   General  illumination  combined  with  localized  illumination. 

(3)  Intensity  of  general  illumination  substantially  1  foot-can- 
dle (10  meter-candle)  on  horizontal  working  plane, 

(4)  Intensity  of  illumination  (horizontal)  on  reading  tables, 
average  working  conditione  "i  foot-candlee  (iJO  meter-candles). 

(5)  Intensity  of  illiiminntion  (vertical)  on  book  shelves,  V/s 
to  4  foot-candles  (l.")  to  40  meter-candles).  Intensity  of  illumi- 
nation (horizontal)  on  book  shelves  4  to  8  foot-candles  (40  to  80 
meter-candlefi) . 

(6)  Lamps  for  general  illumination  hung  high,  but  low  enough 
to  avoid  sharp  contrasts  of  illumination  on  the  ceiling. 

(7)  Lamps  for  table  lighting  provided  with  prismatic  reflectors 
and  designed  to  throw  the  masimum  light  sideways  instead  of 
downward.     Frosted  lamps  used. 

(8)  Lamps  for  lighting  low  book  shelves  screened  from  view 
by  opaque  parabolic  reflectors. 

(9)  Lamps  for  lighting  wall  bookcases  backed  by  opaque  trough 
reflectors. 

(10)  Wall-bracket  and  column-bracket  lamps  provided  with 
enameled  glass-difFuBing  shades  of  suiBcient  depth  to  completely 
hide  the  lamp  from  view.    Bowl-frosted  lamps  used  in  these  shades, 

_  (11)  Economy  of  operation  and  flexibility;  switching  arrange- 
ment for  sectional  control  of  local  lighting;  lights  near  windows 
placed  on  independent  circuit;  electrical  connections  from  floor 
plugs  to  lamps  designed  to  permit  of  shifting  the  tables. 

Applioation  of  Asymmetric  Distribatton  of  Lipht  Fig.  24  shows 
a  plan  and  section  of  an  assembly  room  and  lecture  hall  in  a 
Carnegie  Library  building.  New  York  City.  The  conventional 
style  of  lighting  for  a  room  of  this  character  is  to  have  a  ceiling 
fixture  in  the  center  of  each  bay.  The  room  in  question,  as  will 
be  noted  from  the  plan  (Section  A-A)  is  only  11  feet  (3.3  m.) 
high  in  the  clear.  The  length  of  the  room  is  56  feet  6  inches 
(17m,)  and  the  width  38  feet  6  inches  (11.5m.). 

The  illumination  of  an  audience  room  of  this  character  presents 
difficulties  that  are  not  met  with  in  rooms  in  which  the  ceiling  is 
high.  It  is  impracticable  to  dispose  the  lighting  units  on  the 
side  walls  only,  as  such  an  arrangement  would  not,  without  undue 
sacrifice,  give  adequate  illumination  in  the  center  of  the  room. 
If  the  lighting  units  are  hung  from  the  ceiling  in  the  nsnal  way, 
the  center  row  of  units  will  be  within  the  visual  angle  of  most 


.y  Google 


Principles  and  Desion  of  Interior  Illuiukation     717 


.y  Google 


718  Illuminating  Ensineerino 

of  the  fiudience.  Moreover,  the  speaker  in  facing  the  aadience 
will  be  compelled  to  face  this  row  of  lamps.  Even  though  the  in- 
trinsic brightness  of  the  lighting  souicee  be  kept  within  the  lowest 
practicable  limits,  the  strain  on  the  eye  of  those  attending  a  lecture 
in  a  room  lighted  in  this  way  is  very  considerable.  For  aesthetic, 
and  other  reasons,  a  lighting  system  in  which  the  lamps  are 
mounted  in  deep  opaque  reflectorB  at  the  ceiling  would  not  be 
practicable  in  this  case. 

One  method  of  meeting  the  situation  is  presented  herewith.  This 
solution  is  offered  only  a^  a  suggestion,  but  has  the  merit  of  having 
been  successfully  tried'  out  in  practice.  Its  application  to  other 
cases  of  lighting  will  be  manifest. 

In  carrying  out  this  method,  each  lamp  is  enclosed  in  a  directing 
and  diffusing  prismatic-glass  globe,  mounted  close  to  the  ceiling. 
This  globe  is  designed  to  give  an  asymmetric  distribution  of  il- 
lumination. 

With  a  40-watt  tungsten  lamp,  the  distribution  of  candle-power 
in  a  vertical  plane  through  the  center  of  the  diffusing  prisms  is 
shown  in  the  curves  at  the  upper  part  of  the  drawing  (Fig.  24). 
The  drawing  also  shows  the  general  arrangement  of  the  prisms. 
It  will  be  noted  that  the  directing  prisma  of  globes  on  the  left  side 
of  the  room  are  mounted  facing  the  left  wall,  and  the  directing 
prisms  of  globes  on  the  right  side  of  the  room  are  mounted  facing 
the  right  wall.  The  diffusing  prisms  of  opposite  lamps  face  «ach 
other.  By  this  arrangement  a  large  proportion  of  the  total  ffux 
of  light  of  the  lamps  is  thrown  sidewards,  toward  the  center  of 
the  room,  thus  increasing  the  illumination  at  the  center  of  the 
room  to  such  an  extent  that  an  extra  row  of  ceiling  lamps  in  this 
section  of  the  room  is  not  needed. 

There  is  an  aisle  space  at  each  side  of  the  room,  the  aisle  seats 
being  several  feet  from  the  side  wall.  The  ceiling  fixtures  that 
are  equipped  with  special  globes  to  produce  an  asymmetric  distri- 
bution of  illumination  are  located  at  outlets  marked  "  L "  on  the 
plan. 

It  may  be  remarked  that  while  the  intent  of  an  illuminating  de- 
sign of  this  character  is,  primarily,  to  -conduce  to  the  visual  com- 
fort of  the  audience,  the  visual  comfort  of  the  speaker  is  insured 
at  the  same  time. 

Factory  L^hting.  We  have  discussed  the  design  of  illumina- 
tion in  a  few  typical  cases  that  differ  from  each  other  in  many 
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essential  details.  Another  typical  case  will  now  be  considered, 
which  differs  widely  from  either  of  the  others,  namely,  the  case  of 
a  factor}-  lighting  installation. 

In  the  particular  factory  in  question  the  proprietors  had  planned 
fo  install  in  a  new  mill  a  lighting  eqtiipment  precisely  similar  to 
that  which  had  been  in  use  for  many  years  in  another  mill  operated 
by  them.  A  demonetratioa  was  made  to  convince  them  that  they 
could  obtain  vastly  better  results  if  the  lighting  of  this  particular 
class  of  work  (manufacture  of  silk  velvets,  velours,  dress  goods, 
mohairs,  worsteds,  etc.)  were  accomplished  by  a  system  combining 
general  and  local  illumination,  instead  of  by  strictly  localized  light- 
ing ae  used  in  the  old  mill. 


■«-^ 


Pig.  2G. — Factory  Lighting. 

In  the  weaving  room  of  the  old  mill  each  loom  waa  equipped 
with  two  110-voIt,  16-candle-power  carbon-filament  lamps  backed  by 
5-ineh  by  10-inch  tin  reflectors,  enameled  white  on  the  inside.  This 
layout  is  typical  of  that  which  ie  used  in  many  mills  thronghout 
the  country.  The  plan  (Pig.  25)  shows  the  arrangement  of  lamps 
for  lighting  the  looms  in  the  old  mill.  One  of  these  lamps  lights 
the  front  and  the  other  the  rear  of  the  loom.  Bach  lamp  is  hung 
from  a  croes-bar  specially  provided  on  the  loom  to  permit  of  lateral 
shifting  of  the  lamp  along  the  entire  length  of  the  loom.  The  dis- 
tance from  the  lamp  to  the  working  surface  of  the  machine  is 
from  1  foot  to  1  foot  6  inches  (30  to  45  em.).  With  this  system 
of  lighting,  only  that  portion  of  the  work  immediately  beneath 
the  drop  lamp  is  brightly  lighted.  If  the  lamp  ie  at  one  end  of 
the  loom,  the  other  end  is  in  darkness.  The  operator  shifts  the 
lamp  ae  he  proceeds  with  the  work  to  meet  his  requirements  of 
illumination. 
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The  lighting  of  this  room  is  what  is  technically  called  "  spotted  " 
lighting.  Id  looking  along  the  room  one  sees  a  series  of  bright 
places  or  spots  in  a  field  of  comparative  darkness.  Even  though 
the  surface  illuminated  by  the  spotted  lighting  be  very  bright,  the 
eye  is  not  capable  of  seeing  as  vrell  for  a  prolonged  period  with 
lighting  of  this  character  as  it  is  with  lighting  that  is  not  so  in- 
tense, but  is  more  evenly  distributed. 

In  the  design  of  the  lighting  of  the  new  mill,  the  object  sought 
was  to  secure  the  proper  intensity  and  distribution  of  illumination 
at  the  minimum  expense.  Economy  of  lighting  was  a  very  im- 
portant consideration,  but  even  thou^  the  power  required  for  the 
new  lighting  system  was  considerably  greater  than  that  required 
for  the  old,  the  proprietors  were  convinced  that  the  extra  cost 
would  be  far  more  than  compensated  by  the  increase  in  output 
and  the  improvement  in  the  quality  of  the  work  made  possible  by 
the  new  system. 

In  carrying  out  the  lighting  design  consideration  was  given  to 
(1)  the  diaracter  of  the  work  done;  (2)  flui  of  light  required; 
(3)  color  of  the  light;  (4)  economy  of  lighting  and  switch  con- 
trol; (5)  type  of  lamp;  (6)  location  of  lamps  and  selection  of 
reflectors  with  reference  to  (a)  diffusion  and  direction  of  light  and 
angle  of  vision;  (b)  intrinsic  brightness;  (c)  accessibility;  (d) 
exposure  of  eyes  to  heat  of  lamp;  (e)  dust  shedding;  (f)  mechan- 
ical strength ;  (g)  method  of  suspension  of  lighting  units  to  mini- 
mize vibration. 

For  the  lighting  equipment  of  each  pair  of  looms  in  the  new 
mill,  three  187-watt  bowl-frosted  graphitized  carbon-fllament  lamps 
were  originally  used.  Subsequently,  the  lamps  were  replaced  by 
tungsten-filament  lamps.  Each  lamp  is  mounted  in  an  enameled 
prismatic-glass  diffusing  shade.  Although  the  shade  is  open  at 
the  bottom,  the  sides  project  down  so  far  below  the  base  of  the 
lamp  that  the  latter  is  never  within  the  visual  angle  of  any  of  the 
operators.  One  lamp  is  centrally  located  above  the  front  of  each 
loom,  and  one  lamp  is  located  centrally  above  the  space  between 
the  rear  of  two  looms,  as  shown  in  the  plan  (Fig,  26),  The  front 
of  the  loom,  and  especially  the  central  portion  thereof,  requires 
a  higher  intensity  of  illumination  than  the  rear,  and  for  this 
reason  the  arrangement  of  lamps  shown  in  the  plan  was  decided 
upon.  The  lamps  are  hung  from  the  ceiling  by  duplex  reinforced 
cords.    The  weight  of  the  lamp  and  shade  is  taken  by  a  porcelain 


.y  Google 


Principles  and  Dbsign  of  Intbeiob  Illumination     721 

cleat,  by  which  the  drop  cord  is  faetened  to  the  ceiling.  This  in- 
sures 8  simple  and  durable  construction  and  a  sufficiently  elastie 
sunpension  to  absorb  anj  vibration  or  jarring  caused  by  the  opera- 
tion of  the  machines. 

Tlie  height  of  the  bottom  of  the  shades  is  6  feet  3  inches  (1.9  m.) 
above  floor  level. 

The  distribution  of  illumination  over  the  working  surface  of  the 
loom  is  shown  in  the  chart  (Fig.  14),  which  was  presented  in  Lec- 
ture I.  It  will  be  noted  from  this  chart  that  the  distribution  of 
illumination  on  the  working  surface  of  the  looms  in  the  new 


\L 

m      I 

JJ 

m     i 

r 

1 

1 

1 

«      1 

~n 

mill  is  fairly  even,  and  that  the  distribution  of  illumination  on  the 
looms  in  the  old  mill  is  decidedly  uneven.  To  secure  good  results 
in  iilnmination  it  is  absolutely  necessary  that  the  intensity  of  il- 
lumination on  the  work  should  not  fall  below  a  definite  minimum, 
and  that  excessive  contrasts  in  intensity  should  be  avoided.  In 
the  old  mill,  to  obtain  sufBcient  light  on  the  work,  the  operator 
must  actually  shift  the  lamp  along  the  length  of  the  machine  as 
the  work  progresses.  In  the  new  milt,  the  lights  are  out  of  im- 
mediate reach  and  their  location  is  permanently  fixed.  The  meas* 
urements  show  that  in  the  old  mill  the  intensity  of  illumination 
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at  one  end  of  the  working  surface  of  the  loom  ia  nearly  100  times 
the  intensity  at  the  other  end.  This  wide  variation  occnrs  within 
a  working  space  of  oaly  3  feet  {0.9  m.).  In  the  new  mill,  the 
maximum  variation  between  the  most  brightly  lighted  part  of  the 
machine  and  the  dimmest  portion  is  about  zy^  to  1 — a  ratio  which 
is  well  within  the  limits  permissible. 

Ad  examination  of  the  chart  brings  out  strikingly  the  fact  that 
in  the  old  mill  the  intensity  of  illumination  on  the  machine  at 
night,  directly  underneath  the  drop  lamp,  is  more  than  2^^  timee 
the  intensity  of  daylight  on  tiie  machine  at  3  p.  m.  on  a  bright 
day,  and  more  than  6  times  the  minimum  intensity  that  is  sufii- 
cient  for  the  work  in  daylight. 

In  the  new  mill,  the  maximum  intensity  of  artificial  light  is 
leas  than  the  intensity  of  daylight  at  3  p.  m.,  and  the  minimum 
intensity  of  artificial  light  on  the  working  portion  of  the  loom 
slightly  exceeds  the  minimum  intensity  found  sufficient  for  the 
work  in  daylight. 

In  the  old  mill,  little  if  any  advantage  is  taken  of  the  refiecting 
value  of  the  ceiling  and  walls,  whereas  in  the  new  mill  the  re- 
flection from  ceiling  and  walls  is  used  to  great  advantage  in  secur- 
ing diifusion  of  the  light. 

In  the  old  mill  there  is  a  strong  glare  from  light  refiected  by 
the  bright  surfaces  of  the  machines.  This  glare  reduces  the  sensi- 
bility of  vision  and  causes  eye-strain.  In  the  new  mill,  the  direc- 
tion and  diffusion  of  the  light  ia  such  as  to  reduce  the  glare  to  ex- 
tremely small  proportions. 

Windows  and  Skylights  for  Direction  and  Biflnsion  of  Daylight 
and  of  Artificial  Light.  In  Lecture  I  attention  was  directed  to  the 
advantages  to  be  gained  by  the  use  of  prismatic  glass  in  windows 
for  the  daylight  illumination  of  factories  and  other  interiors. 

The  use  of  prismed  windows  for  the  direction  and  diffusion  of 
daylight  suggests  the  possibility  of  applying  artificial  light  outride 
of  the  windows  in  such  a  way  as  to  secure  the  same  lighting  efTects 
as  are  obtained  in  the  daytime.  Obviously,  there  are,  in  general, 
two  limitations  that  stand  in  the  way  of  the  accomplishment  of 
such  a  plan :  first,  on  the  score  of  economy  of  production  of  eflfective 
light  flux;  and,  second,  on  account  of  structural  difficulties  and 
objections  arising  from  the  placement  of  the  lamps.  There  are 
many  cases,  however,  in  which  neither  of  these  limitations  neces- 
sarily applies. 
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Below  IB  given  an  outline  of  the  plan  pursued  in  attempting  to 
solve  this  problem  in  one  case  in  which  the  lighting  design  con- 
templates the  use  of  a  prism  skylight  for  tlie  direction  and  diffusion 
not  only  of  daylight  but  of  artificial  light.  The  application  of  the 
principles  involved  to  other  installations  of  a  widely  different  na- 
ture will  be  manifest. 

Fig.  37  presents  a  sectional  view  of  the  rotunda  of  the  new 
National  Museum,  Waehington,  D.  C,  and  Fig.  28  shows  a  section 
of  the  rotunda  dome  in  which  a  daylight  prism  skylight  is  adapted 
for  the  direction  and  diffusion  of  natural  and  of  artificial  light. 

Daylight  prisms  to  be  effective  must,  perforce,  be  designed  for 
incident  rays  that  are  parallel  to  each  other.  Therefore,  the  first 
step  in  planning  a  lighting  scheme  in  which  the  glassware  is  well 
adapted  for  the  distribution  of  both  natural  and  artificial  light, 
is  to  secure  substantially  parallel  incident  rays  from  the  artificial 
light.  With  most  artificial  sources  this  involves  the  redirection 
of  the  rays  of  light  by  means  of  parabolic  or  equivalent  refiectors. 

Referring  to  the  drawings  of  the  Museum  building,  daylight 
enters  the  eye  of  the  dome  and  reaches  the  prism  canopy,  shown  in 
the  plan.  The  direction  of  the  incident  light  is  indicated  by  the 
parallel  arrows  above  the  canopy. 

The  prisms  are  designed  to  redirect  the  light  in  the  direction 
indicated  by  the  arrows  to  the  corrugated  tile  surface  of  the  dome, 
from  which  surface  the  light  is  reflected  downward.  In  this  way, 
the  light  from  the  sky,  instead  of  passing  directly  downward 
through  the  small  eye  of  the  dome,  is  diverted  from  this  course 
and  spread  over  the  entire  surface  of  the  dome,  which  latter  be- 
comes a  secondary  lighting  source.  It  will  be  noted  that  the  de- 
sign is  such  that  most  of  the  emergent  rays  cross  each  other  imme- 
diately below  the  prism  canopy,  and  thereafter  impinge  on  the 
inner  surface  of  the  dome.  The  corrugated  surface  of  the  tile, 
which  is  light  in  color,  insures  an  effective  diffusion  of  the  light. 

The  artificial  lighting  sources  (100-watt  tungsten  lamps)  are 
located  in  a  circle  10  feet  (3  m.)  above  the  daylight  prism  canopy. 
Each  lamp  is  backed  by  a  highly  concentrating  reflector,  to  secure 
substantially  parallel  rays.  The  direction  of  the  incident  and 
emergent  rays  in  this  case  will  be  practically  the  same  as  in 
daylight. 

The  aim  of  the  lighting  scheme  in  this  installation  is  to  secure 
economically  and  in  a  simple  way  substantially  the  same  light  and 
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shade  effects  by  night  aa  obtain  in  daylight.  Aside  from  the  other 
advantages  of  this  plan  of  lighting,  the  architectutal  features  of 
the  bnilding  will  be  aeen  to  advantage  by  artificial  light  aa  veil  as 
by  natural  light.  The  actual  foot-candle  intensity  on  the  "work- 
ing "  plane  in  this  case  is  held  to  be  of  secondary  importance. 

The  plan  showing  the  section  of  the  rotunda  is  presented  to  give 
a  general  idea  of  the  arrangement  of  the  building  and  the  relation 
of  the  rotunda  to  the  other  parts  of  the  building.  However,  the 
additional  lighting  equipment  provided  fur  the  illumination  of  the 
rotunda  is  not  shown  on  the  drawing,  as  the  present  discussion  is 
limited  to  that  part  of  the  lighting  scheme  adapted  for  the  use 
of  both  natural  and  artificial  light. 
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PBINCIPLES  AND  DESIGN  OF  INTERIOH 

ILI.UMINATION 

By  Norman  Macbeth 

In  diecassing  the  principles  and  design  of  interior  illumination 
with  gae  lamps,  much  headwsv  may  be  made  by  tbe  simple  state- 
ment that  the  principles  which  have  been  so  fully  covered  by  Mr. 
Uarks  as  applying  to  electric  radiants  will  apply,  with  very  slight 
modiiicationB,  indeed,  to  the  problems  presented  in  the  gas  field. 
It  is  also  hardly  necessary  to  say  that  all  calculations  from  photo- 
metric curves  from  gas  lamps  are  subject  to  the  methods  of  cal- 
culation described  by  Mr.  Barrows. 

It  is  unlikely  in  this  series  of  lectures  that  we  will  get  away 
from  our  previous  fundamental  specifications  as  to  "  what  is  an 
illuminating  engineer,"  and  so  the  exception  may  be  noted  that 
the  illuminating  engineer  who  turns  to  gas  radiants  for  his  aid 
must  depend,  not  like  the  electrical  engineer,  upon  common  sense, 
but  upon  uncommon  common  sense. 

In  the  gas  illuminants  we  have  many  advantages.  The  general 
backwardness  in  making  the  most  of  these  advantages  is,  I  have 
been  convinced,  largely  due  to  the  liigh  efiiciency  from  coal  pile  to 
effective  illumination,  and  a  consequent  careless  regard  for  results. 
If  the  gas  company's  existence  depended  more  largely  upon  the 
lighting  side  of  the  businesa,  more  attention  would  be  given  this 
subject,  and  correspondingly  better  results  would  be  secured. 

Color  Effect 
For  years  we  have  been  told  that  the  color  effect  of  the  light 
from  a  mantle  burner  was  the  most  disagreeable  of  the  artificial 
sources,  also  that  an  artificial  source  to  be  satisfactory  should  give 
a  liglit  of  about  the  same  color  value  as  daylight.  Credit  is  due 
to  many  Ecientists  and  members  of  the  Illuminating  Engineering 
Society  *  for  investigations  which  have  shown  that  with  incan- 

•  TraiiMCti<»iB  lUumlaBtlne;  Bn^naerlng  Society,  Vol.  3,  190S,  p.  625. 
The  ninmlDaUng  .Engineer,  Vol.  i,  IMS.  p.  434. 
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descent  gaa  mantles  we  can  approach  nearer  to  a  white-light  value 
than  with  any  of  the  electric  incaudeecent  lamps.  A  reasonable 
objection  to  the  ordinary  mantle  lamps  is  that  they  give  a  light 
which  is  too  near  a  white  light.  The  predominance  of  open  flames 
in  residence  work  to-day  must  be  largely  due  to  thia  question  of 
color.  For  rest,  relaxation  and  comfort,  we  undoubtedly  prefer  a 
lamp  which  does  not  give  a  white-light  effect,  hut  one  which  will 
be  richer  in  the  orange  and  red  rays.  While  it  may  not  be  gen- 
erally known,  this  is  at  the  option  of  the  purchaser.  If  the  near 
white  light  is  not  desirable,  we  have  a  range  of  color  from  a  pur- 
plish-white through  to  the  orange-yellow,  a  color  which,  when 
compared  with  a  4-watt  carbon  filament,  makes  the  light  from  the 
carbon  appear  like  white  light.  Mantle  manufacturers  can  meet 
the  demand  for  any  desired  color  within  the  above-mentioned 
range. 

Specific  Intensity 

In  "  specific  intensity,"  a  very  important  consideration,  indeed, 
with  all  our  modem  high-powered  radiants,  the  mantle  is  again 
particularly  fortunate,  ranging  from  65  candle-power  per  square 
inch,  or  10  candle-power  per  square  centimeter,  with  those  mantles 
made  from  cotton ;  10  candle-power  per  square  inch,  or  10.8  candle- 
power  per  square  centimeter,  with  artificial  silk,  to  85  candle-power 
per  square  inch,  or  15.1  candle-power  per  square  centimeter,  with 
ramie  fiber.  These  figures  are  based  on  calculations  of  the  actual 
area  of  the  fiber  in  the  mantle,  deducting  for  the  small  spaces  be- 
tween the  threads.  However,  as  the  relation  of  the  so-called  actual 
area  to  the  apparent  area  was  taken  at  65,  75  and  60  per  cent,  re- 
spectively, the  above  intensities  may  be  reduced  in  proportion  by 
those  who  prefer  to  take  the  entire  area  (the  product  of  the  width 
and  height  in  the  horizontal  projection)  as  the  actual  area. 

Owing  to  the  closeneee  of  the  mantle  weave,  we  are  not  subject 
to  striation  effects  with  reflectors  having  smooth,  polished  interiora, 
and  hence  many  of  the  ordinary  reflecting  surfaces  which  should 
not  be  used  with  electric  incandescent  lamps  are  available  for  gas 
lamps. 

Radiant  Heat 

On  the  subject  of  the  radiant  heat  from  gas  lamps,  many  in- 
vestigations have  been  made;  the  most  recent  were  reported  in  a 
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paper  before  the  recent  conventioii  of  the  Illuimnatiiig  Engineering 
Society.* 

Dr.  F.  Balluer  reported  f  on  a  eeriea  of  tests,  and  also  referred 
to  tests  made  by  Bubner,  who  discovered  that,  from  the  standpoint 
of  radiant  heat,  "the  petroleum  lamp  was  the  least  advantageous 
source  .  .  .  ;  the  Welsbach  light  being  the  best,  and  the  electric 
glow  lamp  the  second/' 

"  According  to  Eubner,  the  total  evolution  of  heat  from  a  glow 
lamp  is  only  one-gixth  of  that  of  the  incandescent  gas  burner," 
while  "  the  radiant  heat  of  the  Welsbach  burners  represented  17 
per  cent  of  the  total  heat;  whereas,  the  radiant  heat  of  a  glow 
lamp  is  71  per  cent  of  its  total  heat." 

Psychological  Considerations 

If  gas  men  were  students  of  psychology,  and  advertised  more  gen- 
erally, we  could  expect  something  like  the  following,  which  is  an 
abstract  from  an  electric  fan  ad: 

"  If  they  do  not  have  the  effect  of  actually  reducing  the  tempera- 
ture, they  will  at  least  create  the  illusion  of  coolness,  which  reacts 
in  the  most  favorable  manner  upon  your  customers,  your  employees 
and  yourself,"  Or  from  a  pori;able  lamp  ad :  "  Cool,  green  shades, 
a  warm-weather  specialty  " ;  and  that  with  an  electric  lamp  which 
may  be  placed  in  a  position  to  deliver  more  radiant  heat  on  the 
person  of  the  purchaser  than  a  gas  lamp  which  would  be  equally 
effective  from  an  illumination  standpoint  with  a  possibility  of  less 
radiant  heat. 

There  has  been  a  great  deal  of  misunderstanding  generally  on 
thiB  question  of  heat.  Aside  from  all  questions  as  to  how  much 
of  the  heat  is  radiant  and  how  mach  is  carried  off  in  the  air  cur- 
rents, that  iSj  convected,  it  is  a  very  simple  matter  to  determine 
the  total  amount  of  heat  liberated  by  either  gas  or  electric  lamps. 
With  either  of  these  lamps,  the  luminous  efficiency  is  so  low  that 
practically  all  the  energy  may  be  considered  as  effective  heat.  The 
total  heat  from  the  gas  lamps  will,  of  course,  be  the  product  of  the 
consumptiou  in  cubic  feet  per  hour,  and  the  heating  value  of  your 

•  The  Tempwature  Rise  due  to  the  Energy  Radiated  in,  the  Lower 
Hemisphere  from  Different  Light  Sources,  J.  O.  Feltoa  and  K.  J.  Brady, 
TraosactlonB  Illuminating  Englneerlag  Society,  November,  1910. 

fJoumal  of  Gas  Lighting  (London),  May  8,  1906;  and.  The  Illu- 
minating Engineer.  Vol.  1,  pp.  326-328. 
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gas  in  British  thennal  unite  per  cubic  foot;  while  with  the  electric 
lamps  the  calculation  may  be  determined  by  the  wattage  of  the 
lamps  at  the  heat  equivalent  of  3413B.  t.  u.  per  Mlowatt-hour. 
Considered  on  the  basis  of  equal  light  output  or  an  equal  illnmina- 
tion  effect,  the  more  efRcient  types  of  gas  lamps  rarely  liberate 
more  than  two  or  two  and  a  half  times  the  heat  equivalent  of  the 
better  grade  carbon-filament  incandescent  lamps. 

With  gas  at  600  B.  t.  u.  per  cubic  foot;  hard  coal,  14,000  B.  t.  u. 
per  pound  or  875  B.  t.  u.  per  ounce,  a  lamp  consuming  3,3  cubic 
feet  per  hour  will  liberate  SOOO  B.  t.  u.  per  hoiir,  which  is  equal 
to  a  piece  of  coat  baring  a  weight  of  2.3  ounces.  A  lamp  con- 
suming iy^  cubic  feet  per  hour  will  liberate  2700  B.  t.  u.  per  hour, 
or  equivalent  to  a  piece  of  coal  weighing  3  ounces.  An  open  gas 
flame  using  8  cubic  feet  per  hour,  or  4800B.  t.u.  per  hour,  will 
have  a  heating  effect  equivalent  to  6^  ounces  of  hard  coal. 

Therefore,  in  the  production  of  light  from  an  ordinary  gas  lamj> 
consuming  from  3  to  4  cubic  feet  of  gas  per  hour,  we  are  liberating 
that  quantity  of  heat  equivalent  to  the  combustion  of  S  to  3  ounces 
of  hard  coal,  which  would  be  approximately  equal  to  a  cube  of 
coal  V/z  inches  square,  if  this  combustion  was  prolonged  over  1 
hour.  If  the  combustion  should  take  place  in  5  minutes,  it  would 
liberate  that  quantity  of  heat  equal  to  the  product  of  13  gas  lamps 
in  the  same  time.  Ideating  experts  would  not  be  likely  to  attempt 
to  heat  a  room  with  a  small  cube  of  coal  suspended  6  or  7  feet 
above  the  floor,  nor  would  they  consider  such  a  system  very  effi- 
cient, allowing  1  cube  of  coal  per  100  square  feet;  and  yet  it  has 
been  stated  that  we  can  heat  a  room  most  wonderfully  with  a 
gas  lamp. 

As  has  been  previously  stated  by  the  writer,  undoubtedly  much 
of  the  heat  argument  which  has  been  advanced  against  gas  illumi- 
nation comes  from  the  general  association  of  "  where  we  have  light 
we  have  heat."  "  Dark  and  cool "  is  more  often  associated  with 
cellars  and  cold-etorage  warehouses  than  with  stores  using  gas  for  ■ 
illumination.  Illumination  is  more  often  delivered  at  higher  in- 
tensities with  gas  than  it  ia  with  electric  lamps,  and  as  the  human 
eye  is  not  capable  of  properly  appreciating  these  high  intensities, 
nor  do  consumers  generally  have  iUuminoraeters,  we  undoubtedly 
suffer  by  not  getting  credit  for  the  amount  which  has  been  delivered. 
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Hygienic  Consideralions 

On  the  one  other  bugbear — vitifttion  of  air — all  who  are  seeldiig 
dependable  information  on  this  mattei  should  study  a  report  *  of 
83  pages  on  "The  Relative  Hygienic  Values  of  Oas  and  Electric 
lighting,"  given  by  Samuel  Bideal,  D.  Sc,  F.  I.  C,  who  is  a  Fel- 
low of  the  Royal  Sanitary  Institute,  and  an  authority  well  above 
prejudice. 

This  is  perhaps  the  most  exhaustive,  complete  and  scientific  series 
of  tests  ever  reported.  In  two  adjoining  rooms  of  about  the  same 
si/.«  and  structural  arrangements,  illnminated  alternately  by  gas  and 
electricity  with  lamps  having  approximately  the  same  light  output 
and  resulting  in  equsl  etfective  illumination,  15  men  were  subjected 
on  more  than  50  occasions,  during  a  period  of  over  3  months,  to  some 
6000  tests  of  the  kind  best  calculated  to  detect  any  falling  off  in 
condition  as  might  be  expected  to  take  place  under  either  mode  of 
illnmination.  To  quote  from  the  report :  "  The  results  of  these 
tests  have  been  carefully  examined  and  averaged,  and,  with  few 
exceptions,  they  absolutely  fail  to  disclose  any  measurable  differ- 
ence between  one  mode  of  lighting  and  the  other.  Not  only  so, 
but  in  no  case  do  they  show  any  deviation  from  any  normal  con- 
ditions. 

"  Although  gas  combustion  originally  develops  more  heat  than 
electricity  does,  it  was  found  that  the  final  result  was  equalized  by 
the  following  causes : 

(a)  The  gas  burners  gave  rise  to  stronger  air  currents,  and  in- 
variably produced  a  more  active  ventilation  and  diffusion  of  air 
than  electric  lights;  hence,  along  with  the  products  of  the  gas 
burning,  the  exhalations  from  the  persons  present  were  more  rap- 
idly removed. 

(b)  The  ascending  currents  of  air  from  the  gas  lights  on  reach- 
ing the  ceiling  rapidly  parted  with  their  heat,  which  was  conducted 
away  by  the  rafters  and  joists. 

(c)  The  electric  lamps  really  produced  more  heat  than  is  com- 
monly credited  to  them. 

"  This  seems  to  be  the  explanation  of  the  unexpected  result  that 
the  average  temperature  of  the  rooms  was  practically  the  same  under 
either  illuminant,  and  that  the  electric  light  did  not  show  the 
superiority  in  coolness  usually  claimed. 

•  Joamal  of  tbe  Royal  Sasltary  laetltute.  Vol.  XXIX,  1B08,  No.  2. 
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"  The  relative  humidity  of  the  air  was  in  general  70  to  75  per  cent 
during  the  experiments,  and  was,  therefore,  such  aa  the  best  au- 
thorities have  laid  down  aa  most  agreeable.  On  the  score  of  the 
humidity  the  use  of  either  illuminant  is  therefore  consistent  with 
correct  hygienic  conditions. 

Effect  on  the  Eye 
"  In  the  ophthalmic  experiments : 

(a)  The  senBitivenesB  of  the  eye  to  light  as  measured  in  the 
perception  teat  is  diminished  very  markedly  after  the  ezpoaure  to 
the  electric  light,  while  no  corresponding  effect  is  noticeable  after 
the  eye  has  been  subjected  to  the  gas  light. 

(b)  The  power  of  conDfdinating  and  using  the  motor  muscles 
of  the  eyeball  recorded  in  the  orbicular  muscle  testa  was  diminished 
to  a  greater  extent  after  subjection  to  electric  than  to  gae  light. 

(c)  It  was  found  that  the  ciliary  muscles  of  the  eye  are  more 
accommodative  after  3  hours'  exposure  to  the  50-candle-power  light 
from  the  Darwin  incandescent  mantle  than  after  a  similar  exposure 
to  a  50-cand)e-power  electric  light. 

(d)  The  acuity  of  vision  by  the  retinal  test  again  shows  that 
the  optic  nerve  or  center  was  more  suBceptible  in  the  case  of  gaa 
illumination. 

"  There  may  be,  and  doubtless  are,  persons  bo  peculiarly  consti- 
tuted as  to  find  one  light  or  other  objectionable,  or  even  to  be 
unable  to  tolerate  any  artificial  li^t  whatever.  Such  cases  belong 
to  the  domain  of  pathology  rather  than  that  of  hygiene.  On  a 
review  of  the  whole  of  the  facts  collected,  it  may  be  said,  without 
reservation,  that  there  is  nothing  in  either  mode  of  lighting  which 
ia  incompatible  with  the  best  hygienic  conditions. 

Conclusions  by  Rideal 
"  The  main  conclusions  may  be  therefore  summed  up  as  follows: 
Owing  to  the  better  ventilation  obtained  by  gas,  the  products  of 
combuation  are  not  found  in  the  air  in  anything  like  the  propor- 
tion which  might  be  expected,  the  temperature  and  humidity  in 
any  occupied  room  being  no  greater  than  when  the  room  is  lit 
with  electric  light. 

"  Carbonic  acid  has  not  the  injurious  effect  which  was  formerly 
attributed  to  it,  but  considerable  rises  in  the  temperature  and 
moisture  content  of  a  room,  from  whatever  source,  do  have  a  preju- 
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dicial  effect  upon  the  well-being  of  the  occupants.  Even  under 
adverse  conditions  of  ventilation  purposely  created  for  this  inquiry, 
neither  the  temperature  nor  percentages  of  moieture  in  the  room 
reached  a  point  at  which  any  such  effect  could  be  detected  by  any 
of  the  recognized  physiological  tests. 

"  It  has  been  established  that  the  products,  viz.,  heat,  carbonic 
acid  and  moisture,  so  far  as  they  modify  the  health  of  the  occu- 
pants of  a  room,  are  derived  from  the  inmates  more  than  from  the 
illuminant.  and  that  a  room  of  moderate  size  can  be  efficiently 
fighted  by  gas  without  sensibly  affecting  the  amount  of  these  three 
factors. 

"  The  medical  conclusions  are  in  accord  with  those  arrived  at  from 
the  chemical  and  physical  data,  and  also  demonstrate  that  the 
choice  between  the  two  systems  of  lighting  does  not  depend  upon 
hygienic  considerations." 

.4  Ventilation  Problem 

A  further  noteworthy  reference  may  be  made  to  the  recent  action 
of  the  Committee  of  the  Society  of  Medical  Officers  of  Health,  of 
London,"  who,  desiring  to  have  their  offices,  and  especially  their 
meeting  room,  well  lighted  and  ventilated,  installed  gas  for  illumi- 
nation. A  room,  24  feet  square  with  a  13-foot  ceiling,  in  which 
150  members  assemble  at  night,  presents  a  problem  in  ventilation 
requiring  careful  attention.  The  members  of  this  committee  could 
be  depended  upon  to  go  farther  "  than  the  elementary  stage,  that 
in  the  combustion  of  all  gases  there  must  be  products  of  combus- 
tion, while  with  electric  incandescent  lamps  there  are  not."  It 
was  found  "  that  with  gas,  the  products  were  harmless,  and  that 
the  use  of  gas  assisted  in  producing  the  circulation  of  air  in  the 
room;  while,  on  the  other  hand,  where  electric  lights  were  em- 
ployed, and  a  number  of  people  were  gathered  together,  the  lamps 
did  not  aflsist  in  the  circulation  of  the  air,  that  there  was  stagna- 
tion, and,  consequently,  in  a  short  time,  the  exhalation  of  respira- 
tion charging  the  air  caused  it  to  be  unwholesome  to  those  who 
had  occasion  to  remain  in  such  an  atmosphere." 

"  It  is  an  error  to  assume  that  carbon  dioxide  is  responsible, 
even  in  extreme  cases,  for  the  ill  effects  of  bad  ventilation.  Also, 
that  the  discomfort  due  to  bad  ventilation  is  due  to  the  reduction 
of  the  amount  of  oxygen  in  the  air. 

•  Journal  ot  Qaa  Lighting,  October  18,  1910. 
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"  The  real  source  of  trouble  is  moisture,  and  especially  that 
odorous  moisture  emanating  from  the  body,  either  by  evaporation 
or  exhaled  from  the  lunge.  The  removal  of  this  moisture  is  a 
matter  of  necessity,  and  the  obvious  method  is  by  ventilation."  • 

Lighting  and  Ventilating  Fixture 

In  I'ig.  1  is  shown  a  distributed  unit  ceiling  fixture  developed 

by  a  combination  gas  and  electric  company  for  the  illumination 

of  the  gas  side  of  their  showroom  and  offices,  and  the  successful 


Pia.  I.— Ventilating  Celling  Unit 

ventilation  of  the  entire  room,  utilizing  the  heat  energy  from  the 
gas  lamps  to  induce  a  proper  circulation  of  air  and  carry  off  the 
vitiated  air  due  to  the  occupants  of  the  room;  the  other  kind  of 
vitiated  air — that  from  the  products  of  combustion — has  never 
been  known  to  harm  either  animals  or  human  beings.  The  detail 
of  construction  of  this  unit  is  rather  evident  from  the  illustration. 
In  the  upper  right-hand  section  is  shown  the  galvanized-iron  duct 
lining,  which  is  continuous  throughout  the  false-ceiling  beams, 
connecting  with  Sues  in  the  walls  leading  to  the  roof. 

*  From  a.  paper  on  Modern  Gas  Lighting,  given  before  the  arcbltecta 
and  builders  of  the  City  of  Detroit,  June  9,  1908,  by  M.  C.  Whltaker. 
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That  much  more  attention  is  being  paid  to  this  kind  of  work 
is  evident  from  the  somewhat  similar  experiences  in  many  cities. 

A  recent  experiment  with  a  gas  lamp  consuming  18  cubic  feet 
of  gas  per  hour,  installed  6  inches  below  the  opening  of  a  stack 
having  an  area  of  1.7  square  feet,  and  but  8  feet  long,  leading 
upwards  into  another  floor,  showed  that  over  35,000  cubic  feet  of 
air  per  hour  were  taken  through  this  stack,  nearly  3000  cubic  feet 
of  air  per  cubic  foot  of  gas  per  hour. 

An  Installation  for  Ventilation 

Reference  might  also  be  made  to  a  gas  ofBce  in  a  one-story 
building  20  feet  by  70  feet,  an  area  of  1400  square  feet,  having  a 
ceiling  11  feet  high,  where  56  gas  lamps  were  burned  from  4.:iO 
p.m.  to  ".30  a.m.  for  display  purposes.  On  opening  the  office 
at  8  a.  m.  the  COj  content  was  found  to  be  as  high  as  26  parts  in 
10,000.  but  after  a  thorough  ventilation  by  way  of  the  doors  and 
windows  this  was  reduced  to  4  parts  by  9  a.  m.  As. the  lamps  were 
all  put  on  again  at  4.30  p,  m.,  it  was  found  that  the  COj  content 
at  5  p.  m.  reached  9  parts  in  10,000. 

JJow,  the  condition  which  had  to  be  met  was  how  to  increase  the 
lamps  used  from  56  to  71,  as  was  desired  in  making  a  more  at- 
tractive showroom,  and  also  take  care  of  the  rather  serious  ventila- 
tion conditions  preeert  and  anticipated.  A  change  was  made  in 
the  hot-air  furnace  in  the  basement  and,  instead  of  drawing  the 
cold  air  from  the  basement  floor,  the  cold-air  duct  was  continued 
to  the  outside ;  then  the  fresh  air,  which  was  also  screened  in  this 
cold-air  duct,  passed  around  the  furnace  and  through  the  three 
regular  registers  in  the  floor  of  the  showroom.  Four  ordinary 
ventilators  were  then  installed  on  the  roof,  connecting  with  7-foot 
stacks  to  the  ceiling  of  the  showroom.  With  an  increase  of  nearly 
30  per  cent  in  the  number  of  lamps  used,  the  ventilation  results 
were  as  follows:  At  8  a.  m.,  with  71  lamps  on  from  4.30  p.  m.  the 
day  before,  the  COj  content  was  less  than  8  parts  in  10,000;  this 
waa  reduced  to  3  parts,  the  amount  which  is  always  present  in  fresh 
air,  by  9  a.  m. :  and  at  5  p.  m.,  the  close  of  the  buaineas  day,  it  had 
raisefl  to  only  5  parts  in  10,000,  and  this  with  the  doors  and  win- 
dows closed.  The  cubical  contents  of  this  room  were  16,500  cubic 
feet,  and  on  windy  days  the  ventilators  passed  over  20,000  cubic 
feet  of  air  per  hour ;  and  on  days  when  the  wind  was  slight  or  ab- 
sent, over  60,000  cubic  feet  of  air  per  hour,  resulting  by  this  method 
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alone  in  a  change  of  air  in  this  room  from  H4  *o  314  times  per 
hour.  With  a  higher  building  and  longer  vertical  stacks,  the  quan- 
tities of  air  passed  would  be  largely  increased. 

Ordinary  Ventilation 

A.  P.  Beardsley  *  says :  "  It  is  surprising  how  often  the  air 
changes  even  in  a  room  where  no  special  attention  is  paid  to  secur- 
ing good  ventilation.  Freeh  air  passes  in  through  crevices  of 
doors  and  windows  in  the  lower  half  of  a  room,  and  out  through 
similar  openings  in  the  upper  half,  as  well  as  throiigh  fireplaces 
and  chimney  openings.  Even  the  walls  themselves  help  in  the 
ventilation.  Experiment  has  shown  that  7  cubic  feet  of  air  per 
hour  pass  in  from  outside  through  a  square  yard  of  wall  where 
there  is  a  difference  of  40°  of  temperature  inside  and  outside." 

You  are  all  familiar  with  the  experiment  of  blowing  through  a 
brick  and  extinguishing  a  lighted  candle  on  the  other  side. 

The  conclusion  may  be  drawn  that  any  room  which  is  so  securely 
closed  up  that  the  number  of  mantle  burners  necessary  for  its 
proper  illumination,  or  even  several  times  that  number  of  burners, 
will  show  an  appreciable  effect  on  its  atmosphere,  is  unfitted  for 
human  habitation,  even  if  lighted  by  daylight.  The  necesaaiy 
arrangement  for  ventilation'  on  account  of  hygienic  considerations 
will  also  take  care  of  all  products  of  combustion,  and  the  heat  from 
incandescent  gas  burners  may  be  depended  upon  to  insure  the 
proper  ventilation  which  might  otherwise  require  an  elaborate  and 
costly  ventilation  installation. 

Reports  covering  many  phases  of  investigations  along  lines  sim- 
ilar to  those  noted  above  will  be  found  in  the  following-named 
publications : 

Report  of  the  IT.  S.  Dept.  of  Agriculture,  Bulletins  Nos.  109 
and  175. 

Year-Book  of  U.  S.  Dept.  of  Agriculture,  1904. 

Smithsonian  Contribution  to  Knowledge,  Vol.  29. 

Government  Blue  Book,  1902. 

"Journal  of  Gas  Lighting"  (London),  November  25,  1902; 
Vol.  XCIV,  page  374;  XCV,  page  449;  XCVIII,  page  918;  C, 
page  423;  CVI,  page  8?1;  CIX,  pages  39  and  865;  CX,  page  18; 
CXII,  page  648. 

*  Light,  Vol.  6,  Uarch,  1906. 


.y  Google 


Principles  and  Design  op  Interiob  Illumination"     739 

"Gas  World"  (London),  Vol.  XLVI,  page  832 ;  XLVIII,  pages 
149  and  3S7;  L,  page  399. 

"Light,"  Vol.  VI,  page  8;  VIII,  page  59;  X,  page  119. 
"ProgreBBive  Age,"  Vol.  XXVII,  page  561. 
"  Illuminatiag  Engineer,"  Vol.  IV,  page  479. 

Effect  of  Tarious  Pressures 

One  of  the  meet  important  considerations  is  the  effect  of  pressure 
npon  the  lamps  and  burners  nsed.  Before  the  days  of  fuel  appli- 
ances and  incandescent  mantle  burners,  the  pressure  of  supply  was 
influenced  by  the  open-flame  requirements.  As  open  flames  were 
generally  most  efficient  at  pressures  of  1  inch,  oi  ten-tenths  of  an 
inch,  of  water  or  less,  and  as  many  open  flames  are  still  in  use 
to-day,  the  pressure  conditions  throughout  the  country  vary  greatly ; 
this  is  also  true  in  many  cities  where  the  pressure  is  largely  aifected 
by  local  conditions. 

In  a  small  town  with  absolutely  level  districts,  with  a  centrally 
located  gas  works,  a  fairly  even  pressure  can  be  maintained.  This 
condition  is,  however,  exceptional,  and,  as  a  rule,  owing  to  the 
variation  in  levels  of  different  districts,  owing  to  varions  diameters 
of  gas-supply  mains  and  the  extreme  distances  to  which  gas  has 
to  be  conducted  from  the  works,  a  higher  initial  pressure  is  re- 
qmred  to  insure  a  sn£Gcient  supply  to  the  most  distant  consumers, 
and  to  those  located  in  the  low-lying  districts.  In  some  cities  high- 
pressure  distributing  mains  are  nsed  with  district  governor  sta- 
tions, while  in  other  cities,  again,  the  condition  of  the  distribution 
systems  is  such  that  high  pressure  is  prohibitive. 

Managers  of  gas  companies  have  many  ideas  as  to  the  most  sat- 
isfactory pressure  for  their  mains  and  for  their  consumers,  and  as 
a  consequence  the  pressure  may  vary  from  less  than  ten-tentha  or 
1  inch  of  water  up  to  10  or  13  inches,  the  latt«r  being  rather  the 
exception,  as  very  few  plants,  indeed,  mn  their  pressure  beyond 
8  inches. 

Horizontal  Candle-Power  Measurements 

As  the  distribution  of  light  from  an  open-flame  burner  is  of  al- 
most equal  intensity  in  all  directions,  that  is  spherical,  the  inten- 
sity taken  in  the  horizontal  plane  normal  to  the  flat  side  of  the 
flame  may  be  properly  considered  as  a  measure  of  the  mean  inten- 
sity, and  he  nsed  as  a  basis  for  calculating  the  efficiency  of  the 
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burner  and  the  candle-power  of  the  gas.  Many  photometricians 
improperly  rate  incandescent  gas  lamps  by  this  same  method.  This 
is  perhaps  not  so  serious  with  the  upright  lamps,  having  a  sym- 
metrical  distributiou  with  practically  equal  portions  of  light  flux 
in  the  upper  and  lower  hemispheres  and  delivering  the  maximum 
on  the  horizontal,  as  it  is  with  inverted  lamps,  the  distribution  from 
which  may  be  in  the  proportion  of  from  75  to  90  per  cent  in  the 
lower  hemisphere  and  25  to  10  per  cent  in  the  upper  hemisphere. 
The  horizontal  reading  of  the  intensity  on  a  lamp  of  this  land 
certainly  does  not  represent  the  same  proportion  of  light  flux  as 
a  horizontal  reading  'on  an  upright  lamp. 

Added  to  this  is  the  condition  that  the  characteristics  of  various 
burners  at  different  pressures  vary  widely.  A  burner  may  have  a 
particularly  high  efficiency  or  duty  at  one  special  pressure,  and 
at  all  pressures  above  and  below  that  particular  point  may  fall 
off  very  rapidly.  This  is  illustrated  in  Fig.  3,  which  shows  con- 
siderably different  results  with  several  buraers  under  various  pres- 
sures up  to  G  inches. 

Effect  of  Pressure  on  Several  Lamps 
Curves  Nos.  1  to  5  are  upright  lamps,  and  Nos.  6  and  7  inverted. 
Nos.  1,  2,  3,  4  and  6  were  plotted  from  results  of  tests  on  single 
burners  by  L.  W.  Wild,*  Nos.  5  and  7  are  American  lamps,  up- 
right and  inverted,  respectively,  and  show  a  marked  difference  in 
performance.  The  values  in  Nos.  1  to  6  show  the  efficiency  or  duty 
of  these  burners  in  terms  of  horizontal  candle-power  per  cubic  foot 
of  gas  per  hour.  Those  in  No.  7  are  in  terms  of  mean  spherical 
en  lid  le-]}o  we  r  per  cubic  foot  of  gas  per  hour  at  pressures  from  1.(1 
inches  to  6  inches  of  water.  In  the  latter  curve  is  shown  char- 
acteristics of  extreme  value  at  all  pressures  beyond  2  inches,  the 
efficiency  increasing  with  the  higher  pressures.  With  No.  6  the 
point  of  maximum  efficiency  is  reached  at  about  1.5  inches; 
for  use  exclusively  on  pressures  from  1.3  to  1.7  inches,  No.  6 
would  undoubtedly  be  the  better  lamp.  Beyond  3  inches,  however, 
this  lamp  would  give  very  poor  results.  Curve  No.  5,  while  not 
ideal  by  any  means,  is  in  marked  contrast  to  Nos.  1  to  4.  In  the 
later  tests,  the  lamps  were  adjusted  for  maximum  intensity  at  each 
0.4  inch  change  in  pressure. 

•  Journal  of  Gas  Lighting,  Vol.  48,  1807,  p.  2*. 
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Fio.  2, — Effect  ol  PreBsuTe  on  Certain  Lampe. 


.y  Google 


742  Illuminatinq  EHaiNEEitiKa 

Tjamp  No.  3  shows  a  duty  at  1.3  inchee  pressure,  but  50  per 
cent  of  that  at  2.8  inches.  In  fact,  any  of  the  lamps  repre- 
sented by  Nos.  1,  2,  3,  4  and  6  would  show  considerable  changes 
in  light  output  with  varying  pressures. 

Tests  on  American  lamps  along  somewhat  similar  lines  were 
reported  by  the  writer  in  papers  before  the  Illuminating  Engineer- 
ing Society  and  the  National  Commercial  Gas  Association.* 


Fia.  3. — Upright  Lamps,  O  and  H, 

Tests  on  Upright  Lamps 
A  number  of  upright  burners  of  each  kind  illustrated  in  Figs. 
3  and  4,  were  equipped  with  cotton  mantles  of  the  following  sizes, 
respectively ;  4  inches  by  1  inch,  3^4  inches  by  1  inch,  S^/i  inches  by 
1  inch,  and  on  the  last  two  lamps  shown,  2'/2  inches  by  %  of  an 
inch.     The  purpose  of  these  tests  was  not  to  show  the  highest 

•  The  Relation  Between  Pressure  and  Light  Output  with  Various  Gas 
Lamps  and  Burners.  Transactions  of  the  Illuminating  Ensineerlng 
Society,  Vol,  5,  November,  1910,  p.  685;  and  paper  on  Illumination, 
National  Commercial  Gas  AsBoclation  Proceedings,  December,  1910. 
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light  output  nor  maximum  efficiency  or  duty  which  it  might  be 
possible  to  secure  with  these  lamps,  but  rather  the  average  results 
which  might  he  readily  reproducible  and  which  would  represent 
as  nearly  as  possible  the  performance  to  be  expected  in  practice 
with  a  similar  commercial  product  and  equipment. 

The  comparative  light  output  of  these  lamps  may  be  ooted  from 
the  distribution  curves  (Fig.  5)  made  at  2  inches  pressure.    From 


Fro.  4. — Upright  Lamps,  I,  J  and  J'. 

this  it  would  appear  that  there  is  no  particular  advantage  in  using 
a  4-inch  mantle  at  this  pressure,  as  both  the  duty  and  light  output 
are  greater  on  the  3'/^-inch  mantle. 

In  Fig.  6  is  shown  the  considerable  effect  due  to  pressure.  These 
are  the  vertical  distribution  curves  of  the  average  of  each  series  of 
lamps  at  S-inch  and  8-inch  pressures.  In  Fig.  7  is  shown  the 
characteristics  of  performance  of  these  lamps  at  all  points  investi- 
gated. These  percentage  values  indicate  that  these  lamps  give 
considerably  higher  efficiencies  when  used  on  pressures  of  2  inches 
or  over.    It  may  also  be  noted  by  reference  to  the  top  part  of  the 
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diagram  (per  cent  duty)  that  the  various  lamps  acted  quite  differ- 
ently under  the  different  pressuree  (the  horizontal  pressnre-Bcale 
values  are  4  squares  to  the  inch,  with  2.5  inches  pressure  as  the 
base)  ;  the  lamps  in  series  G  show  the  highest  efficiencies  beyond 


the  3-iiich  pressures,  while  at  4-ineh  the  J  series  drops  off  nearly 
6  per  cent  at  the  8-inch  pressure.  Series  I  follows  an  almost  ideal 
straight  line  from  2^  inches  to  8  inches.  These  results  demon- 
strate that  one  lamp  may  meet  a  certain  pressure  condition  better 
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than  another,  also  that'the  general  aseumptioa  of  a  higher  efficiency 
with  increased  preesureB  may  be  qualified,  and  we  Bbonld  not  fail 
to  take  the  burner  equipment  and  gas  conditiooB  into  consideration. 

Importance  of  Design 
A  particular  lamp  equipped  as  shown  in  H  (Fig.  3)  was  tested, 
and  then  the  chimney  was  changed  to  one  having  smaller  air  holes. 
This  test  proved  that  the  slight  change  in  design— using  air  holes 
^  of  an  inch  larger  in  diameter,  as  in  the  H  test — increased  the 
light  output  14  per  cent.  In  Fig.  8  the  curve  H'  is  with  a  larger 
air-hole  chimney,  the  inner  curve  showing  the  result  with  a  smaller 
air-hole  chimney. 


Fig.  8.— Light  Distribution  about  an  Upright  Lamp  with  Different 
CblatneyB. 

The  lamp  J',  shown  in  Fig.  4,  was  but  slightly  less  efficient  than 

J,  having  a  similar  mantle.    This  lamp  did  not  show  quite  aa  high 

an  efficiency  or  duty  as  J,  but  was  shown  to  have  an  almost  straight 

line  efficiency  curve  at  all  pressures  from  1  to  8  inches. 

TABLE  NO.  1 

Results  at  2.5-iNcn  PBtssuBB  with  Ufbiqht  Incandescent  Lamps 

Lamps O  H  I  J 

Total  lumens  per  cu.  ft.  per  hour  (duty).     204.0      235.0      228.0    212.0 

Total  lumens    1358.0    1390.0    115G.0    512.0 

Consumption  eu.  ft.  per  hour 6.64        B.9E        5.08      2.41 

Horizontal  C.   P 140.6      146.6      123.2      521 
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Tests  on  Inverted  Lamps 
A  somewhat  similar  series  of  testa  on  inverted  lamps  of  the  de- 
sign shown  in  Fig.  10  prove  conclusively  that  these  lamps  also  have 
their  peculiar  characteristics  of  performance.     These  tests  were 


Fio.  9. — CbaracteriBtlc  of  Performance  of  Inverted  Lampe  with  Base 
at  2.G-incb  Freaaure,  and  Light  Distribution  Curves  with  Clear  and 
Frosted  Tip  Cyllndera. 
FiQ.  10. — Inverted  Lamp  with  Clear  Cylinder  and  Frosted  Tip  Cylinder. 

run  on  both  straight  water  gas  and  straight  coal  gas,  and  the  upper 
diagram  (Fig.  9),  considered  with  Table  No.  3,  shows  the  differ- 
ences due  to  tliese  two  gases  when  used  with  the  same  series  of 
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lamps.    In  the  lower  part  of  diagram  (Fig.  9)  is  given  the  distri- 

bntion  curves  at  S. 5-inch  pressure  of  the  average  of  these  Beries  of 

lamps  with  clear  cylinders  and  with  frosted  tip  cylinders. 

TABLE  NO.  2 

Results  at  2.&-i!icii  Pbesbube  with  Invurfui  IaUcps,  wttb  Cixib 

Ctundebs 

W«terG»i      CoalQM  «^J5^ 
Total  lumens  per  cu.  (t.  per  hour  (duty) .  20S.8  171.6  83.4 

Total  lumens  687.0  638.3  93.0 

Coneumptlon    3.34  8.72  111.6 

The  water  gas  nsed  in  these  tests  averaged  19.8  candle-power, 
having  a  calorific  value  of  G30  B.  t.  u.  and  a  specific  gravity  of  0.66; 
while  the  coal  gas  was  13.34  candle-power,  540  B,  t.  u.,  0.55  specific 
gravity. 

This  series  of  tests  shows  rather  conclusively  that  reports  on  the 
light  ontpnt  and  gas  consumption  on  different  lamps  at  different 
pressures  may  in  no  way  be  considered  comparable  unless  the  char- 
acteristics of  performance  of  each  lamp  is  known  at  the  various 
other  pressures.  And  without  this  information  the  distribution 
of  light  about  a  particular  lamp  at  a  given  pressure  may  be  of 
little  value  unless  that  particular  lamp  is  to  be  used  in  service  at 
a  similar  pressure. 

In  Fig.  11  is  shown  the  average  distribution  of  light  about  the 
series  of  inverted  lamps  with  clear  cylinders  tested  on  water  gas 
at  2-inch,  2V^-inch,  3-inch,  4-inch,  5-inch,  6-inch,  7-inch  and  8-inch 
pressures.  In  this  series  of  tests  it  was  found  that  horizontal  read- 
ings of  the  intensity  from  lamps  equipped  with  clear  cylinders  were 
not  representative  of  the  total  light  flux  as  was  the  case  with 
upright  burners.  The  candle-power  readings  on  the  horizontal  did 
not  bear  any  definite  relation  to  the  total  flux  of  light  produced  at 
the  various  pressures.  It  was  found,  however,  that  the  intensity 
at  77°  30'  was  not  only  a  definite  proportion  of  the  total  flux^ 
varying  as  the  total  flux  varied,  but  it  also  happened  that  Wie 
candle-power  at  this  angle  when  multiplied  by  10  gave  as  a  result 
the  total  flux  from  this  lamp  in  lumens. 

Rating  Lamps 
All  light  sources  should  be  rated  in  terms  of  their  total  flux,  and. 
considerable  confusion,  to  say  the  least,  has  resulted  in  rating  them 
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otherwise.  This  has  been  covered  very  clearly  by  Dr.  C.  P.  Stein- 
metz,*  "  Only  the  mean  Bpherical  intensity — which  represente  the 
total  flui  of  light — and  the  distribution  curve — which  represente 
the  distribution  of  this  tight  in  space — are  of  importance.  The 
*  horizontal  intensity '  has  been  used  as  a  conventional  rating  of 
incandescent  lamps,  but  is  merely  fictitious,  as  it  does  not  mean  an 
actual  averagb  horizontal  intensity,  but  the  horizontal  intensity 


which  the  light  flux  of  this  lamp  would  give  with  the  standard 
mean  spherical  reduction  factor,  if  the  filament  had  the  standard 
shape. 

"  Downward  candle-power  and  maximum  candle-power  obviously 
have  no  meaning  regarding  the  light  flux  of  the  lamp,  but  merely 
lepresent  a  particular  feature  of  the  distribution  curve. 

*  Radiation,  Ligbt  and  I  llu  ml  nation,  p.  184,  par.  S6. 

DiQitizedoyGOOglC 
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"  Hemigpherical  candle-power  is  used  to  Rome  extent,  eepeciallj 
abroad.  It  is  a  mixture  between  light  flux  and  distribution  curve, 
and  as  it  gives  no  information  on  the  total  light  flux,  nor  on  the 
actual  distribution  curve,  and  may  mislead  to  attribute  to  the  lamp 
a  greater  light  flux  than  it  possesses — by  mistaking  it  with  mean 
spherical  candle-power — it  has  no  excuse  for  existence,  and  should 
not  be  used." 


What  Polar  Curves  Repre'ient 
That  a  statement  of  the  total  flux  from  a  lamp  is  alone  not 
sufficient — that  a  mention  of  the  maximum  candle-power  is  value- 
less, and  that  a  casual  consideration  of  a  distribution  curve  is  likely 
to  be  highly  misleading — may  be  assumed  from  the  three  distri- 
bution curves  in  Fig.  12,  which  represent  the  characteristic  ei- 
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tensive,  intenBive  and  focusiDg  types  of  light  distTibntion  secured 
from  one  particalar  lamp  equipped  with  each  one  of  the  priBmatie 
reSectors  illustrated. 

The  total  flux  differences  are  very  slight,  indeed,  and  are  effected 
by  the  slight  differences  in  shape  or  depth  of  the  reflectors.  The 
"  F  "  curve  represents  slightly  less  total  flnx  than  does  either  the 
"  E  "  or  "  I "  curves.  The  maximum  candle-power  values  of  210, 
330  or  635  can  certainly  not  be  used  in  efficiency  statements,  where 
they  would  have  the  effect  of  crediting  a  lamp,  which  has  an  actual 
rfScieney  of  16  to  17  mean  spherical  candle-power  per  cubic  foot 
per  hour,  with  an  output  of  63.5,  69.5  or  192  candle-power  per 
cubic  foot  per  hour,  and  yet  similar  ratings  have  been  made, 
and  in  certain  quarters,  even  in  some  trade  journals,  examples  may 
be  found  at  the  present  time. 

While  attention  has  been  frequently  called  to  the  fact  that  the 
polar  diagram,  as  a  graphic  repTceentation  of  quantiti/  of  light, 
has  no  significance,  and  this  fact  should  be  sufficiently  understood 
by  those  having  even  an  elementary  knowledge  of  the  use  of  the 
graphic  method  of  representing  relations  between  variables,  there 
are  still  many  cases  in  which  the  polar  diagram  is  assumed  to  rep- 
resent the  amount  of  light.  This  is  really  a  most  natural  inference 
to  make,  since  it  is  the  surface  included  by  the  curve  rather  than 
the  curved  line  itself  that  naturally  first  impresses  one. 

The  polar  diagram  shows  only  the  radiant  intensities  and  does 
not,  therefore,  correctly  indicate  the  change  in  flux  of  light  at 
various  angles.  The  apparent  discrepancy  in  the  areaa  comes  from 
the  fact  that  with  polar  curves  a  comparatively  small  expansion  in 
the  zone  about  the  horizontal  plane  is  equivalent  to  a  considerable 
expansion  in  the  zone  about  the  vertical  axis.  The  zone  S"  below 
the  horizontal  represents  an  area  equal  to  that  of  the  15°  zone  about 
the  vertical  axis.  For  the  purpose  of  representing  the  actual  inten- 
sities at  the  various  angles,  and  giving  at  once  a  general  Idea  of  the 
light  distribution,  the  polar  curves  are  necessary  and  desirable. 

Photometric  Limitaiions 
It  is  also  important  in  all  photometric  tests  of  gas  lamps,  as  with 
electric  lamps,  to  know  the  distance  from  the  photometer  screen 
to  the  source.  With  many  large  sources  mistakes  have  been  made 
by  assuming  a  distance  from  which  the  source  could  not  be  con- 
sidered as  a  theoretical  point  source.    Many  special  fixtures,  large 
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irnite,  and  eepecially  those  units  having  an  asymmetrical  distribu- 
tion, should  be  investigated  with  an  illuminometer  or  illumination 
photometer,  for  the  various  heights  at  which  these  units  are  to  be 
used,  and  throughout  those  points  on  the  plane  where  the  illumioa- 
tion  would  be  effective.  This  point  was  brought  up  by  the  writer 
in  a  paper  before  the  Illuminating  Engineering  Society  Convention 
in  1909.*  It  was  there  shown,  by  measurements  from  a  four-light 
fixture,  having  an  over-all  dimension  of  84  inches,  that  the  differ- 
ence in  apparent  flux  with  the  illuminometer  test  plate  on  a  hori- 
zontal plane  and  a  fixture  height  of  i  feet,  and  also  at  8  feet,  might 
be  as  great  as  22  per  cent.  The  greater  differences  were  shown  to 
be  on  planes  when  the  source  was  at  "  heights  "  within  6  feet. 

When  we  consider,  however,  that  many  units  on  the  greater  num- 
ber of  installations  are  used  for  the  illumination  of  planes  witii 
"  heights  "  at  from  6  inches  to  6  feet,  it  will  possibly  be  realized 
that  this  point  is  one  of  importance.  It  might  be  here  noted  that 
the  possibility  of  deviation  from  the  cosine  law  of  the  test  plate  on 
the  illuminometer  was  provided  for  by  taking  all  measurements 
normal  and  reducing  same  to  horizontal  values  by  calculation.  For 
accurate  calculation,  it  may  therefore  be  assumed  that  best  results 
can  be  secured  from  an  illuminometer  investigation  of  an  average 
lamp  similar  to  that  which  it  is  proposed  to  use  in  the  installation, 
at  the  different  heights  at  which  the  radiant  may  be  placed  and 
at  various  points  on  the  plane  at  such  distances  within  which  the 
light  would  be  effective. 

Photometric  Curves  of  Gas  Lamps 
Generally  speaking,  however,  the  usual  photometric  curve  may 
be  used  if  it  is  considered  as  being  merely  representative  of  the 
distribution  characteristics  of  that  radiant.  Point  to  point  cal- 
culations may  then  be  made  with  the  sole  idea  of  uniformity  or  tin- 
uniformity,  as  may  be  desired,  using  the  candle-power  values  merely 
as  proportional  values,  and  depending  upon  either  illuminometer 
measurements,  as  above  explained,  or  upon  the  "  experience  fac- 
tors," lumens  per  cubic  foot  of  gas,  of  the  various  units  under 
consideration. 

With  the  many  kinds  of  gas  lamps,  reflectors  and  other  acces- 
sories now  on  the  market,  practically  any  distribution  of  light  may 

■  Some  ReeultB  ObtaJned  Through  inamlaometrr.  Transactions  of  the 
Tllnminatlng  Bnglneerlng  Society,  Vol.  4,  p.  789. 
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be  Becnred.  In  Fig.  5  is  illustrated  the  characteristic  distribution 
curves  of  single  upright-mantle  lamps,  and  in  Fig.  9  the  distribu- 
tion from  a  single  inTerted-mantle  with  clear  cylinder,  and  also  a 
frosted-tip  cylinder,  while  in  Fig.  13  is  shown  the  characteristic  dis- 
tribution curves  of  the  multiple  inverted-mantle  lamps,  commonly 
known  as  " inverted  arcs."  These  curves  are  of  three-,  four-  and 
five-mantle  lamps  of  various  manufacture,  and  are  not  materially 
different  in  their  characteristics  to  that  of  the  single  inverted- 
mantle  lamp.     In  Fig.  14  is  shown  the  light  distribution  from 


upright-mantle  sources ;  on  the  right,  an  upright-mantle  arc  with 
opal  reflector,  and  on  the  left,  a  single  upright-mantle  lamp  with 
a  "  Q  "  chimney. 

The  distribution  of  light  about  an  upright  arc  without  a  re- 
flector is  quite  similar  to  this  curve  on  the  left,  the  apparent  candle- 
power  of  which  was  here  changed  one  to  four  to  enable  a  comparison 
to  be  more  readily  made.  These  lamps,  as  required  by  their  dis- 
tribution characteristics,  are  usually  hung  quite  low,  and  should, 
therefore,  without  exception,  be  equipped  with  opal  or  light-diffus- 
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ing  globes.  Sources  of  high  BpeciSc  intensity  should  be  placed 
well  out  of  the  field  of  vision.  While  incandescent  mantles  un- 
doubtedly have  a  much  lover  specific  intensity  than  incandescent 
lamp  filaments,  the  intensity  is  still  too  high  to  permit  the  in- 
stallation of  unscreened  mantles  in  locations  where  they  will  come 
within  the  field  of  view.  Heducing  the  intensity  of  a  source  by 
surrounding  same  with  an. opal  or  sand-blasted  globe  enables  us  to 
see  with  more  comfort,  and  actually  to  see  more  clearly,  owing  to 
the  well-known  effect  of  the  eye  working  with  a  larger  pupillary 


Fio.  14. — Characteristic  DiBtrlbutlon  of  Light  about  Upright  Lamps. 

opening  in  the  absence  of  glare.    This  is  a  point  of  particular  im- 
portance with  multiple-mantle  lamps  when  enclpsed  within  a  globe. 

The  Use  of  Clear  Globes 
Eiiperieuce  and  repeated  experiments  prove  conclusively  that 
clear  globes  interfere  with  clear  vision.  It  is  a  common  mistake 
to  think  that  the  more  light  we  have  the  better  we  can  see.  There 
could  hardly  be  a  greater  error.  A  source  of  high  specific  intensity 
within  the  field  of  vision  tends  to  defeat  its  own  purpose  as  an 
illuminaut  by  automatically  stopping  down  the  iris.  A  practical 
appreciation  of  this  condition  is  given  in  many  towns  where  ordi- 
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Bances  have  been  passed  requiring  saloons  to  take  down  all  screens 
and  blinds  from  the  windows  that  tboee  on  the  street  could  readily 
see  into  the  room.  In  many  places  the  letter  of  the  law  was  upheld, 
but  the  apirit  was  violated  by  having  arc  lamps  with  clear  globes 
installed  in  the  windows.  Of  course,  these  lamps  were  nominally 
used  for  window  lighting,  and  not  as  screens,  within  the  letter  of 
the  law,  but  they  were,  nevertheless,  successful  as  screens. 


/  .      a®  aiA  \ 


Fio.  15. — Diagram  of  Elevation  of  a  Room. 

The  varied  problems  presented  in  practical  illumination  work 
require  many  different  kinds  of  lamps  having  widely  different 
characteristics  of  light  distribution.  Before  the  introdnction  of 
inverted  lamps,  when  the  opright  lamps  were  practically  the  only 
Bonrces  available,  the  various  distribntions  were  secured,  either  by 
absorbing  the  excess  of  light  in  those  directions  where  it  was  not 
wanted,  or  by  means  of  various  reflectors  redirecting  the  light 
rays  into  the  useful  zones.    As  good  engineering  is  along  economical 
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linei,  rather  ttun  thoee  which  ma;  be  nsteful,  the  inserted  lunp 
vaa  fotiDi]  to  fill  a  very  necessary  field.  This  is  shown  graphically 
in  Y'ygi.  \'>  io<\  16.  Fig.  15  is  an  elevation  of  a  room  14  feet 
hi^  and  14  feet  wide,  with  the  "plane  of  illnmination "  2  feet 
a^Mve  the  floor.  For  a  source  suspended  6  feet  above  the  plane 
{H  feet  above  the  floor)  the  comparative  intensities  are  ahows  on 


the  left  for  uniform  normal  illuminnfion  on  the  plane,  walls  and 
ci'iling.  On  the  right  are  shown  corresponding  values  for  a  source 
10  fwt  above  the  plane.  The  vahies  here  given  are  merely  the 
sqwares  of  thosi'  distancos.  as  measured  with  some  convenient  scale, 
ami  at!  snob  represent  the  proportionate  intensity  values  for  normal 
ilhiinination  nf  equal  intensity  at  these  points. 
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Tlie  Illumination  of  Walls  and  Ceilings 
The  illnmiiiation  of  trails  and  ceiling  ie  desirable  and  sometimes 
necessary,  but  rarely  in  mercantile  eetabliehments  to  an  intensity 
exceeding  1  foot-candle.  The  intensity  on  the  walls  Bbould  rarely 
eiceed  one-fifth  to  one-third  of  the  illnmination  on  the  important 
plane,  counters,  etc.,  where  goods  may  be  subjected  to  close  or 
critical  examination.  The  general  effect  of  a  high  and  uniform 
intensity  on  the  walls  is  a  demand  for  a  higher  intensity  on  the 
useful  plane.  Upright-mantle  arc  lamps  illuminate  the  walls  of 
the  average  store,  where  such  lamps  are  used,  to  a  higher  intensity 
than  the  counters,  with  the  lamp  hnng  8  feet  above  the  floor ;  this 
is  also  true  of  an  inverted  arc  having  the  typical  distribution  shown 
in  Fig.  13,  when  used  at  heights  of  10  feet  or  more. 

The  intensity  on  the  walls  may  and  should  be  less  than  that  in 
the  lower  portion  of  the  room.  We  desire  only  sufficient  light  to 
illuminate  the  wall  fixtures  or  shelving,  and  this  may  properly  be 
one-quarter  of  the  maximum  on  the  plane.  A  brightly  illuminated 
wall,  through  its  effect  on  the  eye,  necessitates  a  higher  intensity 
throughout  the  room  where  the  light  is  required  for  close  discern- 
ment of  objects  or  goods,  thereby  reducing  the  efficiency  of  the 
installation  as  a  whole.  Therefore,  assuming  that  a  uniform  in- 
tensity of  illumination  on  the  plane,  wails  and  ceiling  is  not  de- 
sirable, the  proportions  were  modified,  as  shown  by  the  marginal 
notations  (Fig.  15),  i.  e.,  two  units  on  the  plane  to  one-half  on 
the  ceiling  and  one  on  the  upper  side  walls.  The  solid-line  curves 
in  Fig,  16  show  this  relation.  The  dotted  curve  on  the  left  is  a 
distribution  curve  of  an  upright  multiple-mantle  lamp,  while  that 
on  the  right  is  that  of  an  inverted-raantle  source  equipped  with  a 
prismatic  reflector.  A  comparison  of  these  curves  gives  a  fair 
idea  of  the  distribution  efficiencies  of  these  two  sources.  The 
enormous  amount  of  light  in  excess  of  that  required,  in  the  zone 
30°  above  and  30°  below  the  horizontal,  which  is  dependent  npon 
the  low  coefficient  of  reflection  of  walls  or  shelving  on  which  dark 
goods  may  be  displayed,  would  insure  only  a  small  percentage  of 
this  light  ever  reaching  the  working  plane,  which  accounts  in  a 
lai^e  measure  for  the  increased  efficiency  of  the  more  modem  in- 
verted-lamp equipment  over  that  of  the  upright. 

It  should  be  noted  that  by  suspending  the  inverted-mantle  source 
higher  than  the  upright,  the  intensities  on  the  walls  and  ceiling 
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may  be  Bufficient  and  in  proper  proportion  to  that  on  the  plane. 
InTerted  lamps,  therefore,  have  that  favorable  downward  distribn- 
tion  of  light  which  admits  of  their  being  placed  at  heights  greatly 
exceeding  that  poBsibte  with  uprigbt-m  anile  sources. 

Reflectors  on  Inverted  Lamps 
The  reflectors  and  shades  used  on  single  mantle-inverted  lamps 
also  successfully  screen  the  mantle  from  direct  vision,  excepting 
from  directly  below  the  lamp,  a  position  from  which  one  is  not  at 
all  likely  to  observe  them.  This  advantage  is  secured  with  a  very 
small  light-absorption  loss,  and  the  effective  illumination  is  greatly 
increased  by  the  redirected  light  which  otherwise  has  been  largely 
wasted  upon  the  walls  or  fronts  of  shelving. 

When  it  ie  considered  that  this  light,  which  is  directed  on  and 
above  the  horizontal  from  a  lamp,  must  be  reflected  from  the  aver- 
age ceiling  and  wall,  or  from  the  various  colored  goods  displayed 
npoD  the  shelving,  several  times  before  reaching  the  lower  part 
of  the  room,  with  a  considerable  absorption  of  the  light  for  each 
reflection,  consideration  of  a  few  of  the  absorption  factors  of  ordi- 
nary colored  papers  is  interesting  and  instructive. 
TABLE  NO.  3* 
Papers  AbsorpUoD  rmoton 

Ordinary  foolscap  paper 30% 

Orange  paper    50 

Yellow  wall-paper   60 

Light  pink  paper   S4 

Light  blue  paper  76 

Brown    SO 

Bine-green  paper 88 

Deep    chocolate 96 

Absorption  of  lAght  Problems 
Take  yellow  wall  paper  as  an  example,  and  consider  an  upright- 
mantle  arc  with  a  reflector,  generating  2500  lumens,  approximately 
40  per  cent  of  which  (in  round  niunhers  160  mean  upper  hemi- 
spherical candle-power  or  1000  lumens)  is  directed  to  the  upper 
hemisphere.    Afisuming  that  this  flux  of  light  is  toward  that  part 
of  the  room  from  which  at  least  three  icflections  would  be  necessary 
before  reaching  the  useful  plane,  the  result  would  be  as  follows: 
lOOO  less  60%  =  400.  after  first  reflection. 
400  lees  60%  =  160,  after  two  reflections. 
160  less  60%  ^  64  lumens  after  three  refiectlons. 

*Dr.  W.  E.  Sumpner,  Phil.  Magazine,  February,  1893,  p.  81,  and  Art 
of  Illumination,  Dr.  Louie  Bell.  p.  52. 
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The  net  contribution  to  the  aeeful  plane  with  .only  three  reflec- 
tions would  be  64  lumens,  G.i  per  cent  of  the  upper  hemispher- 
ical  flux,  or  2^  per  cent  of  the  total  light  flux  generated  by  this 
one  lamp;  and  it  is  this  2%  per  cent  which  eorae  writers  have 
referred  to  aa  of  "extreme  importance"  in  adding  to  the  nni- 
fonnity  of  the  illumination  where  this  lamp  has  been  used.  This 
method  of  obtaining  a  uniformity  of  distribution  of  light  cannot 
be  other  than  extremely  inefficient  and  costly. 

It  is  frequently  desirable  to  determine  by  calculation  just  what 
proportion  of  the  light  from  a  particular  source  in  a  certain  loca- 
tion will  be  effective  on  the  plane,  and  a  calculation  somewhat  sim- 


Fra.  17. — Light  Distribution  about  an  Inverted  Arc  Equipped  with  i 


ilar  to  that  given  above  would  be  desirable.  This  is  ordinarily 
known  as  the  "  Absorption-of-Light ''  method  of  calculation.* 

TJpright-arc  lamps  have  an  extensive  field  in  the  illumination  of 
large  interiors  where  a  wide  distribution  and  large  units  may  be 
used  to  advantage,  and  a  comparatively  low  intensity  is  frequently 
desirable.  Warehouses,  armories,  large  auditoriums  and  many 
classes  of  exterior  illumination  afford  opportuuitiea  for  these  tamps. 

In  Pig.  17  is  shown  a  fairly  eflScient  light  distribution  from  a 
multiple  inverted-mantle  lamp  equipped  with  a  reflector.     This  is 

•Dr.  A.  S.  McAlllHter,  Electrical  World,  Vol.  LIII,  Nor.  21,  1908.  p. 
1128,  and  L,V,  May  26,  1910,  pp.  1362  and  138S. 
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a  most  excellent  distribution  for  comparatively  large  areas,  which 
will  result  io  practically  uniform  illumination  with  outlets  at  dis- 
tances equal  to  nearly  three  times  the  height  of  the  radiant  above 
the  plane. 

Life  of  Mantles 

It  might  be  well  at  this  point  to  insert  a  statement  on  the  life 
of  mantles  and  their  depreciation. 

The  laboratory  life  tests  show  that  the  cheap  upright  mantles 
have  a  life  of  from  200  to  400  hours,  while  the  better  grade  average 
800  to  1500  hours.    These  cheap  mantles  will  fall  oS  folly  bO  per 
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FiQ.  18.— Data  Slieet. 

cent  in  light  output,  while  the  better  quality  will  show  a  deprecia- 
tion of  upwards  to  30  per  cent  in  1000  to  1500  hours. 

In  the  inverted  mantlee  the  cheap  grades  last  from  500  to  1000 
hours  with  a  20  per  cent  drop  in  500  hours.  The  better  quality 
inverted  mantles  will  show  a  life  of  from  2500  to  8000  hours,  with 
a  light  depreciation  not  exceeding  10  per  cent  in  1000  hours,  and 
rarely  over  10  per  cent  with  the  artificial  silk  mantles  even  in 
8000  hours. 

Lamps  in  service  to  maintain  these  figures  should  be  under  main- 
tenance, as  in  the  presence  of  considerable  dust,  careless  or  no 
maintenance,  the  effective  life  of  mantles  and  their  ability  to  give 
good  service  is  much  curtailed.     Lamps  which  are  not  in  use  or 
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which  may  not  be  lighted  at  least  5  minutes  a  week  will  depreciate 
more  rapidly.  The  latter  is  especially  true  for  the  summer  months 
in  those  localities  where  the  humidiiy  is  high. 

Foint-to-Point  Calculations 

As  a  matter  of  eimplifying  the  work  on  plans  and  installations, 
the  writer  has  always  found  it  convenient  to  fill  out  a  form  similar 
to  that  shown  in  Fig.  18,  working  out  the  horizontal  illumination 
values  at  all  points  from  immediately  below  the  source  and  for 
1-foot  distances  up  to  10  feet,  and  2-foot  distances  to  30  feet,  for 
the  various  heights  at  which  this  particular  unit  is  likely  to  be 
used,  noting  also  the  total  flux  values,  the  upper  and  lower  hemi- 
sphere and  the  various  zonular  values  required  at  different  times. 
This  facilitates  the  getting  out  of,  work  by  either  the  point  to  point 
or  flux  method  of  calculation. 

In  Fig.  19  is  shown  the  plan  and  elevation  for  the  illumination 
of  a  sewing-machine  work-table.  Work  of  this  kind  would  come 
under  the  "  point  to  point "  method  of  calculation,  as  it  is  desirable 
to  know  just  what  intensity  would  be  effective  on  the  plane  where 
the  maximum  illumination  is  required,  i.  e.,  at  the  needle.  In 
the  elevation  drawing  is  shown  the  relative  height  of  the  lamp, 
which  should  be  soch  that  a  line  drawn  from  the  lowest  position 
of  the  operator's  eye  to  the  edge  of  the  opaque  reflector,  when  ex- 
tended will  be  below  the  mantle,  thus  insuring  a  lamp  position 
with  the  mantle  safely  removed  from  the  field  of  view.  Where  it  is 
desired  to  take  care  of  the  general  illumination  also  with  the  same 
lamps,  translucent  reflectors  may  be  used,  in  which  event  the  height 
should  be  increased.  The  use  of  an  illuminometer  will  be  found 
very  helpful  in  this  kind  of  work,  and  investigations  of  satisfactory 
installations  will  show  intensities  in  some  cases  of  upwards  to  100 
foot-candlea,  which,  when  confined  to  a  small  area,  with  operators 
on  fine  work  on  dark  goods,  may  not  be  excessive. 

BowUng-Alhy  Problems 
An  illuminometer  is  practically  a  necessity  as  an  aid  in  de- 
termining the  best  arrangement  of  lamps  for  bowling-alley  illumi- 
nation. A  consideration  of  the  requirements,  that  the  illumination 
shall  be  uniform  down  the  entire  length  of  the  alley  with  the 
mantles  or  other  sources  of  higher  specific  intensity  removed  from 
the  line  of  vision  of  the  bowler;  that  all  direct  reflection  spots 
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on  the  Buriace  of  the  alley  shall  be  obviated,  that  finally  the  bowler 
may  be  enabled  to  see  with  ease  and  comfort  each  and  every  pin 
strongly  ontlined  and  fully  defined  against  the  dark  background  at 
the  rear  of  the  pit. 

The  above  requirements  can  best  t>e  met  with  an  angle  reflector 
having  a  similar  distribution  to  that  shown  in  Fig,  20.    The  curve 


shown  is  the  light  distribution  in  the  vertical  plane  only,  and  could 
be  used  for  calculating  the  intensities  on  the  horizontal  plane  for 
a  narrow  band  in  the  projection  normal  to  the  opening  in  the  re- 
flector which  would  in  a  double  alley  be  along  the  unimportant  rack 
on  which  the  balls  are  returned  from  the  pit  to  the  player.  The 
important  plane,  that  effective  on  the  center  of  the  alleys,  could 
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with  difficult;  be  investigated  on  the  ordinary  radial  photometer, 
and  the  results  so  secured  would  be  of  little  value  for  purposes  of 
calculatioD,  because  of  the  lengthy  and  intricate  calculations 
involved. 

To  hang  up  a  lamp  equipped  with  the  proper  reflector  and  take 
measurements  in  the  various  effective  planes  is  a  comparatively 
Bimple  problem,  and  permits  the  securing  of  results  which  may 
be  directly  and  easily  applied  to  the  design  of  bowling-alley  illujui- 
nation  using  one  row  of  lamps  for  either  a  single  or  a  double-alley, 
or  two  rows  of  lamps  for  a  set  of  three  alleys.  A  satisfactory 
method  of  installation  is  shown  in  Fig.  31. 


Pig.  21. — Bowling  Alley  Plan. 

Post-Office  Problems 

In  Fig.  23  is  shown  a  problem  in  post-ofBce  illumination  on  tbe 
carriers'  sorting  tables.  In  this  work  the  position  of  the  lamp  and 
the  direction  of  the  light  is  all  important.  A  normal  calculation 
will  show  that  the  resultant  intensity  of  illumination  from  the 
single  inverted-mantle  lamps  at  present  on  the  market  will  be  ample 
at  all  points  where  the  carrier  requires  a  sufBcient  amount  of  il- 
lumination to  rapidly  decipher  the  superscriptions  on  the  mail 
being  sorted. 

Fig.  23  illustrates  a  somewhat  similar  problem,  and  in  this 
location,  especially,  smaller  lamps  could  be  used.  It  is  necessary, 
however,  to  install  four  lamps  as  here  shown  to  insure  a  proper 
direction  of  light  that  the  operator  working  at  these  files  may  at 
all  times  have  sufficient  illumination  on  his  work,  while  at  the 
same  time  he  would  be  free  from  direct  reflection  and  other  ob- 
jectionable features  present  if  but  one  or  two  lamps  were  used. 
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DUtributed  Unit  System 
In  Fig.  24  is  illustrated  a  system  for  uniform  illumination  from 
distribiited  units.  The  requirements  in  this  room  necessitate  the 
placing  of  a  lamp  in  a  particular  position,  and  either  a  point  to 
point  calculation  or  a  flux  calculation  may  be  used  to  determine  the 
approximate  size  of  lamps  to  be  used. 


Flo.  22. — Detail  ot  Carriers'  Tables. 

Use  of  Experience  Factors 
In  many  problems  where  it  is  largely  a  matter  of  general  il- 
lumination in  contradistinction  to  localized  or  concentrated  illumi- 
nation, the  problem  may  be  taken  eare  of  with  calculatione .  based 
on  "experience  factors."  With  these  experience  factors,  due  al- 
lowance has  been  made  for  the  practical  conditions  of  installations, 
and  the  many  considerations  in  actual  installations  due  to  varia- 
tion in  the  commercial  product.  By  illuminometer  and  physical 
measurements  made  on  actual  installations,  an  analysis  is  possible, 
the  results  of  which  may  be  checked  with  diagrams  similar  to  Figs. 
7  and  9,  and  factors  determined  which  will  at  least  represent  an 
average  or  minimum  reproducible  value.  Such  factors  are  shown 
in  Table  No.  4. 
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Pio.  23.— Detail  at  Routeing  Fllea. 
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table:  no.  4 

Paatora.     Lumeni  per 
HotnlDRl      ou.  ft,  of  gta  pei  hour 
Ll»htliwni.it  '^f'un"'*™"  light  celAng 

ft.  per  hour    With  light  Wltb  dark 
walls  HbIIb 

Inverted  lamps  with  Irosted  tip  cyl- 
iDderB,  prismatic  or  light  opal  con- 
centrating reflectors    3%  126  114 

Inverted  lamps  with  frosted  tip  cyl- 
inders, prismatic  or  light  opal  dis- 
tributing reflectors  Z%  HO  100 

Inverted  lamps  with  frosted  tip  cyl- 
inders, French  roughed  ball  globes...     3^4  95  70 

Inverted  cluster  tamp,  four-mantle,  with 
alabaster  globe   13  SG  64 

Inverted  flve-mantle  arc  with  alabaster 
globe  16.6  87  65 

Upright  four-mantle  arc  wltb  opal  re- 
flector and  alabaster  globe 20  75  GG 

Upright  four-mantle  arc  with  alabaster 
globe  only  20  66  48 


Fig.  24. — Arrangement  of  Outlets  for  Distributed  Unit  System. 


It  has  been  largely  customary,  in  the  absence  of  more  definite 
information,  to  use  tables  more  or  less  extended,  simitar  to  that 
given  as  Table  No.  5,  as  a  basis  for  calculation  in  determining  the 
intensity  of  illumination  desired,  with  Table  No.  4  giving  the  factor 
for  effective  lumens  per  cubic  foot  of  gas  per  hour  to  approximate 
the  cubic  feet  of  gas  and  number  of  units  required  to  secure  a  de- 
sired intensity  with  the  equipment  selected. 
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CloM  at  Serrlos 

1  atoreroomB,  warehouses,  etc O.C  to    1.5 

2  Corrldoni    O.B  to    1,6 

3.    AudltoFlume    1     to    3 

4  Residence  and  reading  roomj). 1     to    3 

5  Churches    l.B  to    3 

6  Stores— light  goods  1     to    3 

7  Stores — medium  or  dark  goods 1     to    7 

8  Clothing   stores    i     to    7 

9  Draughting  rooms  B     to  10 

10  Detail  work  tables B     to  IB 

11  Show  windows   10     to  BO 

*  Exact  figures  cannot  be  given  owing  to  tbe  variable  Ideas  ot  the 
avmtge  consumer  and  differences  in  the  local  standards. 

To  determine  the  number  of  lamps  required,  it  is  neceseaiy  first 
to  find  the  cubic  feet  of  gas  per  hour  by  multiplying  the  area  in 
square  feet  under  coneideration  by  the  illuniination  in  foot-candleB 
required  (Table  \o.  5).  From  this  can  be  secured  the  total  lumens 
to  be  delivered  on  the  horizontal  plane.  This  amount,  then,  divided 
by  the  factor,  "  lumens  per  cubic  foot,"  gives  as  a  result  the  cubic 
feet  of  gas  per  hour.  Then  the  cubic  feet  of  gas  per  hour,  divided 
by  the  "  nominal  consumption  of  unit,"  will  give  the  number  of 
lamps  or  lighting  units  required. 

Spacing  of  Outlets 

From  a  consideration  of  the  distribution  characteristics  of  the 
sources  used  in  tables  of  this  kind,  simple  spacing  rules  are 
formulated. 

In  large  rooms  inverted  lamps  with  reflectors  on  single  or  mul- 
tiple lamp  fixtures  should  be  suspended  from  7  to  17  feet  above  the 
plane,  or  approximately  9  to  18  feet  above  the  floor,  with  the  dis- 
tances between  outlets  not  exceeding  one  and  two-third  'times  the 
height  of  the  lamps  to  mantle  centers  above  the  plane.  With  fixed 
outlets,  the  height  to  mantle  centers  above  the  plane  should  be 
three-fifths  of  the  distance  between  outlet  centers.  With  roughed 
or  opal  balls,  the  height  should  be  slightly  less  than  with  reflectors, 
and  the  distance  may  be  extended,  but  should  not  exceed  twice  the 
height.  In  rooms  with  low  ceilings,  single-lamp  units  may  be 
required  with  proportionate  distances  apart,  as  given  above. 
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Inverted-arc  lamps  having  the  characteristic  light  diatribution 
shown  in  Pig.  13  should  be  suspended  not  lower  than  7  feet  above 
the  plane,  and  the  distances  between  outlets  ahould  not  exceed  two 
times  the  height  above  the  plane. 

Upright-mantle  arc  lamps  should  not  be  lower  than  6  feet  above 
the  plane  or  7  to  9  feet  above  the  floor,  with  distances  between 
outlets  not  exceeding  three  times  the  height  aiove  the  plane. 

The  above  tables,  supplemented  by  experience  in  placing  lamps, 
will  give  results  more  satisfactory  than  can  be  secured  through 
any  method  at  all  approaching  this  in  directness,  and  with  a  mini- 
mum expenditure  of  effort. 

The  most  satisfactory  way  to  solve  an  illumination  problem  is 
to  work  from  a  plan  of  the  room  or  area  to  be  considered.  This 
area  may  be  divided  into  squares,  bays  or  sections  of  regular  or 
irregular  size,  as  may  be  necessary,  and  any  special  section  can  then 
be  given  an  individual  treatment,  increased  or  reduced  intensities, 
according  to  the  character  of  the  goods  displayed  or  the  purpose 
for  which  the  illumination  is  desired.  The  size  of  the  units  to  use 
and  the  proper  placing  of  same  is  largely  a  matter  of  experience 
and  judgment. 

Architectural  Considerations 

Architectural  or  structural  features  must  be  given  due  considera- 
tion in  deciding  the  question  of  size. 

The  height  of  the  lighting  units  from  the  floor  is  another  general 
problem  which  must  be  approached  from  the  standpoints  of  both 
efficiency  and  appearance.  The  position  of  units  with  reference 
to  the  ceiling  also  affects  the  apparent  height  of  the  ceiling  itself. 
A  brightly  illuminated  ceiling  will  appear  to  be  at  a  less  height 
than  a  darker  ceiling  which  is  illuminated  with  a  lower  intensity. 

The  position  of  the  unit  should  also  bear  a  certain  proportion 
to  the  entire  distance  from  ceiling  to  floor,  rather  than  be  located 
in  strict  accordance  with  the  mathematical  laws  of  distribution  or 
efficiency.  Thus,  in  a  room  with  an  nnusually  high  ceiling,  such 
as  a  church,  the  units  or  fixtures,  if  dropped  to  the  position  which 
would  be  most  advantageous  from  the  mathematical  standpoint,  ' 
might  give  a  general  effect  of  disproportion  structurally,  i.  e., 
woold  be  out  of  keeping  with  the  general  structural  features  of  the 
building.  The  same  would  bold  true  also  if  the  flxtures  were  placed 
•comparatively  near  the  ceiling. 
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The  proper  heiglit  at  which  to  hang  lamps  and  fixtures  ie  largely 
governed  by  the  requirements  of  the  room  under  consideration. 
Ab  a  general  conclusion,  however,  inverted-mantle  units  especially 
should  be  placed  at  greater  heights  than  has  been  customary  with 
the  upright-mantle  sources  in  order  best  to  take  advantage  of  the 
favorable  light  distribution  of  this  source,  also  to  protect  the  eye 
against  glare  and  the  unsatisfactory  effects  bo  prevalent  with  the 
upright-mantle  sources,  which,  because  of  their  distribution  char- 
acteristics, must  usually  be  suspended  much  too  low  for  effective 
illuminstioa. 


Pia.  2G. — Plan  of  Sboe  Store. 


A  Shoe-Store  Problem 
Assuming  a  shoe  store  (Fig,  25)  in  which  an  intensity  of  about 
4  foot-candles  would  be  required — light  ceiling  and  light  walls. 
This  store  is  60  feet  long  by  18  feet  6  inches  wide  between  shelving, 
with  a  ceiling  height  in  the  rear  section  of  10  feet.  Were  it  desired 
to  use  the  inverted  lamps  equipped  with  sand-blasted  balls  (Fig. 
86),  which  would  insure  a  better  distribution  of  light  with  this 
low  ceiling  than  would  be  the  case  with  lamps  equipped  with  re- 
flectors (Fig.  87),  the  factor  as  given  in  the  table  would  be  95 
lumens  per  cubic  foot  of  gas.    The  area  of  this  room,  60  feet  by 

18  feet  6  inches,  would  be  1110  square  feet.     Therefore,       q^ 

=  46.7  cubic  feet,  and  the  number  of  lamps  required,  -^-^  =  14. 
The  width  of  this  store  is  approximately  18  feet,  which  would  not 
be  too  great  a  distance  to  be  taken  care  of  with  a  single  row  of 
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outlets.  Outlets  at  distances  apart  equal  to  the  width  of  the  store — 
18  feet — would  not  divide  up  satisfactorily  into  the  60-foot  length. 

Four  outlets  15  feet  apart  ("r~15)  ^'ould  be  much  better  than 
three  outlets  at  SO-foot  distances.  The  distance  from  the  end 
outlet  to  the  end  of  the  store  should  be  about  one-half  the  distance 


Fio.  2S.— Distribution  of  Light  about  an  In(erted  lAmp  with  Ball  Globe. 

between  outlets.  On  reference  to  the  plan  {Fig.  25)  it  may  be 
noted  that  the  front  and  rear  outlets  were  placed  in  this  way, 
namely,  71/2  feet  from  the  front  and  rear  partitions,  respectively. 
With  four  outlets,  two  additional  lamps  would  be  used  to  uni- 
formly equip  each  outlet  with  a  four-light  fixture.  However,  had 
this  pressure  of  supply  been  higher  than  3  to  3  inches,  namely. 
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4  inches  to  4^  inches,  the  total  dus  from  these  lamps  iroutd  have 
been  increased  20  per  cent  (see  "  Per  Cent  Total  Lumens"  Curve, 
Fig,  9),  and  an  intensity  of  4  foot-candles  could  be  secured  with 
three  lamps  per  fixture. 

Assuming  the  plane  in  a  shoe  store  as  1  foot  above  the  floor, 
the  lamps  could  be  placed  8^  feet  above  the  floor.     Inasmuch  as 


the  ceiling  is  but  10  feet  high  in  the  rear  section,  it  would  be 
better  to  place  these  lamps  3  feet  from  the  ceiling,  which  would 
bring  them  8  feet  from  the  floor ;  this  would  result  in  a  satisfactory 
distribution,  as  the  height  to  mantle  centers  above  the  plane  should 
not  exceed  half  the  distance  between  outlets. 
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Analysis  of  a  Furnishing  Store  Installation 
An  analysiB  of  exieting  satisfactory  installations  will  very  fre- 
quently prove  to  be  valuable  examples  of  the  application  of  this 
method  of  calculation. 

In  Fig.  28  is  shown  the  plan  of  a  men's  furnishing  etore,  in  a 
city  where  rather  high  intensities  of  illumination  are  desired.  The 
ceiling  is  light,  with  light  walls.  This  store  is  89  feet  long  by 
14  feet  6  inches  wide;  ceiling  height,  15  feet  9  inches.  The  area, 
89  multiplied  by  14%  equals  1290  square  feet.  .This  area  is  re- 
duced by  deducting  for  the  wall  cases  to  approximately  1007  square 
feet.  Desiring  to  use  inverted  lamps  with  prismatic  reflectors 
(Fig.  27)  with  the  light  ceiling  and  walls,  the  factor  (lumens  per 
cubic  foot  of  gas  per  hour)  is  110. 

Therefore,  having  six  three-light  fixtures  installed,  with  a  nomi- 
nal consumption  of  3.3  cubic  feet  per  lamp,  the  nominal  con- 
sumption would  be  3.3  times  18,  or  59.4  cubic  feet  of  gas  per 
hour.  This  amount  multiplied  by  the  lumens  per  cubic  foot 
for  this  equipment,  110,  gives  as  a  result  6534  lumens  effective, 
which,  divided  by  the  area  of  1007  square  feet,  gives  practically 
6.5  lumens  per  square  foot,  or  6.5  foot-candles.  It  will  be  noted 
that  the  fixtures  here  installed  are  at  distances  approximately 
equal  to  the  width  of  the  store,  and  that  the  outlets  have  not  been 
uniformly  placed — this  is  a  condition  frequently  met  in  practice, 
where  structural  conditions  necessitate  modifications  from  the  ideal 
arrangement.  The  changes  noted  here,  however,  would  insure 
slightly  higher  intensities  in  the  front  of  the  store,  which  would 
not  be  undesirable. 

Installation  in  a  Carpet  Store 
In  Fig.  39  is  shown  a  plan  of  a  carpet  store.  The  main  sales 
floor  is  103  feet  long,  with  a  gross  width  of  19  feet  6  inches,  and 
has  a  ceiling  height  of  14  feet  3  inches.  Deducting  for  shelving, 
elevator  and  stairway,  the  area  to  be  considered  for  illumination 
would  be  1450  square  feet.  As  a  high  intensity  was  not  desired, 
practically  all  the  sales  being  made  during  daylight  hours,  the 
character  of  service  would  be  classed  as  "  store,  medium  or  dark 
goods,"  which  in  Table  No.  5  would  demand  4  to  5  foot-candles. 
The  goods  displayed  on  and  above  the  shelving  would  give  the 
effect  of  dark  walls,  that  is  to  say,  the  reflection  from  same  would 
be  very  low.  With  a  light  ceiling  and  dark  walls,  and  an  inverted- 
lamp  equipment  with  prismatic  reflectors,  the  factor  is  100. 
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Cubic  feet  of  gas  required  =  ^*^^*  =58. 
■^-5-  =  17.6  lamps,  for  4  foot-candles  average  intensity. 


^^=21.'9  lamps  for  5  foot-candles. 

Therefore,  between  17.6  and  21.9  lamps  would  be  satisfactory 
for  either  4  or  5  foot-candles,  respectively. 

FOUR  LIGHT  REFLEXOLIER 

No.  6}3i  Welsbach-Holophue  Reeecton— Clear  Cjliiuler*. 


For  the  area  under  consideration,  five  outlets  are  at  present  in 
place,  at  approximately  SO-foot  diBtances.  Four-light  fiztures,  a 
total  of  20  lamps,  would  therefore  appear  to  be  satisfactory.  The 
rear  section  may  be  considered  separately  or  a  four-light  fixture 
may  be  installed  to  maintain  a  uniformity  of  fixtures.  As  the 
"plane  of  illumination"  in  a  carpet  house  is  on  the  floor,  counters 
not  being  used,  these  lamps  should  be  at  a  height  of  approximately 
three-fifths  the  distance  between  outlets,  20x0.6=12  feet.  To 
verify  this  height  by  a  "point  to  point"  calculation,  the  table  in 
Fig.  30  is  given. 

Horizontal  Illumination  Calculation 

The  calculated  horizontal  illumination  results  here  shown  from 

the  light-distribution  curve  of  a  four-light  fixture  may  be  used 

in  the  same  manner  for  a  "point  to  point"  calculation,  as  the 

data  sheet  illustrated  in  Fig.  18.    Referring  to  the  12-foot  "H" 
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or  height  line  in  this  table,  the  intensity  at  0  distance  or  directly 
below  the  light  center  is  given  as  4.03,  to  which  should  be  added 
the  illumination  effective  from  the  two  outlets,  toward  the  front 
and  rear  of  the  one  considereil,  each  30  feet  distant,  of  0.24.  There- 
fore, 4.03  +  0.34+0.34  =  4.51  foot-candles,  the  iHumination  on  the 
horizontal  plane  at  the  point  directly  below  Xo.  3  outlet.  Midway 
between  outlets  No.  1  and  No.  3,  or  No.  3  and  No,  3,  we  would 
have  the  sum  of  the  values  from  each  of  the  two  outlets  at  10  feet 
distant,  which  is  given  as  1.70.  Therefore,  1.70  +  1.70=3,4  foot- 
candles.  This  is  a  variation  of  leee  than  30  per  cent,  and  in  view 
of  the  minimum  being  above  1  foot-candle  would  not  be  an  ob- 
servable amount,  and  would  come  under  the  specification  for  uni- 
form illumination.  Should  these  heights  be  considered  at  10 
feet,  then  the  intensities  according  to  the  table  would  be  6.15  foot- 
candles  and  3.68  foot-candles,  respectively;  a  variation  of  40  per 
cent  as  against  35  per  cent  at  the  IS-foot  height. 

Intensities  on  any  horizontal  plane  at  any  height  and  distance 
may  be  determined  in  the  same  manner  as  above,  bearing  in  mind 
only  that  the  "  height "  refers  to  the  perpendicular  distance  in 
feet,  from  the  horizontal  plane  chosen,  to  the  center*  of  mantles, 
and  "distance"  is  the  shortest  horizontal  distance  in  feet  from  a 
point  below  the  source  to  the  point  taken  on  the  plane.  Desiring 
the  illumination  on  a  table  2  feet  6  inches  high  placed  on  this 
floor  6  feet  distant  from  one  outlet  and  14  feet  from  another,  the 
height  would  be  13  feet  less  8  feet  6  inches,  or  9  feet  6  inches. 
The  heights  given  in  the  table  (Fig.  30)  are  for  9  and  10  feet,  and 
an  average  will  give  a  reasonable  approximation.  At  6  feet  distance 
the  intensi^  therefore  would  be 

3.36+3.82^3  gg^  ^^^  ^^  ^^  ^^^^  -«8+:5Z  =  .63. 

Therefore,  3.59  +  0.63=4.32,  or  4.2  foot-caudles  (horizontal  il- 
lumination) effective  on  the  table. 

Normal  Illumination  Calculation 
The  nonnal  illumination,  that  illumination  effective  on  any 
surface  at  right  angles  to  the  ray,  may  be  determined  by  dividing 
the  candle-power  as  read  from  the  distribution  curve,  at  the  angle 
effective  for  the  point  assumed,  by  the  distance  in  feet  squared  or 
by  the  sum  of  the  "  height "  squared  and  distance  squared  in  feet. 
Desiring  the  normal  illumination  at  a  point  6  feet  below  an  in- 
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verted  arc  lamp  and  8  feet  distant,  the  angle  would  be  46°,  the 
candle-power  528  (see  the  largest  curve.  Pig,  13),  and  8*  +  8' 
=  8x8  +  8x8=128. 

5!^  =  4.1  foot^andlea  (normal  illumination). 

Effect  of  Height  on  DUtribution 
The  height  at  which  lamps  are  hung  has  a  considerable  bearing 
on  the  uniformity  of  illumination.  If  the  maximum  distribution 
of  light  from  a  number  of  lamps  and  reflectors  used  in  large  rooms 
is  within  45°  to  60°  from  the  vertical,  which  is  true  for  all  in- 
verted gas  tamps  with  distributing  reflectors,  the  height  afFects  the 
uniformity  only.  If  the  light  is  all  directed  towards  the  plane, 
any  height  above  that  at  which  uniformity  is  secured,  merely  re- 
sults in  increasing  the  areas  covered  per  outlet.  These  areas  effec- 
tive per  outlet  will  at  certain  heights  be  found  to  overlap.  The 
greater  the  height,  the  more  will  this  overlapping  tend  to  uniform- 
ity and  the  softening  of  shadows  without  any  appreciable  difference 
in  intensity.  This  condition  is  of  particular  advantage  in  large 
rooms  with  high  ceilings  where  proportionately  large  units  may 
be  suspended  at  heights  which  will  admit  of  a  more  symmetrical 
arrangement  than  would  be  possible  with  outlets  15  feet  apart,  and 
lamps  7  feet  above  the  floor. 

Distribution  from  Inverted  Lamps 
In  large,  high  rooms,  where  single  inverted-mantle  lamps, 
, equipped  with  reflectors,  are  used,  the  effect  on  the  general  illomi- 
uation  values  with  a  light  ceiling  as  compared  to  a  dark  ceiling  is 
very  slight.  It  may  be  noted  from  Fig.  27  that  the  light  flux  in  the 
upper  hemisphere  is  but  10  per  cent  of  the  total,  and  as  a  conse- 
quence the  question  of  how  much  of  the  light  flux  will  finally  reach 
the  useful  plane  from  a  white  or  light-tinted  ceiling  is  quantita- 
tively so  small  as  to  be  of  little  consideration.  The  curves  (Figs. 
9  and  11)  from  bare  lamps  show  a  natural  light-flux  distribution 
in  the  favorable  proportion  of  70  per  cent  in  the  lower  hemisphere 
and  30  per  cent  in  the  upper  hemisphere.  The  proportionate 
losses  with  reflectors  is  as  a  consequence  invariably  less  with  these 
lamps  than  with  upright  lamps  or  incandescent  electric  lamps, 
having  an  approximately  equal  light-flux  distribution  in  each 
hemisphere. 
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Show  Windows 

TTndoubtediy,  there  has  been  considerable  gueaa-work  and  ill- 
directed  experiment  in  show  window  illumination. 

Architects  and  builders  have  apparently  given  very  little  con- 
aideration  to  this  important  question.  The  space  in  the  window  at 
the  disposal  of  the  window-lighting  specialist  is  frequently  a  matter 
of  a  few  inches. 

We  have  only  to  observe  the  show  windows  in  our  home  city  to 
realize  that  this  very  important  problem  of  illuminatioii  haa  been 
given  very  little  consideration,  Windows  high  or  low,  shallow  or 
deep,  are  frequently  given  the  same  treatment.  Windows  contain- 
ing dark  goods  adjoining  displays  of  light  goods  are  given  the 
same  quantity  of  light.  Little  attention  has  been  given  to  the 
amount  of  reflection  from  materials  or  fabrics,  or  to  the  quality 
or  quantity  of  either  goods  or  light.  Windows  finished  in  light 
wood  or  decorations  may  have  been  properly  and  BufGciently  il- 
luminated, but  when  the  style  of  the  decoration  changes  to  mahog- 
any or  dark  oak,  the  illumination  falls  off  so  much  that  the  man 
who  designed  the  window  lighting  or  the  company  supplying  the 
gas  or  electricity  comes  in  for  severe  condemnation  on  the  grounds 
of  depreciation  in  the  accessories,  or  gross  carelessness  in  per- 
mitting the  pressure  of  the  supply  to  drop  off. 

Seldom  has  the  fact  been  made  plain  that  because  of  the  darker 
finishes  a  corresponding  increase  in  intensities  or  change  in  distri- 
bution of  light  flux  ia  necessary. 

The  problem  of  window  lighting  has  two  sides,  the  physical  and 
the  physiological.  The  window  may  have  the  right  kind  of  lamps, ' 
the  correct  amount  or  quantity  of  light,  but  because  of  the  physio- 
logical effect  he  condemned.  Many  installations  waste  light  with 
are  lamps  on  the  outside,  in  outline  effects,  by  studded  ceilings  and 
other  methods,  which,  if  the  energy  was  properly  used,  would  be 
sufBcient  to  do  the  work  more  effectively. 

Proper  Placing  of  Lamps  for  Show  Windows 
In  Fig.  31  is  shown  an  installation  where  it  was  desired  to  il- 
luminate two  small  show  windows  with  a  single  outdoor  lamp, 
using  five  inverted  mantles,  the  lamp  being  installed  between  the 
two  windows  and  about  3  feet  out  from  the  building  line.  It  was 
afterwards  shown  by  illuminometer  measurements  taken  on  a  hori- 
zontal plane  near  the  front  of  the  window,  and  on  other  planes 
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noted  la  the  diagram  normal  to  the  eye  of  the  observer  on  the 
street,  that  the  illumination  from  the  outside  lamp  was  but  half 
the  intensity  of  that  from  a  single  small  lamp  placed  in  each 


window,  the  latter  having  a  total  consumption  of  but  two-fifths 
of  the  multiple  mantle  lamp.  These  outdoor  lamps  are  very  desir- 
able for  brightening  up  the  sidewalk  and  store  front,  but  are  very 
inefficient  indeed  for  show-window  illumination. 
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The  illnmination  of  store  windows  can,  with  very  few  excep- 
tions, be  most  effectively  taken  cure  of  with  lamps  arranged  along 
the  front  of  the  window.  The  lamps  should  be  placed  hi^  and 
out  of  the  direct  line  of  vision.  In  some  cases  it  is  necessary  to 
use  a  painted  band  with  a  sign  transparency  to  hide  the  lamps; 
in  others,  an  ordinary  curtain  or  shade  will  accomplish  the  pur- 
pose, or,  where  a  more  simple,  dignified  treatment  is  required,  a 
wooden  or  metal  moulding  of  sufficient  depth  may  be  fitted  in 

:  across  the  window  near  the  top.  The  lamps  should  be  equipped 
with  reflectors,  which  will  direct  the  light  downward  and  back  into 
the  window;  this  will  insure  the  proper  direction  of  light  and 
natural  shadows.  Shadows  are  necessary,  but  should  not  be  sharply 
de&ned.  We  should  have  no  difficulty  in  distinguishing  objects 
in  the  shadow,  nor  confusing  the  edge  of  an  object  with  the  edge 

.  of  a  shadow.  This  condition  is  quite  noticeable  in  a  window 
lighted  with  a  single  high-powered  unit  hung  in  the  center  of  the 
window. 

A  window  lighted  from  the  rear  and  below,  with  the  shadows 
upward  and  forward,  would  be  little  more  unsatisfactory  than  the 

,  BO-ealled  shadowless  window.  All  sense  of  size,  proportion,  dis- 
tance and  texture  are  lost  or  are  so  badly  distorted  as  to  repel  ob- 
servers  rather  than  to  attract  them. 

Light  Distribution  Calculation 
In  high,  shallow  windows,  concentrating  reflectors  should  be 
used;  while  in  deep  windows  these  reflectors  would  not  be  satis- 
factory,    A  very  simple  method  for  determining  the  distribution 

,  characteristics  of  the  reflector  to  use  is  shown  on  the  diagram 
(Pig.  32).  This  requires  a  drawing  to  scale  of  a  sectional  eleva- 
tion, showing  the  height  and  depth  of  the  window  and  assuming 
a  lamp  position  and  plane  of  illumination.  Radial  lines  (A  to  F) 
are  then  drawn  from  the  mantle  center  to  the  illumination  plane. 

'  The  length  of  these  lines  squared  will  then  be  a  measure  of  the 
proportionate  intensities  required  for  uniform  distribution  of  light 
on  the  plane  assumed.  If  %  of  an  inch  scale  were  used,  and  the 
line  A  measured  5  inches,  the  value  of  same  would  be  40,  and  40* 
(40  X  40)  would  give  1600,  the  value  sought,  and  so  on  with  B, 
C,  D,  E  and  P.  In  the  ordinary  window  a  higher  intensity  is 
usual  in  the  front  for  the  better  discernment  of  detail  of  the 

.  objects  placed  close  to  the  observer.    The  value  secured  for  A  may 
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then  be  increased  two  or  three  times,  while  the  values  at  E  and  F  ' 
maj  be  halved. 

Id  the  above  problem  of  a  window  in  which  large  objects  were  to  ' 
be  displayed,  a  uniform  intensity  would  be  satisfactory.  The  values 
determined  upon  for  the  lines  A  to  F  are  then  plotted  to  any  con- 
venient scale  of  a  lesser  value  which  will  bring  them  up  as  shown  - 
by  the  curve  K.    This  curve  can  then  be  compared  with  the  distri-  - 


-Diagram  far  Calculation  In  Sbow  Window. 


bution  curves  of  the  reflectors  available,  and  the  one  showing  the  ' 
best  agreement  chosen.    The  dotted  curve  L  shows  a  light  distribu- 
tion similar  to  that  shown  in  Fig.  20. 

To  Determine  the  Number  of  Lamps  to  Use 
It  then  remains  to  determine  the  number  of  lamps  and  to  place  ' 
them  across  the  front  of  the  window.    The  most  practical  method 
of  determining  this  number  is  through  the  use  of  "  experience  ' 
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factors,"  that  is,  the  cubic  feet  of  gas  per  aqnare  foot  of  show- 
window  floor  area.  These  "  experience  factors  "  vary  from  %  of 
a  cubic  foot  of  gas  per  square  foot  of  floor  area  to  about  0.6  of 
a  cubic  foot,  depending  upon  the  local  standards  of  window  light- 
ing, the  class  of  goods  to  be  dteplayed  and  the  ideas  of  the  con- 
sumer as  regards  costs  for  InBtallation  and  maintenance. 

The  carpet-store  window  shown  on  the  plan  in  Fig.  29  can  be 
properly  taken  care  of  with  approximately  i^  of  a  cubic  foot  of 
gas  per  hour  per  square  foot.  The  area,  104  square  feet,  multiplied 
by  0.85  (^)  gives  36  cubic  feet  of  gas  per  hour.    This,  divided 


Pig.  33. — Sbow  Window— Migbt  Photograph. 

by  the  consumption  per  inverted  lamp,  3.3  cubic  feet,  gives 
eight  lamps.    These  can  then  be  spaced  either  at  equal  distances 

( — ~ =1.8  feet  or  21  inehesj  or  not,  as  desired.  An  im- 
portant point  is  to  provide  for  ample  illumination  at  the  ends  or 
sides;  the  center  will  be  well  taken  care  of  by  contributions  from 
practically  all  of  the  lamps  in  the  row.  In  spacing  lamps,  there- 
fore, it  should  be  borne  in  mind  that  if  ample  provision  is  made 
for  the  ends,  the  center  will  be  well  taken  care  of.  In  Pig.  33  is 
shown  a  window  illuminated  with  a  single  row  of  lamps  in  the 
front  of  the  window,  each  lamp  being  equipped  with  an  angle 
reflector. 
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Consideration  of  Surface  Brightness 
Working  from  the  theoretical  point  of  view,  with  the  knowledge 
that  the  eye  ia  workiog  at  a  normal  pupillary  apertiire  and  condi- 
tion when  1  to  2  foot-candies  are  effective  on  the  eye,  reflected 
from  the  object  viewed,  the  object  (the  goods  in  the  window)  may 
be  considered  as  a  secondary  light  source.  Therefore,  goods  re- 
flecting 80  per  cent  of  the  illumination  received  should  be  allowed 
about  ZYjt  foot-candles  effective. 


Pia.  34. — Deck  PittlugB  for  Gone  Refiectore. 

Dark  goods,  from  which  the  reflected  light  may  range  from 
5  to  1  per  cent  of  the  total  amount  effective  on  the  goods,  would 
require  trom  40  to  100  foot-candlea  for  satisfactory  eye  conditions; 
that  is,  to  see  clearly  without  strain  or  fatigue,  having  1  to  2  foot- 
candles  effective  at  the  eye.  The  simplest  method  to  determine 
this  quantity  would  be,  of  course,  by  measurement,  and  with  slight 
changes  and  a  special  calibration  the  illuminometers  at  present  on 
the  market  may  be  arranged  for  "  surface-brightness "  measure- 
ments. These  measurements  may  be  expressed  either  in  terms  of 
candle-power  per  square  ioch  or  per  square  centimeter,  or  in  terms 
of  illumination  in  foot-candles,  which  a  white  surface  would  have 
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to  receiye  in  order  to  have  equivalent  brightnees.  This  method 
is  sIbo  convenient  in  giving  a  rough  idea  of  the  reflecting  powers 
of  the  goods  displayed  in  the  window.  It  is  merely  necessary  to 
use  a  white  disc,  the  calibration  of  which  is  known,  and  take  first 
a  reading  of  thia  white  disc  and  then  of  the  surface  brightness  of 
the  adjacent  material.  The  position  of  the  instrument  when  these 
readings  are  taken  should,  of  course,  be  on  the  sidewalk  with  the 
instrument  at  the  height  of  the  average  observer's  eye,  and  pointed 
toward  those  parts  of  the  windows  which  it  is  desired  to  illuminate 
in  such  a  manner  that  clear  observation  of  the  goods  is  rendered 
possible. 


Fro.  85. — ^Arrangement  for  OlaM  Panel. 

Deck  Windows 

The  most  SDCcessfnlly  gas  lighted  show  windows  are  the  install 
latious  where  the  windows  have  been  closed  in,  commonly  known 
as  deck  windows.  Aa  most  gaa  companies,  paying  attention  to  il- 
lumination, render  a  maintenance  service,  it  is  much  more  con- 
venient to  have  lamps  accessibly  placed  above  the  deck,  that  same 
may  be  readily  examined,  adjusted  or  cleaned,  if  necessary,  at  an; 
time  without  in  any  way  interfering  with  the  goods  displayed  in 
the  window. 

The  three  Figs.  34,  35  and  36  show  successful  methods  of  deck 
lighting.    Fig.  34  is  well  adapted  to  narrow  windows  or  windows 
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where  a  much  higher  inteDsity  is  required  in  the  front  of  the  win- 
dow. The  deck  frames  here  shown  are  made  of  metal,  the  front 
section  of  which  extends  down  into  the  window  slightly  more  than 
6  inches,  successfully  screening  the  lamp  from  the  view  of  those 
on  the  sidewalk.  Fig.  35  shows  a  slightly  different  method,  used 
frequently  where  goods  are  dressed  flat  on  the  floor  of  a  window, 
and  the  direction  of  the  light  from  the  front  and  the  maintenance 
of  shadows  is  not  bo  necessary  or  important. 

In  Fig.  36  is  shown  a  deck  fltting  similar  to  that  used  in  Fig. 
34,  but  in  this  case  equipped  with  an  angle  reflector  directing  the 
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Pro.  36— Dmk  FltUngs  with  Angle  Reflecton. 

maximum  light  flux  at  about  a  30°  angle  from  the  Tertical,  which 
distribution  is  desirable  to  properly  illuminate  deep  windows. 

In  many  windows  a  combination  of  the  plans  in  Figs.  34  and  36 
may  be  used,  alternating  the  reflectors  or  using  a  greater  or  less  ■ 
proportion  of  cone  or  angle  reflectors.  The  glass  used  in  these 
deck  frames  is  commercially  known  as  "  ripple  "  gtaes,  and  is  a 
clear  glass  having  an  absorption  of  about  6  per  cent.  As  the 
ground  or  sand-blasted  glass,  which  has  been  used  considerably  in 
the  past,  has  an  absorption  of  some  SO  to  30  per  cent,  and  presents 
no  advantages  over  the  ripple  glass,  there  would  seem  to  be  little 
justification  for  its  continued  use. 
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In  addition  to  the  higher  absorption  losses  with  tlie  ground 
glasB,  there  ia  also  a  strong  objection  to  it  because  of  the  selective 
color  absorption  which  results  in  a  predominant  green  tone  to  the 
light;  this  is  quite  noticeable  even  with  lamps  having  as  much 
orange  and  red  rays  as  the  tantalmn  incandescent  lamp. 

From  illuminometei  measurements  on  an  installation,  which  had 
been  made  some  time  previously,  and  which  was  therefore  under 
regular  maintenance  conditions,  in  a  show  window  approximately 
1  feet  high  and  6  feet  deep,  the  effective  lumens  on  the  floor  of  a 
window  fitted  with  these  deck  frames  and  alternate  lamps  equipped 
with  mirror  cone-concentrating  reflectors  and  opal  angle  reflectors. 
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I.  37. — Independent  Pilot  System  (or  Ignition. 


it  was  found  that  the  mirror  cone  combination  delivered  approxi- 
mately 55  lumens  on  the  floor  plane  per  cubic  foot  of  gas,  and  the 
opal  angle  reflectors  34  lumens  per  cubic  foot  of  gas. 

Lamp  Ignition  for  Show  Window 

In  Figs.  37  and  38  are  illustrated  two  methods  of  ignition  for 
window-lighting  installations.  Fig.  37  is  the  independent  pilot 
ff^stem,  where  a  small  pilot  flame  is  used  in  the  upper  part  of  the 
lamp  at  a  point  where  it  will  insure  the  certain  ignition  of  the  gas 
issuing  from  the  mantle.  Th^  main  supply  to  the  lamps  is  con- 
trolled by  a  time-clock,  which  may  be  set  to  shut  off  the  gas  at  any 
desired  time.     In  Fig.  38  is  illustrated  an  electric  jump-spark 
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s^^stem  of  ignition,  which  has  been  verj'  sueceBsfuUy  used  where 
the  installation  has  been  properly  made.  Considerable  difficulty, 
however,  has  been  experienced  in  installations  where  the  insulation 
was  not  properly  taken  care  of. 

Special  Problems 
In  Fig.  39  is  shown  a  very  pleasing  example  of  special  lighting. 
This  fruit-product  display  is  on  the  side  wall,  about  midway  to  the 
rear,  of  a  large  room,  the  general  illumination  of  which  is  of  very 
low  intensity,  almost  a  moonlight  eSect,  with  decorations  designed 
to  give  an  orchard-like  appearance  to  the  room.     With  the  high 


Fio.  38. — Jump  Spark  Ignition. 


intensity  on  this  display  case  approximately  80  foot-candles,  and 
a  low  specific  intensity  on  that  side  of  the  source  toward  the  ob- 
server, this  orchard-like  setting  with  the  moonlight  general,  illumi- 
nation effect  as  a  background,  results  in  a  novel  and  beautiful 
picture. 

In  Fig.  40  is  a  sectional  elevation  of  the  stand,  showing  the 
graphical  method  of  determining  the  position  of  the  light  source 
and  its  required  distribution.  This  stand  is  approximately  7  feet 
high  and  3  feet  6  inches  deep  at  the  base;  the  width  is  5  feet  5 
inches,  and  the  inclination  of  the  front  is  at  an  angle  of  26°  from 
the  vertical.  Assuming  a  lamp  position  of  8  feet  from  the  floor 
and  6  feet  distant  from  the  top  of  the  stand,  radial  lines  are  drawn 
from  the  center  of  the  light  source  to  the  plane  of  illumination  at 
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5°  and  10"  angles,  as  described  previously  for  wiudow-illuraination 
problems.  The  square  of  the  leugths  of  the  radial  linos,  measuretl 
with  any  convenient  seale,  preferably  one  having  decimal  divisions, 
will  supply  the  values  from  which  the  distribution  may  be  deter- 


Fio.  39.— Illuminated  Display  Stand. 

mined.  The  highest  intensity  was  desired  at  the  height  of  the 
observer's  eye,  5  feet  from  the  floor,  the  50°  and  C0°  angle  of  the 
source.  Taking  this  value  as  unity,  the  other  values  were  reduced 
by  steps  to  three-quarters  on  the  bottom  of  the  stand.  A  specifica- 
tion curve  was  then  drawn  and  compared  with  available  distribu- 
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tion  curves,  which  resulted  ia  the  choice  of  the  unit  to  be  used. 
The  assumed  height  and  distance  of  the  source  proving  acceptable, 
it  remains  to  determine  the  number  of  lamps  required.  The  area 
to  be  considered  (5  feet  5  inches  by  8  feet),  44  square  feet,  and 


Fro.  40.— Diagram  ot  Display  Stand. 

assuming  0.3  cubic  foot  of  gas  per  square  foot,  allowing  for  dis- 
tribution losses  based  on  a  circumscribed  circle  enclosing  the  rect- 
angular area  to  be  illuminated,  gives  13.3  cubic  feet,  approximately 
four  lamps  having  a  consumption  of  3.3  cubic  feet  per  hour. 


.y  Google 


Illuminatino  Enoineebing 


Residence  Illumination 


Home  illumination,  in  consideration  of  the  effects  to  be  ob- 
tained, is  less  of  an  engineering  problem,  depending  as  it  does  on 
a  well -developed  Benee  of  the  artistic  and  a  knowledge  of  the  various 
periods  of  the  architecture  necessary  in  the  designing  of  har- 
monious and  appropriate  lighting  fixtures.  Many  problems  are 
presented  requiring  special  study  to  properly  Bccure  the  desired 
results.  The  neglect  by  the  fixture  designer  to  fully  consider  the 
various  kinds  and  sizes  of  lamps  and  their  effect  in  the  production 
of  light,  and  the  comparatively  little  attention  paid  up  to  this 
time  by  the  engineer  to  the  artistic  side  of  this  subject,  would  seem 
to  leave  this  field  open  to  those  who  will  specialize  in  this  work ; 
either  the  engineer  may  study  design  or  the  designer  accumulate 
the  necessary  engineering  data.  Residence  illumination  is  not, 
therefore,  merely  an  engineering  problem,  as  the  production  of 
artistic  and  aesthetic  results  must  always  be  borne  in  mind. 

A  knowledge  of  the  various  periods  in  design  is  absolutely  neces- 
sary and  must  be  rigorously  followed  unless  the  architect  or  de- 
signer has  rendered  a  modernized  conception,  in  which  event  the 
lighting  fixtures  may  deviate  from  the  accepted  design  in  so  far 
that  the  result  may  in  no  way  seriously  offend  the  sense  of  the 
harmonious  and  the  aesthetic. 

Outside  of  the  effect  due  to  the  intensity  of  illumination,  there 
is  another  element  to  be  considered,  which  is  frequently  a  factor 
of  considerable  importance  in  modifying  one's  judgment  of  the 
lighting  of  rooms.  The  numerous  lamps  on  a  chandelier  will  result 
in  impressions  that  could  not  be  secured  with  a  single  lamp,  which 
might  generate  the  same  total  light  fiux.  This  effect  of  illumina- 
tion has  no  connection  with  the  intensity,  but  may  contribute  to 
an  important  degree  to  the  final  effect  obtained.  Attention  must 
be  given  to  the  subject  of  color  of  light  and  also  to  the  color  of 
surrounding  objects,  as  the  character  of  the  illumination  is  mate- 
rially affected  thereby.  The  amount  of  light  reflected  from  sur- 
faces is  largely  dependent  on  the  color  and  condition  of  such  sur- 
faces, and  is  a  subject  capable  of  much  investigation. 

Chandeliers  and  wall  brackets  are  more  often  used  for  their 
decorative  value,  and  various  kinds  and  sizes  of  lamps  may  be 
used  80  as  to  carry  out  the  desired  decorative  design.  The  lamps 
should  be  equipped  with  diffusing  globes  or  shades,  giving  a  wide 
distribution  of  li^t. 
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A  Dining -Room  Installation 

A  residence  dining-room  can  probably  be  more  easily  and  ef- 
fectively illuminated  than  any  other  room  in  the  home;  but,  not- 
withstanding the  Bimplicity  of  the  problem,  the  effectiveness  of  the 
installation  can  be,  and  in  very  many  instances  is,  very  seriously 
impaired  by  using  fixtures  which  are  entirely  unfitted  for  the  pur- 
pose. The  opinion  has  been  expressed  that  careful  attention  to 
the  lighting  of  the  dining-room  will  result  in  more  pleasure  to  the 
occupants  than  may  be  derived  from  the  illumination  of  any  other 
room  io  the  house. 

Various  forms  of  artistic  glass  domes  are  popular  for  dining- 
room  use,  and  when  equipped  with  a  single  inverted-mantle  lamp 


Mms. 


Pia.  41. — Diagram  of  Dining-room  Dome. 

will  be  found  to  distribute  sufficient  light  flux  for  the  proper  il- 
lumination of  the  average  size  dining-room  unless  very  dark  decora- 
tions and  fumishings  are  used,  in  which  event  additional  lamps 
may  be  employed  either  attached  to  the  central  fixture  or  on  wall 
brackets. 

The  proper  height  at  which  to  place  the  dome  was  made  the 
subject  of  a  thorough  investigation,  as  was  also  the  proper  reflector 
to  be  used  within  such  a  dome.  In  Fig.  41,  on  the  right  hand,  is 
shown  the  position  of  the  eye  of  a  person  seated  at  the  table,  when 
sitting  upright,  and  at  the  left  when  leaning  somewhat  forward. 
It  will  be  seen  that  with  a  dome  as  here  placed,  a  person  at  one 
side  of  the  table  can  plainly  see  over  the  top  of  the  heads  of  those 
seated  opposite,  and  at  the  same  time  neither  the  mantle  nor  the 
reflector  can  be  seen,  unless  one  leans  far  forward  and  purposely 
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looks  up.  Placing  the  dome  higher  would  permit  the  direct  light 
from  the  mantle  to  enter  the  eyes,  while  lowering  it  below  the 
minimum  height  would  cut  off  the  view  of  those  on  the  opposite 
side  of  the  table. 

The  relative  positions  of  the  lamp  and  reflector  within  the  dome 
should  be  such  that  the  vertical  angle,  from  the  center  of  the 
mantle  to  the  lower  edge  of  the  dome,  is  as  small  as  may  be  secured, 
thus  permitting  the  location  of  the  dome  at  the  highest  point  above 
the  table  without  violating  that  more  important  consideration — 
keeping  the  lamp  out  of  the  direct  line  of  vision;  that  is  to  say, 
having  the  lamp  and  all  sources  of  comparatively  high  specific 
intensity  entirely  above  the  lower  edge  of  the  dome  when  viewed 
from  any  position  around  the  table. 

Artistic  Effects  Important 

In  the  proper  planning  of  a  well-lighted  home  in  the  true  con- 
ception of  effective  illumination  and  a  clear  understanding  of  the 
essential  features  necessary  to  produce  artistic  effects,  it  is  necee- 
sary,  in  selecting  fixtures  and  glassware,  that  they  harmonize  gen- 
erally with  the  decorations. 

In  general,  it  is  not  advisable  to  have  a  uniform  illumination. 

It  is  better  to  use  a  good  general  illumination,  and  where  a 
higher  intensity  is  desired  at  some  particular  point  to  supplement 
this  by  some  special  portable  lamp  of  the  desired  design  and  neces- 
sary size. 

Diffused  light  is  a  valuable  auxiliary  to  the  effect  produced  by 
the  direct  light.  It  is  diffusion  which  makes  daylight  so  much 
superior  to  all  artificial  light.  The  latter  illuminates  objects  in 
a  single  direction  only,  leaving  lateral  or  opposite  faces  in  a  shadow, 
which  the  light  reflected  from  the  ceiling,  walls  or  surrounding 
objects,  may  be  depended  upon  to  slightly  diminish  or  soften. 

In  artistic  lighting  we  seek  to  produce  a  harmonious  blending 
of  lights  and  shadows,  which  puts  into  relief  figures,  ornaments 
and  decorations,  and,  as  in  all  other  matters  where  tast«  is  con- 
cerned, we  should  avoid  extremes.  Economy  has  no  place  in  this 
work,  particularly  in  view  of  the  fact  that  pleasing  lighting  effects 
with  gas  radiants  are  invariably  worth  more  than  their  cost. 
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PRINCIPLES  AND  DESIGN  OF  EXTERIOR 
ILLUMINATION 

By  Loois  Bbix 

CONTBn*TS 

Lkctuke  I 

Qeneiul  ctiaracters  of  exterior  lllumlnatloD.     ClasB«B  of  exterior  Ulu- 

mlD&tlon.    Lighting  of  etnicture«,  of  places  and  parlu,  of  streets. 

-  Structures 
Character  of  IlgbUng  desirable.    Its  purpose.    Methods  of  ohtalnlng  It. 
Surface  lighting — spot  lighting.     Outlining.     PreserratlOD  of  per- 
spective.    Forced  perspective  and  Illusions.    Intensity  relations. 

Place  and  Parie  lAghfing 
Purpose.     Police  and  convenience  values.     Amount  and  character  Of 
light   reanlred.     Distribution    of   lights.     Height   and  spacing  of 
lights. 

Lectube  II 
street  lAuhting 
Hlstorr  and  purposes.  Conditions  of  vlslbllltr.  The  classlflcatlon  of 
streets.  Conditions  In  first  class,  second  class  and  third  class  streets. 
Aid  from  private  lighting.  Hours  of  lighting  and  possible  economies. 
Spacing  and  height  of  lights.  Large  vs.  small  units.  Glare.  Modi- 
fled  distributions.  Special  methods  of  evaluation.  The  Intercom- 
parlson  of  lights.  Characteristics  of  available  sources.  Specifica- 
tions for  street  illumination. 

Lectdbb  I 
By  exterior  illummation  is  meant  that  which  is  applied  outside 
the  confining  walls  of  buildings.  Interior  illumination,  which  is 
drcomecribed  by  such  walls,  is  powerfully  modified  by  their  par- 
ticular characterietics  as  to  color,  texture  and  coefficient  of  re- 
flection. Of  the  six  surfaces  which  bound  s  typical  interior  space 
four  or  five  are  generally  moderately  good  reflectors,  or  at  least 
are  not  so  low  in  reflectivity  as  to  be  at  all  negligible.    One,  com- 
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monly  the  floor,  is  often  nearly  or  quite  negligible,  and  sometimes, 
in  the  case  of  high-vaulted  ceilings,  another  bounding  snrface  may 
be  left  for  the  most  part  out  of  account.  In  exterior  lighting  the 
case  iB  radically  different.  In  some  instances  there  are  no  bound- 
ing surfaces  to  the  space  illuminated  of  such  character  or  at  such 
distances  as  to  afford  any  secondary  iUnmination  worth  mention- 
ing. In  other  cases  there  may  be  two  or  three  reflecting  surfaces, 
generally  rather  bad,  to  be  considered,  but  in  all  cases  the  upper 
limiting  surface  is  absent  and  the  condition  generally  approximates 
the  illumination  of  an  indefinitely  extended  room  with  a  poorly 
reflecting  floor  and  an  absolutely  black  ceiling.  One,  therefore, 
deals,  in  exterior  lighting,  chiefly  with  light  received  directly  from 
the  radiants,  and  in  so  far  the  case  is  theoretically  simpler  than 
interior  lighting.  On  the  other  hand,  the  lower  bounding  surface 
in  exterior  lighting  may  be  relatively  important,  particularly  in 
certain  cases  of  low  illumination  to  be  described  later  on.  Now 
and  then  there  are  lateral  bounding  surfaces  which  are  not  negli- 
gible, and  there  are  also  extraneous  sources  of  light  which  in  prac- 
tical illumination  are  of  great  importance,  but,  on  the  whole,  ex- 
terior illumination,  depends  for  its  effective  magnitude  upoa  light 
received  directly  from  the  radiants  in  use. 

General  Characteristics  of  Exterior  Illumination 
From  the  economic  standpoint  exterior  illumination  presents  a 
favorable  case,  inasmuch  as  relatively  low  intensities  are  employed, 
since  space  out-of-doors  does  not  need  to  be  lighted  to  the  degree 
required  for  occupations  or  amusements  customarily  carried  on  in- 
doors. Broadly,  then,  the  art  of  exterior  illumination  deals  gen- 
erally with  the  distribution,  directly  from  one  or  more  radiants,  of 
a  moderate  degree  of  illumination  without  much  effective  aid  from 
any  secondary  sources  of  light. 

Classes  of  Exterior  Illumination 

Most  generally,  illumination  out-of-doors  is  applied  to  a  single 
surface,  the  ground ;  but  there  are  cases  in  which  the  fundamental 
requirement  is  the  lighting  of  vertical  surfaces,  such  as  are  pre- 
sented by  buildings.  It  is  this  class  of  lighting  which,  perhaps. 
bears  the  greatest  resemblance  to  the  conditions  of  interior  lighting. 

The  flrst  class,  therefore,  of  exterior  illumination  I  shall  consider 
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as  the  lighting  of  structures,  which,  for  one  reason  or  another, 
require  to  be  brought  into  prominence.  It  is  a  class  of  lighting 
which,  to  a  certain  extent,  stands  by  itself  in  the  nature  of  its 
requirements,  but  becomes  at  times  important,  and  is  deserving  of 
especial  consideration. 

The  second  class  of  exterior  illumination  is  that  which  has  to 
do  with  the  lighting  of  public  places  and  of  parks.  It  differs  mate- 
rially from  the  former  class  in  that  it  is  concerned  with  the  dis- 
tribution of  light  over  the  ground  surface  of  a  wide  area  extending 
in  all  directions.  In  the  case  of  public  places  the  latcTal  bounding 
surfaces  have,  to  a  certain  extent,  to  be  considered,  while  with  parks 
they  are  generally  negligible.  In  lighting  public  places  the  illumi- 
nation has,  both  for  use  and  effect,  to  be  carried  fairly  high,  higher 
generally  than  in  any  other  class  of  extended  exterior  work,  and 
more  attention  has  to  be  paid  than  elsewhere  to  securing  uni- 
formity of  lighting  and  pleasing  artistic  effect.  Park  lighting,  as 
distinguished  from  that  of  other  public  places,  poeseesee  other 
requirements  of  usefulness,  customarily  demands  only  a  moderate 
illumination,  and  requires  particular  criteria  of  distribution. 

Finally,  the  third  class  of  exterior  lighting,  and  the  one  of  the 
greatest  economic  importance,  is  that  of  street  lighting,  in  which 
the  distribution  has  to  be  chiefly  lengthwise  of  the  streets.  Bound- 
ing surfaces  in  the  form  of  buildings  may  or  may  not  be  of  mate- 
rial importance,  and  the  intensity  required  is  rather  moderate. 
It  is  lighting  in  one  dimension  rather  than  in  two,  as  in  the  case 
of  public  places  and  parks,  or  in  three,  as  in  the  case  of  interiors. 

Structures 
The  inteut  of  lighting  structures  is,  for  artistic  purposes,  to 
bring  into  prominence  at  night  objects  which  are  intended  to  be 
conspicuous  by  day.  It  is  never  a  work  of  necessity,  although  often 
desirable  as  a  suitable  appreciation  of  public  structures  which  are 
in  themselves  worth  seeing.  Its  laws  are,  therefore,  rather  those 
of  aesthetics  than  those  of  engineering,  albeit  the  engineering  re- 
quires peculiar  adroitness  in  order  not  to  defeat  the  aesthetic  end 
sought.  No  class  of  lighting  is,  upon  the  whole,  worse  done,  and 
the  few  masters  of  it,  like  the  late  Mr.  Stieringer,  have  excelled 
rather  by  instinctive  genius  than  by  the  application  of  the  prece- 
dents of  engineering. 
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As  to  the  character  of  structure  lighting  it  varies  Tcry  widely, 
from  the  mere  emphasis  of  salient  details,  or  strong  accentuatioD 

of  particular  objects,  to  the  securing  of  startling  scenic  effects 
by  flooding  the  surface  with  light  or  marking  it  out  in  lines  of  fire. 

There  are,  indeed,  two  distinct  classes  of  structural  lighting, 
one  bringing  forcefully  out,  ae  far  as  may  be,  the  daylight  valuea 
of  the  object ;  the  other,  being  the  evolution,  with  the  structure  as 
a  basis,  of  artistic  results  in  no  wise  akin  to  the  effects  of  daylight. 
An  example  of  the  former  case  is  the  lighting  of  a  monument,  or 
of  the  fasade  of  a  building,  so  as  to  secure  the  full  artistic  value 
of  the  Etructure.  Into  the  latter  class  falls  naturally  the  display 
lighting  of  expositions  and  of  special  buildings  and  grounds,  en 
fete.  In  the  latter  case  there  ie  often  as  a  feature  the  use,  too  fre- 
quently maladroit,  of  color  effects  which  ordinarily  have  no  part  in 
entenoT  illumination. 

The  methods  of  illuminating  structures  are  as  various  as  the 
puiposes  for  which  the  illumination  is  used.  They  may  include 
merely  the  skilful  application  of  ordinary  illuminanta,  the  enforce- 
ment of  their  effect  by  reflectors  and  search- lights,  and  the  em- 
ployment of  small  lights  in  an  infinite  variety  of  ways.  The 
former  methods  find  tbeir  largest  application  in  lighting  monu- 
ments and  facades;  the  latter  in  the  production  of  scenic  effects, 
in  which  the  more  powerful  illuminants  may  be  made  to  play  a 
most  useful  part.  It  almost  always  requires  a  rather  lavish  ex- 
penditure of  energy  to  secure  adequate  results  unless  particular 
scenic  effects  only  are  sought,  ae  in  the  startlingly  beautiful  il- 
lumination of  some  of  the  great  towers  in  New  York,  where  empha- 
sis by  night  is  laid  upon  single  colossal  features  without  any  at- 
tempt to  reproduce  the  conditions  of  daylight. 

Broadly,  one  may  divide  the  classes  of  effects  sought  in  lighting 
structures  into  those  which  have  to  do  with  the  lighting  of  sur- 
faces as  a  whole,  those  in  which  particular  portions  of  surfaces  are 
sought  to  be  emphasized,  and  those  which  are  essentially  scenic 
and  decorative  in  their  effects  and  bring  into  prominence  not  sur- 
faces but  outlines.  Each  kind  has  its  legitimate  field,  but  its  ap- 
plicability depends  in  each  case  on  quite  different  criteria.  lu 
general,  the  flrst  two  classes  belong  essentially  to  structures  beau- 
tiful in  themselves,  while  the  last  named,  if  skilfully  done,  which 
it  generally  is  not,  may  lend  distinction  to  things  comparatively 
commonplace. 
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The  Buperficial  lighting  of  stmchirea,  as  of  the  whole  facade  of 
a  great  building,  is  both  difficult  to  do  well  and  somevhat  expen- 
sive. ParticnlaTly  does  its  apparent  expense  run  high,  inasmuch 
as  it  is  a  ca«e  of  deliberately  pouring  a  flood  of  light  on  an  exterior 
generally  from  a  source  quite  outaide  the  building.  The  eonrces 
of  light  have  a  certain  detached  character  that  brings  their  cost 
sharply  into  view,  while  the  same  expense  applied  to  even  ineffi- 
cient and  inartistic  grouping  of  small  lights  abont  the  stmctare 
itself  would  fail  to  produce  the  same  psychological  effect  on  the 
auditing  department. 

In  order  to  be  effective  snrface  lighting  must  be  both  somewhat 
brilliant  and  very  carefully  directed.  The  greatest  difBcuHy  in 
getting  a  satisfactory  result  is  that  due  to  obtaining  the  proper 
direction  of  illumination.  The  facade  of  a  building  ordinarily 
is  lighted  obliquely  from  above,  without  sharp  shadows,  save  when 
the  building  is  in  brilliant  sunshine.  The  strength  of  the  illumi- 
nation falling  on  a  building  by  daylight  may  easily  run  to  many 
hundred  or  even  thousand  lux.  It  is  enough,  at  all  events,  to 
bring  out  a  wealth  of  fine  detail  even  in  a  very  dark  building. 
The  coefficient  of  reflection  of  a  building  surface  is  usually  rather 
small,  Bay  from  10  to  25  per  cent,  at  ordinary  angles  of  view, 
rising  notably  higher  than  this,  say  to  between  30  and  40  per  cent, 
only  in  case  of  buildings  of  very  light  and  clean  brick  or  stone, 
or  of  very  lightly  tinted  concrete.  In  most  cities  the  accumulation 
of  dirt  due  to  smoke  keeps  the  reflecting  power  low.  Hence  it 
takes  strong  lighting,  such  as  is  to  be  had  by  daylight,  to  bring 
the  architectural  details  of  the  building  out  at  anything  like  their 
full  value,  if  these  effects  are  of  any  delicacy.  In  the  artificial 
lighting  of  a  facade,  the  direction  of  the  illumination  is  necessarily 
rather  from  below  than  from  above,  and  unless  the  illumination 
is  deliberately  planned  to  provide  a  dominant  direction  of  lighting 
the  effect  ie  usually  to  flatten  out  the  projections  and  sink  the 
detail  into  insignificance.  Light  coming  indiscriminately  from  all 
azimuths  along  the  fiont  is  likely  to  give  a  disagreeable  shadowless 
effect,  and  the  delicacy  of  the  surface  of  the  structure  is  quite  lost. 
The  illumination  should,  therefore,  be  given  a  predominant  direc- 
tion BO  as  not  te  lose  the  effect  of  light  and  shade,  and,  in  fact, 
somewhat  to  exaggerate  it  in  order  to  bring  out  something  of  the 
texture  in  a  light  dim  compared  with  daylight. 
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If  we  could  bring  ourselvefl  to  a  really  progressive  frame  of  mind, 
search-lights  and  reSectore  used  from  points  well  otiteide  the 
building  to  be  illuminated  could  be  made  to  produce  much  better 
results  than  are  obtained  by  any  other  means,  and  there  is  much 
to  be  said  for  so  lightii^  a  facade  that  it  shovs  its  architectural 
value  as  it  is,  and  not  with  the  addition  of  freakish  lighting  effects 
generally  undignified  and  sometimes  ludicrous.  Lighting  vhich 
brings  out  into  prominence  some  unbeautiful,  even  though  char- 
acterietic,  feature  of  a  building  is  as  inappropriate  as  the  illumina- 
tion which  I  once  saw  directed  against  a  life-sized  portrait  of  the 
late  President  McKinley;  it  being  aceidently  adjusted  so  that  his 
nose  was  the  one  prominent  feature  of  the  display. 

A  fagade  with  striking  features,  large  and  dignified,  is  com- 
paratively easy  to  illuminate,  while  one  with  a  wealth  of  fine  detail 
requires  so  much  light  that  the  feat  of  dealing  with  it  adequately 
is  almost  impossible.  One  can  hardly  imagine,  for  example, 
an  illumination  of  the  front  of  the  Duomo  at  Milan  brilliant 
enough  to  give  anything  like  adequate  value  to  the  enormously 
intricate  detail,  albeit  the  Piazza  del  Duomo  is  powerfully  lighted. 
Notre  Dame,  in  Paris,  on  the  other  hand,  with  its  massive  towers 
and  huge  flying  buttresses,  would  present  a  most  splendid  and 
imposing  appearance  under  artificial  light,  even  though  much  de- 
tail were  lost. 

Search-lights  and  reflectors,  as  stated  above,  form  the  best  means 
of  getting  adequate  surface  lighting  where  large  areas  are  con- 
cerned. A  slight  digression  regarding  the  search-light  for  this  and 
similar  purposes  may  be  here  permissible,  since  the  properties  of 
the  search-light  as  an  illuminant  are  generally  imperfectly  under- 
stood. EVom  the  standpoint  of  luminous  flux  the  case  of  the 
search-light  is  a  comparatively  easy  one.  From  the  energy  con- 
sumed in  the  arc  and  the  structure  of  the  lamp  it  is  not  difficult 
to  form  an  approximate  idea  of  the  lumens  which  emerge  from  the 
system.  Then  the  illumination  received  on  any  surface  is  this 
total  flux  divided  by  the  area  of  the  surface  in  square  feet  if  one 
wishes  to  express  it  in  foot-candles,  or  in  square  meters  if  he  chooses, 
as  is  preferable,  the  lux  as  the  unit. 

The  illumination  delivered  by  a  search-light  system  is 
T      4nein      4ein 

where  e  is  the  voltage  at  the  are,  i  the  current,  and  t)  is  the  specific 
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efficiency  in  mean  spherical  candle-power  per  watt  x  the  net-  re- 
flective coefficient  of  the  mirror  system,  r  being  the  radina  of  the 
incident  beam. 

Assoming  i)  =  1 

e=80v. 

i  =  50ampB.  ' 

r  =  10" 
Or  at  the  assumed  Toltage  and  radius,  say  100  lux,  would  require 

'=^  =  Fx^S'^=— '■  <^> 

Or  to  obtain  tj, 

If  L=100 

e=  80  Lr»        100X100  _n  ,a  ,o\ 

r=   10 '^IteT' 4X80X40  ~°''^'  *^^ 

i=  40 
1}  expresses  the  specific  efficiency  of  the  search-light  system  as  a 
whole,  and  should  be  the  subject  of  systematic  experiments. 

This  rule  holds  for  cases  in  which  the  cosine  of  the  semiangular 
aperture  of  the  beam  is  near  unity,  i.  e.,  when  the  measured  11- 
luminatioa  is  substantially  normal;  (1)  and  (3)  are  subject  to 
a  similar  limitation.  As  to  the  absorption  by  the  atmosphere,  it  is 
in  clear  weather  small,  amounting,  from  Sir  William  Abney's  data, 
to  about  15  per  cent  for  the  chief  luminous  rays  in  transmiseion 
through  the  whole  thickness  of  the  atmosphere. 

The  &nx  measured  in  lumens  remains  the  same,  barring  absorp- 
tion by  the  atmosphere,  at  all  distances  from  the  light,  and  the 
intensity  at  the  surface  illuminated  becomes  merely  a  matter  of 
the  area  of  the  beam.  If  it  were  possible  to  obtain  a  strictly  par- 
allel beam  of  luminous  flux,  barring  the  small  logarithmic  decre- 
ment from  atmospheric  absorption,  the  illumination  reached  at  a 
surface  would  be  practically  independent  of  its  distance  and  equal 
to  that  at  the  mirror  aperture.  For  a  converging  beam  the  illumi- 
nation increases  at  all  distances  up  to  the  focus,  while  for  a  diverg- 
ing beam  it  obviously  diminishes  with  the  distance  following  the 
law  of  inverse  squares  at  all  points  at  a  distance  large  compared 
with  the  mirror  aperture. 

Without  the  use  of  lights  comparatively  distant  from  the  surface 
to  be  illuminated,  surface  lighting  becomes  increasingly  difficult. 
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It  can  be  carried  oat  to  a  certain  extent  with  lights  on  the  struc- 
ture itself,  but  the  e£Fect  is  not  good  if  more  than  special  portions 
of  the  surface  are  so  illuminated.  It  is  an  extremely  dilKcult  matter 
to  light  4  surface  adequately  from  a  point  near  itself  without  either 
maldng  the  light  sources  too  conspicuous  or  rendering  the  illumi- 
nation very  uneven.  Moreover,  lighting  at  nearly  grazing  inci- 
dence distorts  all  surface  details  and  destroys  their  delicacy.  It 
may  even  produce  extremely  bizarre  and  unpleasant  effecta.  Strik- 
ing examples  of  the  failure  of  illumination  at  grazing  incidence 
may  be  found  in  the  case  of  attempts  to  light  paintings  from  re- 
flectors placed  near  the  plane  of  the  canvas,  the  effect  of  which  ia 
to  bring  into  glaring  prominence  every  brush  mark,  quite  destroy- 
ing the  effect  the  artist  intended  to  produce. 

Only  in  rare  instances  can  the  lighting  of  a  building  by  sources 
placed  upon  it  prove  effective,  and  then  only  when  comparatively 
limited  areas  are  sought  to  be  illuminated,  or  when  the  effect  in- 
tended to  be  produced  is  not  that  of  daylight  illumination  but  that 
of  a  special  form  of  decoration.  Perhaps  the  most  striking  success 
that  has  been  obtained  in  this  line  was  the  lighting  of  the  Metro- 
politan Life  Tower  in  New  York  during  the  Hudson-Fulton  Cele- 
bration, in  which  advantage  was  taken  of  the  structure  of  the 
higher  parts  of  the  tower  so  to  place  the  lights  upon  it  as  to  bring 
the  massive  detail  high  in  air  into  brilliant  prominence  against 
the  sky.  This  was  in  effect  a  variety  of  spot  lighting  which  con- 
stitutes one  of  the  methods  applicable  to  the  illumination  of 
structures. 

Spot  lighting  is,  except  in  such  instances  as  that  just  mentioned, 
generally  confined  to  the  illumination  of  monuments  or  groups  of 
statuary.  It  too  frequently  would  be  better  to  leave  these  to  the 
kindly  concealment  of  night,  but  now  and  then  they  are  worth  the 
effort  at  illumination.  As  a  rule,  attempts  to  light  such  things 
fail  from  placing  the  lights  too  near,  and  thereby  producing  dis- 
torted shadows  which  quite  destroy  the  artistic  value  sought.  Only 
massive,  plain  surfaces,  such  as  the  Washington  Monument  in 
Washington  presents,  can  be  adequately  lighted  from  sources  placed 
near  the  base.  Monuments  of  ordinary  types  should  be  illuminated, 
if  at  all,  from  distances  several  times  their  height. 

Now  and  then  on  white  surfaces,  colored  illumination  can  be 
used  with  beautiful  effect,  as  those  who  saw  the  Court  of  Honor 
at  the  Chicago  Exposition  will  remember;  but  these  cases  are  rare 
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and  chiefly  confined  to  temporary  exposition  work,  in  which  there  is 
small  chance  for  time  to  destroy  the  high  reflecting  power  of  the 
BurfaccB  necessary  to  brilliant  effects. 

Exposition  lighting  is  an  art  almoert  by  itself,  owing  to  the 
immense  areas  that  have  to  be  dealt  with  and  the  extreme  difficulty 
of  getting  suitable  locations  for  lighting  buildings  upon  the  out- 
Bide,  The  main  reliance  in  auch  work  has  in  the  paat  usually  been 
outlining  by  myriads  of  small  incan descents.  If  skilfully  done, 
that  is,  done  with  due  reference  to  the  magnitudes  and  distances 
of  the  buildings  so  as  to  preserve  the  ensemble  effect  by  night,  the 
result  may  be  extremely  beautiful,  but  if  the  salient  features  are 
wrongly  chosen  or  the  ornamentation  is  exaggerated  nothing  can, 
on  the  whole,  return  less  of  artistic  value  for  the  energy  employed. 
At  its  worst,  outlining  becomes  a  mere  symbolizing  of  structural 
lines,  as  a  child  might  draw  tJiem  upon  a  slate.  Restraint  and 
keen  appreciation  of  the  features  of  a  building  worth  outlining 
are  necessary  to  the  securing  of  good  results,  otherwise  the  eye 
will  simply  be  confused  by  a  multitude  of  lights  with  nothing  to 
indicate  their  distance,  and  will  find  even  individual  buildings 
distorted  by  the  wrong  spacing  or  placing  of  the  lights.  On  the 
other  hand,  when  skilfully  used,  outlining  may  confer  by  night 
singular  beauty  on  structures  either  commonplace  or  grimly  utili- 
tarian by  day.  Very  striking  examples  of  the  decorative  use  of 
outlining  and  similar  illuminative  devices  were  shown  during  the 
Hudson-E^ilton  Celebration  in  New  York  last  year.  No  one  who 
saw  the  East  River  bridges  and  the  stacks  of  the  Water-aide  sta- 
tion failed  to  recognize  the  great  artistic  value  of  judiciously  strung 
lights.  The  bridges  from  a  distance  were  things  of  glory  instead 
of  grimy  skeletons  of  cable  and  girder,  while  the  stacks,  by  day 
merely  solid  and  purposeful,  became  beautifully  decorated  symbolic 
towers  of  light. 

In  attempting  to  outline  buildings  it  is  generally  found  best  to 
emphasize  some  of  the  special  features  as  well  as  the  general  con- 
tours so  that  the  illumination  is  not  only  structural  but  decorative. 
In  great  measure  success  depends  on  the  judgment  of  the  engineer 
in  fitting  the  spacing  and  power  of  his  lights  to  the  particular  work 
in  hand.  From  this  point  of  view  it  makes  a  very  material  differ- 
ence whether  the  lighting  as  a  whole  is  to  be  viewed  from  a  dis- 
tance or  near  by,  from  practically  on  a  level  or  from  below..  As  to 
the  proper  spacing  of  lights  for  general  service  in  such  work  it 
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usually  runa  in  practice  from  8  inches  to  8  feet,  while  in  some  in- 
stances even  these  dlmensionE  may  be  passed.  The  fundamental 
thing  is  to  proportion  the  spacing  to  the  ordinary  viewing  distance 
BO  that  the  lights  will  neither  run  together  in  a  hlurred  line  nor 
present  a  scatterect  appearance.  The  former  limit  in  the  last  resort 
depends  on  the  power  of  the  eye  to  separate  two  neighboring  lumi- 
nous points.  Many  'experiments  on  this  sort  of  visual  acuity  have 
been  made,  and  they  may  he  summed  up  by  saying  that  the  eye 
distinguishes  two  bright  points  as  separate  very  easily  when  they 
subtend  a  visual  angle  of  5  minutes  of  arc ;  fairly  well  when  they 
subtend  an  angle  of  3  minutes ;  and  under  favorable  circumstances, 
and  with  difficulty,  when  they  subtend  an  angle  of  1  minute.  These 
figures  are  somewhat  influenced  by  the  actual  darkness  of  the 
background,  and  by  the  actual  intensity  of  the  lights  with  respect 
to  their  production  of  irradiation.  JSow  an  angle  of  1  minute 
is  subtended  by  two  points  distant  from  each  other  by  0.0003  of 
the  viewing  distance  The  3-minute  angle,  therefore,  corresponds 
nearly  to  a  separation  of  one  part  in  a  thousand,  and  the  5-minute 
angle  to  one  part  in  six  to  seven  hundred.  Around  about  this  latter 
figure  good  results  are  obtainable,  and  the  separation  of  lamps  can 
often  be  carried  up  to  10  minutes  of  arc  with  advantage.  Closer 
spacing  than  3  minutes  is  seldom  desirable,  since  only  in  rare  cases 
does  one  wish  to  produce  the  effect  of  continuous  lines.  There  is, 
therefore,  a  wide  range  in  spacing  permissible  with  which  to  take 
account  of  the  important  questions  relating  to  perspective. 

The  effect  of  the  spacing,  intensity,  and  alignment  of  lights  upon 
nocturnal  perspective  has  played  a  very  small  part  heretofore  in 
illumination,  although  it  is  well  understood  as  a  practical  art  by 
the  masters  of  stage-craft.  Ordinarily,  one  wishes  to  preserve  the 
normal  conditions  of  perspective  in  undertaking  artificial  illnmina- 
tion.  This  requirement  implies  a  generally  uniform  spacing  of 
lights,  since  the  eye  instinctively  judges  the  length  of  a  line  of 
bright  points  by  their  apparent  approximation  as  they  reach  the 
vanishing  point.  In  the  case  of  lines  of  light  generally  viewed 
obliquely  the  spacing  may,  however,  be  widened,  since  the  visual 
angle  between  points  in  such  case  corresponds  to  a  narrower  spacing 
than  when  viewed  normally.  For  example,  lines  of  lights  festooned 
lengthwise  of  a  street  may  be  spread  far  more  widely  than  usual, 
while  still  preserving  unity  of  effect,  since  they  are,  upon  the 
whole,  viewed  always  from  a  very  oblique  angle.    Lines  of  festoons 
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thrown  croaswiee  of  the  same  street  are  always  seen  nonnally  to 
their  length,  and  conaequently  should  revert  to  standard  spacing. 

There  are,  however,  many  instances  in  which  lights  can  be  ad- 
vantageously used  not  to  preserve  the  perspective  bat  to  force  it 
and  to  create  illusions  of  distance.  If  one  were  so  placed  ae  to  look 
down  a  long  street,  viewing  it  from  a  fixed  point  and  not  passing 
along  it,  it  would  be  possible  to  produce  extraordiiiary  illusions  of 
perspective  by  varying  the  spacing  and  the  intensity  of  tlie  lights. 
In  the  absence  of  any  permanent  objects  upon  which  the  eye  can 
fall  to  determine  distance  it  is  compelled  to  judge  very  largely  by 
the  apparent  perspective.  A  row  of  lights  down  each  side  of  the 
street  diminishing  in  spacing  or  intensity,  or  both,  would  infallibly 
call  to  the  mind  the  conception  of  indefinite  distance  stretching 
out  into  the  night.  If,  on  the  other  hand,  the  spacing  were  pro- 
gressively increased  and  the  intensity  also  increased,  each  within 
limits,  the  effect  would  be  to  produce  an  apparent  shortening  of 
the  vista.  These  effects  may  be  very  pronounced  even  where  there 
is  no  deliberate  angular  shifting  of  lines  in  the  field  of  vision  to 
produce  illusions  of  perspective.  Lines  converged  toward  an  arti- 
ficial vanishing  point  abnormally  near  are,  of  course,  familiar  in 
stage-craft,  and  by  adjusting  the  stage  setting  on  a  diminishing 
scale  with  lines  thus  converged,  it  is  possible  to  create  in  great 
perfection  the  illusion  of  a  far-reaching  space  even  on  a  stage  of 
very  modest  dimensions. 

These  effects,  emphasized  by  powerful  lighting  in  the  near  fore- 
ground, diminishing  toward  the  rear,  are  quite  familiar,  and  are 
often,  in  fact,  overdone.  When  properly  carried  out  they  are  im- 
mensely striking  in  effect.  The  forcing  of  perspective  in  this  way 
and  the  taking  advantage  of  the  characteristics  of  vision  to  create 
illttsiouB  of  direction  and  distance  have  been  known  at  least  since 
the  time  of  the  builders  of  the  great  monuments  of  Greece.  Not 
only  did  these  masters  swell  their  columns  slightly  to  overcome 
the  illusion  of  outline  presented  to  the  eye  at  a  relatively  near 
view-point,  but  they  even  drew  the  columns  together  and  toward 
the  structure  slightly  at  the  top,  as  in  the  Parthenon,  by  an  amount 
not  large  enough  to  be  conspicuous,  yet  sufGcient  to  accentuate  the 
height.  They  knew  well,  too,  how  to  proportion  the  scale  of  their 
ornamentation  to  the  view-point,  and  seemed  by  a  fine  instinct  to 
have  discovered  much  that  in  practice  has  been  too  often  forgotten 
in  the  centuries  that  have  intervened.     Now  this  same  sort  of 
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effect  can  be  produced  by  judicious  modificatiou  of  the  external 
lighting  of  structures.  For  example,  I  have  had  occasion  to  over- 
come the  tendency  of  a  building,  somewhat  too  tall  for  aymmetry, 
to  vanish  into  indefiuite  height  as  night  came  on,  by  powerfully 
emphasizing  the  decorative  lighting  of  the  cornice  and  spacing  a 
horizontal  line  of  lights  across  the  front,  disproportionately  close 
compared  with  those  above.  The  effect,  as  the  lights  come  on  in 
a  dark  evening,  and  the  towering  top  emerges  out  of  distant  black- 
ness into  its  proper  position  is  somewhat  striking.  By  such  devices 
as  these  one  can  not  only  overcome  the  curious  distortions  produced 
by  night,  but  can,  if  necessary,  create  a  wide  variety  of  illusions 
on  a  large  scale,  less  perfect,  perhaps,  but  almost  as  striking,  as 
those  worked  out  upon  the  stage. 

The  effect  of  the  intensity  of  lights  in  such  work  is  worth  noting. 
It  is  a  curious  fact  that  the  eye  carries  so  very  imperfect  concep- 
tions of  intensity,  for  outlining  work,  signs  and  similar  uses,  8- 
candle-power  lamps  are  practically  as  good  as  16'e,  and  4's  about 
as  effective  as  either.  I  have  actually  changed  S-candle-power 
lamps  for  4'a  on  one  line  of  a  sign,  leaving  the  other  unchanged, 
without  producing  any  notioeable  difference  whatever  when  the  aigu 
was  viewed  from  the  ordinary  distance  of  several  hundred  yards. 
Any  brilliant  spot,  however  small,  seems  to  serve  the  purpose,  and 
the  size  of  the  lamps  used  is  really  determined  rather  by  the  ability 
to  procure  them  than  by  anything  else.  Becent  progress  in  sign 
work  has  tended  to  smaller  and  smaller  lights  with  positive  gain 
in  the  effect  produced.  In  attemptjng,  therefore,  to  create  illusions 
by  changing  the  size  of  Hghts,  the  change  has  to  be  an  exaggerated 
one.  The  use  of  colored  lights  in  such  cases  as  we  have  under 
consideration  has  been  barely  touched  upon  in  practice.  It  is  made 
immensely  effective  in  signs,  and  has  been  used  successfully  in 
some  exposition  work  for  purely  decorative  purposes,  but  color  as 
an  element  in  scenic  illusion  off  the  stage  has  scarcely  been  tried. 
It  possesses,  nevertheless,  possibilities  which  are  worth  much  more 
intelligent  study  than  has  yet  been  given  them. 

Place  and  Park  Lighiing 
The  lighting  of  public  places  and  parks  differs  from  street  light- 
ing in  that  the  areas  to  be  illuminated  are  not  narrow  strips  like 
a  street,  but  extend  in  both  directions,  and  in  the  case  of  public 
squares  the  lighting  of  the  adjacent  buildings  is  a  thing  not  to 
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be  left  out  of  account.  The  purposes  of  these  kinds  of  lightiog 
differ  verj  widely.  Public  squares  are  illuminated  with  special 
reference  to  the  convenience  and  pleasure  of  the  people  who  use 
them,  often  in  great  numbers.  Such  places  are  frequently  dense 
centers  of  traffic  along  the  streets  that  meet  upon  them,  are  gen- 
erally located  in  the  more  thickly  populated  parts  of  the  city,  and 
are  often  scenes  of  great  activity  during  at  least  the  earlier  hours 
of  the  evening.  Man  has  become  steadily  more  and  more  a  noc- 
turnal animal,  and  it  ie  in  these  public  squares  that  provision  must 
be  made  for  his  habits.  Both  his  protection  and  his  convenience 
are  objects  which  must  be  home  in  mind  when  designing  the  il- 
lumination. The  police  value  of  lighting  has  long  been  recognized, 
and  emphasis  was  laid  on  it  in  an  interview  the  other  day  by  the 
Chief  of  Police  in  Paris,  who  plead  for  adequate  all-night  lighting 
as  an  adjunct  for  the  preservation  of  order.  In  considering  public 
equares  the  value  of  ample  light  as  preventive  of  crime  is  very  con- 
siderable, but  perhaps  less  important  than  it  is  in  some  of  the 
streets.  A  public  square  is  not  a  spot  generally  chosen  for  "  hold- 
ups "  or  other  extreme  crimes  of  violence.  It  is,  however,  a  loca- 
tion where  the  pickpocket  and  petty  thief  may  ply  their  vocations, 
and  for  full  protection  against  these  gentry  good  illumination  is 
needed. 

Fundamentally,  the  lighting  of  a  public  square  is  for  the  con- 
venience of  the  passersby.  They  not  only  wish  to  walk  without 
tripping  over  obstacles,  or  drive  without  plunging  into  open  man- 
holes, but  they  wish  to  meet  and  recognize  their  friends  without 
bumping  into  them,  to  glance  at  a  railway  time-table,  to  read  the 
address  on  a  letter  or  the  number  on  a  house,  and,  in  general, 
to  see  a*  comfortably  and  get  about  with  as  little  thought  of  incon- 
venience from  lack  of  light  as  would  be  the  case  toward  the  end 
of  a  winter  afternoon.  In  other  words,  the  peculiar  requirements 
of  convenience  demand  that  public  squares  which  are  largely  used 
should  be  liberally  lighted,  as  well  lighted  as  the  best  lighted  streets, 
much  better  lighted  than  the  ordinary  streets.  It  is  consequently 
necessary  that  they  should  be  lighted  with  some  approach  to  uni- 
formity, otherwise  there  will  be  dark  spots  not  only  unpleasant  in 
effect  but  inconvenient  for  the  man  on  the  street.  Prom  a  practical 
standpoint  such  requirements  can  be  met  thoroughly  well  in  only 
one  way,  by  the  use  of  a  very  large  flux  of  light  from  sources  placed 
high  enough  to  be  out  of  the  immediate  field  of  view.     This  is 
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akin  to  the  ordinary  requirements  of  interior  lighting  in  that  one 
should  be  able  to  see  easily  and  comfortably  without  brilliant 
sources  of  light  intruding  themselves  in  the  direct  line  of  vision. 

The  lights  ordinarily  used  for  street  lighting,  if  sufficiently  nu- 
merous to  give  the  requisite  volume  of  illumination  in  a  public 
square,  are  certain  to  interfere  with  vision  by  their  brilliancy  and 
position  near  the  line  of  eight  I  call  to  mind  three  famous  places 
which  serve  as  examples  of  the  bad  and  good  methods  of  place 
lighting.  One  of  these  is  the  Place  de  la  Concorde,  Paris,  lighted 
with  jmiujaerable  small  units  placed  on  short  posts  that  stand  in 
serried  ranks  all  about  the  famous  spot.  The  lighting  of  the  pave- 
ment is  moderately  bright,  but  the  effect  is  distinctly  unpleasant 
and  inadequate;  petty  from  the  great  number  of  lamps  and  the 
obtrusiveneas  of  their  supports.  The  second  is  Trafalgar  Square, 
London,  lighted  with  arcs  to  a  somewhat  higher  degree  than  the 
Place  de  la  Concorde,  but  yet  missing  something  of  distinguished 
beauty  or  notable  excellence  in  the  results.  It  is  a  fairly  well- 
lighted  square,  which  could  be  made  much  better  were  the  lamps 
placed  further  out  of  the  field  of  view  and  the  total  volume  of 
illumination  considerably  increased.  Finally,  as  an  example  of  the 
very  best  that  has  been  done  in  such  lighting,  I  may  mention  the 
Potsdamer  Platz  in  Berlin,  which  is  brilliantly  and  beautifully 
lighted  by  two  groups  of  enormously  powerful  lamps  placed  more 
than  80  meters  above  the  ground  on  columns  which  are  themselves 
works  of  art  by  day  as  well  as  by  night.  The  actual  illumination 
on  the  pavement,  while  amply  brilliant,  is  probably  no  higher  than 
is  reached  in  Copley  Square,  Boston,  or  in  any  one  of  several  public 
places  in  other  American  cities.  The  great  beauty  of  the  fixtures 
is  the  feature  which  gives  to  the  lighting  of  Potsdamer  Platz  its 
unique  position  in  the  art.  It  is  in  striking  contrast  in  this  respect 
with  the  lighting  of  most  American  places. 

The  design  of  the  illumination  in  a  public  square  is  not  a  simple 
matter.  First,  considering  the  amount  of  light  required  in  order 
to  meet  the  requirements  of  being  able  to  read  notes,  time-ttU)les 
and  addresses  comfortably,  as  well  as  to  recognize  persons  quickly 
and  easily,  the  illumination  must  be  pushed  far  beyond  that  found 
in  most  American  streets  unless  almost  under  the  lamps.  To  meet 
these  requirements  the  average  value  of  the  eflfective  illumination 
should  be  not  less  than  1  lux  and  the  minimum  should  be  at  least 
0.5  lux.  Anything  less  than  this  ie  insufficient  for  the  purposes 
just  mentioned  and  even  more  is  preferable. 
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One  can  fonn  a  cursory  idea  what  this  intensity  means  by  realiz-^ 
ing  that  full  moonlight  is  io  our  latitude  on  a  clear  night  about 
0.3  lux,  a  degree  of  illumination  that  reduces  visual  acuity  to  about 
0.25  or  0.30,  as  shown  by  actual  experiment  in  moonlight,  and  re- 
duces shade  perception  in  a  similar  degree.  Both  the  loss  of  acuity 
and  the  increase  of  Fechner's  fraction  below  1  lui  are  very  rapid 
and  at  these  low  illuminations  the  eye  is  peculiarly  susceptible  to 
the  effect  of  bright  lights  within  the  field. 

I  have  just  used  the  term  "  effective  illumination "  advisedly, 
with  full  knowledge  of  the  fact  that  there  is  some  discussion  as  to 
what  constitutes  effective  illumination  for  the  purpose  of  lighting 
such  a  space  as  we  are  considering.    It  is  unnecessary  to  remind 


Fio.  1. 

you  that  while  the  illumination  on  a  surface  normal  to  a  ray  from 
a  radiant  of  known  power  follows  simply  the  inverse  square  law, 
if  the  ray  does  not  fall  normally  upon  the  surface  the  intensity 
is  reduced  in  proportion  to  the  cosine  of  the  angle  of  incidence  for 
a  horizontal  surface,  and  in  proportion  to  the  sine  of  the  same 
angle  for  a  vertical  surface.  Consequently,  if  one  attempts  to 
reckon  the  illumination  to  be  received  at  a  particular  point  in  a 
public  square  he  finda  himself  in  a  quandary  as  to  whether  he  shall 
reckon  the  illumination  as  on  a  normal  plane,  the  illumination 
resolved  on  a  horizontal  plane,  or  resolved  on  a  vertical  plane,  the 
three  hypotheses  leading  to  three  radically  different  results  as  to 
the  value  of  the  illumination.  The  subjoined  curves  give  the  three 
values  of  the  illumination  obtained  on  these  three  hypotheses  from 
a  source  oi  1000  uniform  spherical  candle-power  placed  at  a  height 
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ftf  10  meters.  Which  of  these  divergent  values  should  be  reckoned 
as  the  correct  one  for  the  purpose  of  designing  illumination?  The 
question  is  an  intricate  one  on  account  of  the  varying  purposes  for 
which  one  requircB  light  in  such  a  situation. 

Here,  again,  the  similarity  to  interior  lighting  becomes  evident, 
BiDce  the  case  correBponds  quite  closely  to  that  of  a  room  lighted 
from  several  sources.  The  solution  is,  in  my  judgment,  indeter- 
minate, since  there  are  certainly  more  unknown  and  perhaps  un- 
knowable quantities  than  definite  data  which  can  be  applied  to 
them.  One  can,  however,  arrive  at  a  common  sense  approximate 
solution  by  establishing  this  criterion,  that  the  light  shall  be  such 
as  to  meet  the  severest  practical  test  among  the  various  require- 
ments of  its  use;  that  is,  the  reading  test.  For  this  one  can  always 
readily  take  advantage  of  normal  illumination,  and  one  customarily 
does  so.  This  requirement  means,  therefore,  that  the  normal  il- 
lumination received  from  the  nearest  light  shall  at  no  point  fall 
below  0.5  lux,  and  shall,  as  a  whole,  equal  or  exceed  1  lux.  With 
this  quantity  of  illumination  all  practical  requirements  other  than 
reading  are  met  very  easily. 

The  problem  of  design  then  resolves  itself  into  a  comparatively 
simple  construction,  the  placing  of  radiant  sources  so  that  if  one 
draws  about  each  of  them  a  circle  at  such  distance  that  the  normal 
illumination  received  from  the  source  at  that  circle  shall  be  0.5  lux, 
these  circles  shall  overlap  so  as  to  fully  cover  the  area  concerned. 
,  The  subsequent  design  consists  in  so  planning  the  distribution  from 
each  source  that  its  effective  radius  of  action  shall  be  aa  great  as 
possible.  With  all  practical  illuminants  the  illumination,  if  sufii- 
cient  at  the  periphery  of  the  circle,  will  be  sufBcient  for  all  points 
within. 

For  the  purpose  in  hand  the  fundamental  equation  connecting 
the  various  quantities  is 

Ln=-^C06*«.  (1) 

Where  Ln  is  the  illumination,  1  the  height  of  the  radiant  above  the 
plane  of  reference,  I  the  intensity,  and  a  the  angle  of  incidence, 
which  is  equal  to  the  angle  between  the  ray  and  the  lamp  post.  Of 
these  quantities  in  actual  computation  any  one  may  be  assumed 
on  the  conditions,  or  any  one  may  be  required  to  be  found.  I  and 
the  angle  a  are  dependent  variables,  and  in  practice  are  taken  from 
the  distribution  curve  of  the  radiant.    This  being  known,  the  re- 
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quired  height  of  the  lamp  to  produce  a  given  iUumination,  Lb 
can  be  obtained  from  the  trauBformed  equation, 

p^Ioo^  (2) 

For  instance,  taking  1^  at  0.5  lux  and  I  for  the  angle  of  incidence 
70°,  ae  2000  candle-power,  1  comes  out  at  about  82  meters,  and  it 
will  be  generally  found  that  with  distributionB  common  for  power- 
ful illuminants  the  heights,  for  illumination  of  the  order  of  ma^i- 
tude  here  required,  come  out  rather  large,  higher  than  it  is  gen- 
erally eonvement  to  place  the  lamps. 

Again,  the  height  of  the  lamp  being  chosen  at  some  easily  prac- 
ticable figure  and  the  cu"-""  ^^ing  known,  the  angle  of  incidence 


corresponding  to  the  required  illumination  is  given  by  the  trans- 
formed equation, 

C08"a=^-1'.  (3) 

Whether  the  angle  of  incidence  is  assumed,  or  thus  reckoned,  the 
radius  of  the  circle  for  the  required  illumination  at  the  periphery  is 
r  =  ltan<L.  (4) 

Since  a  and  I  are  mutually  interdependent,  the  solutions  thus  ob- 
tained are  not  exact;  but  having  the  distribution  curve  of  the  lamp, 
a  slide  rule  and  a  table  of  natural  trigonometrical  functions,  one 
can  get  at  the  facts  in  the  ease  in  very  short  order.  As  an  example 
in  the  application  of  these  formulae  the  following  data  derived  from 
the  illumination  of  Copley  Square,  Boston,  which  is  lighted  by 
four  very  powerful  flaming  arcs,  may  be  instructive.  Here  I  equals 
16  meters  and  I  is  very  conservatively  taken  at  2000  for  angles 
in  the  vicinity  of  those  dealt  with.    Fig.  2  shows  the  curve  of  the 
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lamp  with  opal  globe.  Applying  equations  3  and  4  for  L„  equals 
1  lux  and  0.5  lux,  respectively;  r  equals  41.6  meters  for  1  lux  and 
6S,5  meters  for  0,5  lux,  approxiniately.  Fig,  3  shows  these  circles 
of  illumination  as  laid  down  on  a  map  of  the  Square.  It  will  be 
seen  that  the  1-lux  circles  overlap  liberally,  and  the  0.5-lui  circles 
almost  touch  the  adjacent  lamps.  It  waa  considered  desirable  here, 
especially  on  account  of  the  striking  adjacent  buildings  and  the 
large  traffic  through  the  streets,  to  carry  the  illumination  high,  and 
the  0.5-lux  circles  reach  well  out  into  the  adjacent  streets.     The 


Fio.  3. 

great  overlap  of  the  circles  of  illumination  renders  the  lighting 
extremely  uniform,  and  one  can  read  a  newspaper  anywhere  in 
the  Square  without  any  sensation  of  glaring  hrilliancy  being  per- 
ceptible, owing  to  the  great  height  of  the  lamps.  Ordinarily  the 
0,5-lux  circles  in  place  lighting  would  overlap  abont  as  much  as 
the  l-]ux  circles  do  in  this  instance.  Had  it  been  feasible  to  use 
poles  fully  30  meters  in  height  a  slightly  different  reflector  could 
have  been  advantageously  employed  on  the  lamps  with  the  probable 
result  of  increasing  the  efBeiency  of  the  lighting  very  materially. 
But  the  lamps  being  on  series  circuits,  on  which  the  use  of  iron 
poles  is  not  permitted  in  Massachusetts,  it  was  not  practicable  to 
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go  higher.  Applications  of  the  principle  of  design  here  suggested 
are  independent  of  the  power  or  character  of  the  radiant  and  will 
seT¥e  for  the  lighting  of  public  places  of  any  size  or  importance 
and  to  any  degree  of  brilliancy. 

Park  Lighting 

The  lighting  of  parks  differs  somewhat  radically  from  that  of 
other  public  places  for  the  simple  reason  that  most  parks  are  bo 
little  used  after  nightfall,  except  in  very  limited  portions,  that 
any  considerable'  degree  of  illumination  is  unnecessary.  Now  and 
then  one  finds  a  park  which  is  used  freely' in  the  evening  and  in 
such  case  lighting  on  a  more  liberal  scale  ought  to  be  supplied, 
rising,  rarely,  to  that  appropriate  for  other  public  places.  Gen- 
erally speaking,  however,  the  purpose  of  park  lighting  is  purely 
the  preservation  of  order  and  the  marking  of  what  are,  so  to  speak, 
thoroughfares  through  the  park. 

From  the  police  standpoint,  which  is  the  important  one  in  park 
lighting,  the  requirement  is  for  moderate  illumination  without 
dark  spots  in  which  the  disorderly  can  lurk.  Hence,  as  a  rule, 
powerful  radiants  which,  unless  brilliant  illuitiination  is  attempted, 
would  be  widely  spaced  and  would  tend  to  cause  somewhat  dense 
shadows  ought  always  to  be  avoided  in  park  lighting.  Their  only 
proper  application  in  such  work  is  where  the  illumination  should 
approximate  that  of  other  public  places  and  in  the  case  of  large  open 
spaces.  Parks  in  general,  therefore,  require  less  light  than  any  other 
class  of  public  spaces  which  require  illumination  at  all.  In  many  in- 
stances where  parks  are  large  and  wooded  there  can  be  no  attempt  at 
a  general  illumination  even  for  police  purposes,  except  in  certain 
spots  and  along  certain  routes  through  the  park.  Where  lighting 
is  attempted  at  all  its  intensity  along  the  ways  in  the  park  should 
.  be  the  same  as  in  a  very  moderately  lighted  street.  On  such  ways 
it  may  fall  still  lower  provided  it  is  reasonably  uniform,  as  low, 
indeed,  as  average  moonlight,  perhaps  0.2  lux  or  thereabouts.  The 
objects  to  be  seen  by  such  lighting  being  nothing  smaller  than 
persons,  the  demand  for  visual  acuity  is  small.  Practically  the 
problem  amounts  to  furnishing  enough  light  in  a  certain  area  to 
prevent  unwarranted  persons  from  lurking  in  the  park  after  night- 
fall. Any  light,  therefore,  by  which  the  wandering  policeman  can 
make  out  a  Hgure  serves  the  purpose. 

As  a  result  of  this  police  requirement  the  distribution  of  lights 
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in  a  park  has  sometimes  to  be  very  singular,  the  lights  being  placed 
utterly  irrespective  of  any  systematic  order,  but  where  they  will 
abolish  dark  Bpots  under  trees  and  behind  shrubbery.  For  this 
purpose  the  lights  are  preferably  of  only  moderate  power  and 
should  be  pieced  low  where  they  can  shine  below  the  branches  of 
trees.  It  ie  also  important  that  lights  so  placed  should  be  thor- 
oughly screened  so  ae  to  avoid  glare.  Under  the  conditions  re- 
quired the  guardians  of  the  peace  can  fulSl  their  functions  most 
successfully  when  their  eyes  are  adapted  to  a  dim  light,  and  dark 
adaptation  is  spoiled  by  a  very  brief  exposure  to  a  powerful  light 
or  one  of  high  intrinsic  brilliancy.  Even  incandescent  lamps, 
whether  gas  or  electric,  used  for  such  park  lighting  as  is  here  under 
consideration  should  be  put  in  ground  glass  or  opal  shades,  prefer- 
ably the  latter,  so  that  their  light-giving  power  may  be  utilized 
without  interfering  with  the  vision  of  those  looking  toward  them 
or  passing  near  them. 

The  best  results  I  have  ever  obtained  in  park  lighting  were  with 
lOQ-candle-power  tungsten  lamps  in  12-inch  diffusing  balls, 
mounted  about  10  feet  above  the  ground,  and  in  positions  desig- 
nated after  conference  with  the  police  authorities.  Larger  units 
than  these  can  rarely  be  utilized  to  advantage  on  account  of  their 
being  too  bright,  and  small  ones  similarly  installed  can  frequently 
be  made  to  serve  the  purpose.  If  the  similar  lights  are  installed 
along  the  ways  in  the  park  which  are  desired  to  be  lighted  they 
will  do  excellent  service  when  so  spaced  as  to  give  illumination 
similar  to  average  moonlight,  say  0.2  to  Q.S5  lux.  Where  people 
congregate  in  the  park  the  illumination  should  be  carried  higher, 
up  perhaps  to  0.5  lux.  In  open  spaces  arcs  can  here  be  made  to  do 
good  service,  the  illumination  being  planned  exactly  along  the  same 
lines  as  in  the  case  of  the  public  places  already  treated.  Small 
units  closely  placed  are  lees  effective  except  in  lighting  spaces 
like  open-air  restaurants,  in  which  the  lights  should  always  be 
shielded  by  diffusing  balls  or  shades.  The  minimum  intensity  of 
light  in  such  places  should  he  in  the  neighborhood  of  0.5  lux, 
enough  to  enable  one  to  read  a  menu  card  or  program.  Park 
lighting,  therefore,  would  seem  to  belong  in  a  special  class  as  re- 
gards intensity  and  distribution,  and  from  its  low  intensi^  re- 
quires that  particular  pains  should  be  taken  to  avoid  glare. 

The  next  lecture  will  take  up  street  lighting,  which  is  at  once 
the  most  important  and  dit!icult  branch  of  exterior  illumination. 
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Lbctorb  II 
street  Lighting 

Street  lighting  is  in  its  origin  and  development  essentially  a 
police  measure.  Its  history  goes  back  to  mediaeval  times,  in  which 
the  streets,  mostly  unpaved  and  wholly  nndrained,  were  bad  enough 
by  day  but  worse  by  night.  They  were  infested  by  thieves  and 
highwaymen,  cut-throats  and  drunken  roisterers  with  rapiers  ready 
for  a  quarrel.  Paris,  in  particular,  in  which  we  have  the  first 
records  of  street  lighting,  was  the  scene  of  constant  brigandage 
and  crime  from  almost  the  earliest  days  of  which  we  have  record. 
Early  in  the  fifteenth  century,  under  Louis  XI,  flambeaus  were 
ordered  at  the  street  corners,  and  lanterns  in  the  householders' 
windows  to  co-operate  with  the  night  watch  in  promoting  public 
safety.  Over  and  over  again  for  the  next  two  centuries  and  a 
half  such  ordinances  were  reiterated,  always  openly  on  the  score 
of  public  safety  from  crimes  of  violence.  In  1558  lanterns  were 
ordered,  at  the  corners  of  streets  and  at  other  suitable  places,  to 
be  kept  bnmiug  from  10  o'clock  in  the  evening  till  4  o'clock  in  the 
morning  throngh  the  winter  months.  By  these  dim  and  flickering 
lights  the  course  of  the  streets  was  at  least  marked,  but  they 
afforded  scanty  protection  against  marauders,  and  those  who  could 
afford  it  went  accompanied  by  a  retinue  of  torch  bearers  and  an 
armed  guard  when  traversing  the  streets  at  night.  It  was  not 
until  more  than  a  century  later  that  anything  approaching  public 
lighting  was  seriously  attempted.  In  1668  the  first  public  lighting 
concern  was  given  a  franchise  under  a  royal  edict  of  October  14. 
This  was  a  private  enterprise  of  the  Abb^  Laudati,  and  its  chief 
feature  was  the  constitution  of  a  coips  of  public  lantern  bearers 
carrying  lanterns  or  flambeaux  of  a  specified  size  ^nd  bearing  as 
insignia  the  arms  of  the  city.  These  were  stationed  at  fixed  posts 
along  the  streets  and  for  a  small  fee  would  escort  the  nocturnal 
wanderer  more  or  less  safely  on  his  way.  The  street  lighting  proper 
was  strengthened  at  about  this  period,  and  the  effect  on  public 
order  seems  to  have  been  immediate,  for  at  least  two  medals  were 
struck  within  the  decade,  celebrating  the  institution  of  public 
lighting. 

London  was  still  worse  off  and  save  for  the  transitory  effect  of 
ordinances  requiring  householders  to  hang  out  lanterns  the  streets 
were  unlighted  and  almost  as  fuU  of  danger  as  those  across  the 
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Glianiiel.  Pepya,  in  hia  immortal  Diary,  over  and  over  records  th* 
darkness  and  danger  of  the  streets,  the  highwaymen  prowling  upon 
their  evil  errands,  and  mentions  driving  fearfully  home  at  night 
with  a  drawn  sword  lying  across  his  knees  in  the  carriage.  It  is 
worth  noting  that  about  this  period  some  ignoble  soul,  whose  name 
has  very  properly  perished  in  oblivion,  devised  the  original  moon- 
light schedule  as  a  measure  of  poor  and  pitiful  economy.  It  was 
tried  first,  probably,  in  Paris,  where  it  was  railed  against  as  "  can- 
dle-end economy,"  London  copied  from  Paris,  and  had  made  little 
progress  before  the  end  of  the  seventeenth  century.  At  this  period, 
however,  the  chief  streets  of  Paris  were  systematically  lighted  by 
lanterns  swung  across  the  street,  still  the  most  efficient  position 
for  street  lights.  They  were  placed  at  about  20  paces  apart  and 
hung  some  30  feet  above  the  ground  or  pavement,  as  the  case  might 
be.  It  was  well  into  the  eighteenth  century  before  street  lighting 
at  public  expense  was  customary  even  in  the  capitals  of  Europe. 
The  subsequent  200  years  has  seen  an  immense  change  in  methods 
and  material,  but  the  purpose  of  street  lighting  has  remained  the 
same,  and  it  is  now,  as  it  was  4  centuries  since,  a  measure  of  public 
safety  and  an  adjunct  to  the  police  force. 

For  practical  purposes  the  street  lighting  of  the  seventeenth  and 
eighteenth  centuries  was  altogether  insufficient  and  ineffective,  but 
despite  this  it  was  found,  as  it  is  found  to-day,  a  great  preventive 
of  crime.  As  the  use  of  the  streets  by  night  has  increased  the  neces- 
sity for  lighting  has  grown  with  it.  Lighting  to-day  bears  a  closer 
relation  to  public  safety  than  it  did  when  the  only  occupants  of  the 
streets  after  nightfall  were  a  few  crawling  carriages  and  a  few 
belated  pedestrians.  It  is  necessary  not  only  to  light  the  streets 
well  enough  to  mark  their  ^urse  and  serve  for  the  assistance  of 
the  guardians  of  the  peace,  but  well  enough  to  distinguish  the  way 
clearly,  to  avoid  obstacles  even  when  going  at  fairly  high  speed, 
to  distinguish  and  recognize  persons  and  to  tell  where  they  are 
and  what  they  are  doing.  The  police  should  be  able  to  note  the 
actions  of  suspicious  characters  before  thc^  stumble  over  them,  or 
to  detect  the  number  of  a  law-breaking  automobile  before  it  has 
vanished  into  the  distance.  All  these  requirements  of  a  compli- 
cated civilization  demand  lighting  upon  a  vastly  more  liberal 
scale  than  sufficed  for  earlier  days,  or  than  is  found  in  many  lo- 
calities even  now.  It  is  pertinent  then  to  inquire  into  the  condi- 
tions of  visibility  that  are  present  with  artificial  light  in  the  streets. 
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and  to  find  their  bearing  upon  the  intenaitj'  of  light  required. 

Except  in  the  vision  of  details  at  comparatively  short  range  we 
see  thiu^  in  virtue  of  their  differences  of  color  and  of  luminosity. 
In  weak  light  color  as  such  is  inconspicuous,  bo  that  practical 
vision  depends  chiefly  upon  the  power  of  distinguishing  differ- 
ences of  luminosity.  So  far  as  the  problems  of  artificial  illumina- 
tion are  concerned  objects  do  not  range  over  a  wide  scale  of  lumi- 
nosity. Whatever  may  be  the  absolute  values  of  light  received  the 
relative  values  as  expressed  by  the  ooefBoient  of  reflection  range 
practically  from  about  0.8  to  0.04,  or  a  little  leaa.  In  other  words, 
the  blackest  object  returns  about  one-twentieth  the  light  returned 
by  the  brightest  object.  Ability  to  distinguish  between  stationary 
objects  by  their  difference  in  luminosity  depends  then  on  the  capa- 
city of  the  eye  as  regards  shade  perception.  The  fundamental  fact 
underlying  this  is  that  the  eye  can  perceive  within  a  wide  range 
of  absolute  intensity  a  fairly  constant  fractional  difference  in 
luminosity.  This  is  the  meaning  of  Fechner's  law,  and  the  frac- 
tional difference  is  that  known  to  physiologistB  as  Fechner's  frac- 
tion. In  bright  light  it  ranges,  say  from  2  to  0.5  per  cent,  with 
modest  variations  under  special  circumstances  both  ways  from  these 
values,  which  hold  measurably  well  for  values  of  the  illumiDation 
from  about  10  lux  up.  As  the  illumination  falls  below  this  point 
there  is  a  material  increase  in  Fechner's  fraction  under  ordinary 
circumstances,  and  we  see  less  well,  ao  that  by  the  time  the  illumi- 
nation is  down  to  1  lux  our  shade  perception  is  very  seriously  im- 
paired, as  is  also  our  ability  to  distinguish  details,  visual  acuity. 
It  should  be  mentioned  in  this  connection  that  the  loss  of  shade 
perception  at  low  illuminations  ie  very  powerfully  influenced  by 
the  state  of  adaptation  of  the  eye  with  respect  to  light"  or  darkness. 
With  the  eye  well  adapted  to  the  dark  fairly  good  shade  perception 
can  be  carried  to  illuminations  very  much  lower  than  ordinary. 
In  fact  at  1  lux  or  a  few  tenths  1\lx  the  value  of  Fechner's  fraction 
is  influenced  very  much  more  by  the  state  of  the  eye  as  regards 
dark  adaptation  than  by  anything  else,  so  that  when  one  is  seeing 
fairly  under  a  very  low  illumination,  anything  which  tends  to  spoil 
the  dark  adaption  produces  immediate  blinding  with  respect  to 
things  otherwise  easily  seen.  It  is  chiefly  this  fact  which,  from 
the  standpoint  of  street  illumination,  renders  glaring  lights  so 
troublesome. 

Referring  these  things  to  the  physiology  of  vision  the  situation 


.y  Google 


818  Illuminating  Enoineerino 

may  be  summarized  by  saying  that  below  an  illumination  of  1  lux 
normal  daylight  vision,  which  is  chiefly  associated  with  the  cones 
of  the  retina,  is  rapidly  failing  and  throwing  the  burden  of  vision 
upon  the  rods. 

Eight  here  a  word  regarding  this  "  duplicitats-theorie  "  of  which 
Dr.  Cobb  epoke,  which  is  the  root  of  most  modern  theories  of  Tision. 
Hinted  at  by  Abney,  Charpentier,  and  others,  it  was  first  clearly 
formulated  by  von  Kries  in  1894.  By  it  the  retina  furnishes  a 
groundwork  of  coloriess  light  perception  which  acts  at  all  intensities, 
as  in  peripheral  vision.  On  this  is  superimposed  color  vision,  the 
function  of  the  highly  variable  and  irregularly  disposed  cones,  which 
morphologically  are,  as  Cajal  has  shown,  modified  rods.  These 
cones,  like  color-sensitive  photographic  plates,  are  of  relatively 
low  sensitiveness,  failing  to  respond  well  to  stimuli  below  about 
1  lux,  and  ordinarily  responding  only  very  feebly  below  14  lox. 
The  rods  retain  their  sensitiveness  long  after  the  cones  have  ceased 
to  respond,  especially  when  in  comparative  darkness  the  regenera- 
tion and  migration  of  the  visual  pigment  is  going  on.  In  full  dark 
adaptation  the  sensitiveness  rises  more  than  a  thousandfold,  as  if 
the  fresh  pigmentation  acted  as  a  sensitizing  bath.  The  process 
takes  10  or  15  minutes,  although  less  than  half  this  time  will  com- 
pletely destroy  the  dark  adaptation  gained,  and  a  few  moments 
will  seriously  impair  it.  Adaptation  concerns  the  cones  very  little 
under  ordinary  conditions,  although  there  is  some  reason  to  believe 
that  in  extremely  protracted  dark  adaptation  the  pigment  migra- 
tion may  reach  and  sensitize  the  cones. 

Now  pure  rod  vision  is  poor  vision — bad  in  acuity,  bad  also  in 
shade  perception.  Moreover  what  of  acuity  and  shade  perception 
is  left  is  almost  wholly  a  function  of  the  dark  adaptation,  which 
is  promptly  ruined  by  exposure  to  bright  light,  and  regained  but 
slowly.  We  cannot  see  details  by  rod  vision  alone,  and  when  we 
want  to  see  details  we  must  push  the  illuniination  to  the  point  of 
active  cone-vision.  The  trouble  with  street  lighting,  in  general, 
is  that  it  has  dealt  chiefly  with  the  last  fading  traces  of  cone 
vision.  It  is  constantly  on  the  very  edge  of  that  twilight  vision 
which  is  scarcely  real  seeing  at  all  without  full  dark  adaptation. 
To  get  results  we  must  go  to  one  side  or  the  other  of  the  line — 
either  provide  enough  light  for  daylight  vision  or,  if  we  trust  to 
twilight  vision  at  all,  see  to  it  that  the  all-important  dark  adapta- 
tion is  preserved. 
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There  is,  then,  a  physiological  dividing  line  that  can  be  drawn 
between  illrunination  which  permits  fairly  good  seeing  and  illumi- 
nation which  leaves  only  the  residual  twilight  vision,  between  the 
illumination  which  enables  one  to  perceive  things  with  some  degree 
of  definiteness  and  that  with  which  one  perceives  chieSy  forms  and 
shadows.  The  exact  position  of  this  line  is  somewhat  difficult  to 
define  as  it  variea  more  or  less  in  different  eyes  and  under  different 
conditions.  At  0.5  luz  one  has  certainly  not  passed  fully  into  con- 
ditions of  twilight  vision.  Color  perception  though  much  im- 
paired has  not  disappeared,  and  acuity,  though  failing,  still  re- 
mains in  sufficient  d^ree  to  permit  casual  reading,  although 
with  some  little  difficulty.*  At  0.1  lux  a  condition  is  reached  where 
one  depends  almost  entirely  on  rod  vision.  Acuity  has  been  enor- 
mously reduced,  and  shade  perception  has  become  almost  wholly 
dependent  on  dark  adaptation.  The  point  at  which  cone  vision 
goes  rapidly  out  of  service,  and  rod  vision  as  rapidly  takes  its 
place  for  what  it  is  worth,  is  somewhere  about  0.3  or  0.25  lux,  and 
daylight  vision  is  not  very  dependable  below  0.5  lux.  We  have 
here  then  the  physiological  characters  of  the  eye  which  are  already 
well  determined  by  investigation  directed  particularly  upon  them, 
88  the  basis  of  a  physiological  criterion  of  illumination.  The 
nature  of  this  with  respect  to  ordinary  working  illumination  for 
various  purposes  I  set  forth  some  3  years  ago.  The  present  refer- 
ences simply  extend  the  same  theory  to  the  conditions  of  street 
illumination.  In  twilight  vision  one  sees  things  not  as  distinctly 
perceptible,  but  as  dim  forms  and  shades  of  uncertain  boundaries 
and  character.  Only  when  the  objects  subtend  a  fairly  large  visual 
angle  does  one  see  them  in  the  least  clearly.  This  is  the  familiar 
vision  of  a  bright  starlit  night  or  a  dimly  illuminated  street.  In 
its  beginnings  one  cannot  even  distinguish  large  stationary  objects 
from  their  background.  The  first  perception  is  that  of  objects  in 
motion,  which  seem  to  catch  the  eye  more  readily  than  when  they 
are  at  rest.  This  is  a  familiar  phenomenon  in  trying  to  pick  up 
objects  with  a  night  glass  at  sea.  They  can  be  caught  by  sweeping 
when  they  quite  escape  detection  on  apparently  slower  and  more 
careful  search.  This,  too,  is  probably  characteristic  of  the  vision 
of  nocturnal  animals. 

The  next  stage  of  vision  presents  objects  either  as  vaguely  sil- 
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houetted  against  a  lighter  background  or  as  faintly  lighted  against 
a  darker  background.  By  further  increase  of  lighting  Bome  details 
begin  to  be  perceptible,  and  when  the  illumination  has  passed  the 
critical  point  of  1  lux  or  a  little  more,  to  which  reference  has 
been  made,  further  details  spring  rapidly  into  view  and  objects 
take  on  a  more  natural  aspect.  The  interesting  theory  of  silhouet- 
ting as  a  feature  of  street  illumination,  which  has  been  recently 
advanced,  really  concerns  chiefly  twilight  vision  and  emphasizes 
the  desirability  under  this  condition  of  having  a  light  background, 
not  because  one  can  see  a  dark  patch  on  a  light  background  any 
better  than  a  light  patch  on  a  dark  background,  but  because  many 
things,  and  particularly  the  large  things,  which  alone  fall  within 
the  scope  of  twilight  vision,  are  themselves  commonly  rather  dark 
in  surface  and,  consequently,  are  not  easily  rendered  lighter  than 
the  background.  On  the  other  hand,  many  objects  are  of  surface 
lighter  than,  say,  an  asphalted  street,  and,  consequently,  are  seen 
as  light  objects,  while  commoner  than  either  condition  is  that  of 
seeing  an  object  in  twilight  vision  only  by  its  shadow,  as  one  sees 
a  distant  pebble  in  the  street  in  the  beam  of  an  automobile  search- 
light. 

No  illumination  which  depends  chiefly  on  twilight  vision  can 
be  seriously  considered  for  the  ordinary  purposes  o£  street  lighting. 
It  has  its  useful  place  in  merely  enabling  one  to  find  the  way.  To 
be  effective  for  the  purposes  of  ordinary  traffic,  or  as  an  adjunct 
to  proper  policing  of  a  city,  illumination  must  be  sufficient  to 
establish,  at  least  to  moderate  extent,  the  conditions  of  cone  vision. 
The  wayfarer  wants  to  distinguish  the  shadow  of  a  post  from  a 
hole  in  the  pavement  before  he  is  fairly  upon  it.  The  man  who 
is  driving  along  a  street  needs  to  see  his  way  clearly  vrithout  risk 
of  running  into  the  gutter,  and  the  policeman  should  be  able  to 
tell  a  belated  householder  from  a  burglar  using  his  jimmy  on  a 
front  door.  And,  finally,  in  many  places  it  is  highly  important  to 
have  enough  additional  light  to  distinguish  faces  readily,  to  see 
even  trivial  obstacles  easily  and  to  read  the  numbers  on  houses  or, 
if  need  be,  consult  an  address  book  or  a  time-table.  These  con- 
siderations lead  inevitably  to  the  conclusion  that  unless  one  is 
prepared  to  meet  tlie  most  exacting  conditions  of  street  illumina- 
tion throughout  the  city  he  must  be  willing  to  classify  the  lighting 
that  is  to  be  undertaken,  and  to  light  each  street  according  to  its 
needs,  bearing  in  mind  the  amount  and  kind  of  nocturnal  traffic. 
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and  particularly  the  requirements  of  public  order.  I  shall  here 
coneider  streets  as  divided  for  the  purpose  of  lighting  into  first, 
second  and  third  classes. 

By  firet-clasa  streets  I  mean  the  chief  streets  of  a  city  from  the 
standpoint  of  amount  of  nocturnal  traffic  and  the  requirements  of 
the  police.  A  chief  street  may  be  the  principal  business  street  of 
a  city,  that  is  humming  with  activity  after  nightfall.  It  may  be  a 
street  leading  to  a  crowded  railway  station  where  carriages  and 
foot  passengers  are  constantly  circulating  until  late  in  the  evening, 
or  it  may  be  a  comparatively  humble  business  street  in  a  portion 
of  the  city  where  the  police  have  found  from  experience  that  only 
constant  watchfulness  can  keep  down  crime.  The  streets  which 
require  first-class  illumination  are  by  no  means  only  the  streets 
of  stately  business  blocks  or  magnificent  reaidencea. 

The  ordinary  streets  of  a  city  or  town  fall  into  another  category. 
Traffic  after  nightfall  is  light  or  only  moderate.  The  streets  are 
reasonably  orderly  and  the  genera!  conditions  are  such  that  neither 
from  the  view-point  of  the  wayfarer  nor  from  that  of  the  police- 
man is  brilliant  illumination  necessary.  Such  streets  are  the  ordi- 
nary quiet  residence  streets  of  the  average  city  and  the  business 
streets  on  which  there  is  little  traffic  by  night.  These  streets 
uBBally  would  figure  up  to  two-thirds  or  three-fourths  of  the  total 
mileage  in  the  average  city.  These  may  be  regarded  as  second- 
class  streets  from  the  iliuminating  standpoint,  requiring  good 
lighting,  but  not  of  the  highest  pitch  of  brilliancy.  Finally,  there 
are  in  every  city  a  number  of  streets  which  require  practically  very 
little  illumination.  They  are  mostly  in  the  outlying  portions  of 
the  city,  sometimes  scantily  built  up,  and  sometimes  they  are  mere 
roads  leading  away  from  the  structural  part  of  the  city,  but  still 
within  its  jurisdiction.  For  such  streets  it  is  necessary  to  provide 
only  such  illumination  as  will  serve  to  mark  the  way  and  to  render 
progress  through  them  easy  considering  the  conditions  of  traffic. 
Occasional  outlying  streets,  not  at  all  important  as  residence  streets, 
are  still  considerable  traffic  carriers,  being  thro  ugh -roads  from  one 
part  of  the  city  to  another,  or  from  the  city  to  some  particular 
suburb  or  neighboring  town.  In  these  days  of  very  great  use  of 
motor  cars  almost  everyone  will  recognize  in  his  own  city  streets 
to  which  this  description  applies.  Such,  from  the  standpoint  of 
the  illuminating  engineer,  are  second-class  streets  rather  than 
third-class  streets.  .  They  demand  the  illumination  required  bj 
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considerable  traffic.  It  ie  difficult  to  lay  out  any  exact  criteria 
for  this  classification,  but  there  is  no  chief  of  police  who  could  not,, 
aftei  a  little  reflection,  make  it  with  practical  precision. 

As  to  the  intensity  of  lighting  required  for  streets  of  these  several 
clasaea  the  requirements  have  by  popular  consent  been  slowly  and 
steadily  rising.  On  the  physiological  basis  which  enables  one  at 
least  to  determine  what  lighting  is  necessary  for  reasonably  good 
vision  for  various  purposes,  one  can  form  a  fair  approximation  of 
conditions  to  be  met.  First-class  streets  in  constant  use  for  dense 
traffic  of  one  kind  or  another,  or  so  classified  from  the  police  stand- 
point, certainly  require  reading  illumination,  and  this  is  the  kind 
of  illumination  that  flrst-class  streets  get  in  most  European  and 
some  American  cities.  The  intensity  of  the  illumination  required 
is  practically  that  already  specified  for  public  places,  that  is,  an 
extreme  minimum  of  at  least  0.6  lux,  an  average  of  fully  double 
that  amount.  Theory  and  practice  concur  in  holding  that  a  street 
so  lighted  is  well  lighted.  The  same  question  arises  here  as  re- 
gards the  way  illumination  should  be  reckoned  that  was  answered 
concerning  the  lighting  of  public  places,  and  the  answer  is  much 
the  same  for  both  cases.  In  each  case  it  should  be  understood 
that  the  minimum  cannot  be  permitted  to  apply  to  any  material 
portion  of  the  street  area.  The  intensity  here  specified  mainly  on 
theoretical  grounds  is  substantially  that  deemed  advisable  by  several 
foreign  investigators  and  carried  into  practice  with  entirely  satis- 
factory results, 

As  regards  second-class  streets  the  requirements  are,  of  course, 
lees  severe.  There  should  be,  as  a  matter  of  convenience,  light 
enough  to  recognize  a  friend  without  stumbling  over  him,  to  read 
an  address,  or  see  the  number  of  a  house  comfortably.  The  average 
illumination  for  this  purpose  may  be  set  at  not  less  than  0.5  lux, 
and  the  minimum  should  be  high  enough  not  to  drive  one  into 
the  physiologically  undesirable  condition  of  relying  upon  rod 
vision  only.  This  would  imply  that  the  minimum  should  be  no- 
where less  than  about  0.25  lux.  Streets  so  lighted  will  be  com- 
fortably bright  near  the  lamps,  and  the  lighting  will  be  as  good  as 
moonlight  even  at  the  darkest  spot.  This  degree  of  illumination  is 
excellently  serviceable  for  the  majority  of  secood-elass  city  streets. 

Finally,  we  come  to  the  third-class  streets.  If  there  is  light 
enough  to  mark  well  the  way  and  see  persons  or  vehicles  in  ample 
time  to  avoid  them  it  ia  sufficient.    The  degree  of  illumination  re- 
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quired  need  not  be  greater  than  is  afforded  by  bright  moonlight, 
and  should  be  as  great  ss  one  finds  in  rather  dim  moonlight.  It  is 
illumination  similar  to  that  which  is  required  for  Bome  of  the 
park  lighting,  to  which  reference  has  been  made,  ranging,  say, 
from  0.30  down  to  0.1  lux,  or  thereabouts.  At  Buch  low  intensities 
it  would  be  better  to  cut  down  the  intrinsic  brilliancy  of  the  lights 
by  screening,  as  in  park  lighting,  so  as  not  to  spoil  the  dark  adapta- 
tion which  is  neceseary  for  utiHziDg  so  low  a  degree  of  light.  In 
streets  BO  dimly  lighted  the  silhouette  effect  is  rather  marked,  and 
it  is  not  desirable  to  forego  the  advantage  of  a  tolerably  light  sur- 
face on  the  street.  The  coefficient  of  reflection  of  roadways  varies 
greatly  according  to  their  surface  and  the  angle  of  incidence.  At 
iairly  large  angles  of  incidence  a  dirt  road  or  a  dusty  bit  of  ordi- 
nary macadam  may  give  coefficients  as  high  as  0.25  to  0.35 ;  under 
similar  conditions  a  dark  pavement  or  a  bit  of  oiled  macadam  may 
give  Doefficienta  from  half  of  these  figures  down  to  as  low  as  0,05, 
which  low  values  greatly  increase  the  difficulty  of  proper  il- 
lumination. 

Considerations  of  economy  in  street  lighting  enforce  such  classi- 
fication of  streets  as  here  described.  Few  cities  can  afEord  even  at 
the  present  scale  of  public  expenditure  to  light  brilliantly  any 
large  proportion  of  their  streets.  If  an  attempt  were  made  to 
light  all  the  streets  alike  there  would  be  no  first-class  lighting  at 
all.  In  small  cities  where  the  traffic  is  never  very  dense,  and  the 
use  of  the  streets  at  night  moderate,  very  little  first-class  lighting 
is  required,  and  the  amount  necessary  will  diminish  with  the 
traffic.  The  burden  of  lighting  perhaps  falls  more  heavily  on  small 
cities  than  on  large,  owing  to  the  large  amount  of  street  mileage 
compared  with  the  assessable  values.  Hence,  in  such  places,  there 
will  be,  and  properly  may  be  from  tlie  conditions,  a  relatively  con- 
.siderable  amount  of  third-class  lighting,  but  even  so  the  cost  of 
lighting  is  sometimes'  a  serious  matter.  To  keep  down  expense 
«nd  yet  to  adjust  the  lighting  conditions  as  well  as  may  be,  various 
-attempts  have  been  made  to  reduce  the  hours  of  lighting  per  year 
while  yet  meeting  fairly  the  practical  requirements.  The  earliest 
attempt  of  this  kind,  to  which  reference  has  already  been  made, 
was  based  on  cutting  out  all  the  lights  on  moonlight  nights.  This 
scheme  is  apparent  in  the  various  moonlight  schedules  which  have 
been  used.  Such  schedules  are  all  unsatisfactory  for  the  reason 
alleged  against  them  from  the  beginning  that  the  weather  is  no 
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reepecter  of  moonlight,  and  the  nights  near  full  moon  are,  in  point 
of  fact,  sometimes  as  dark  as  the  darkeBt.  The  only  suitable  lighting 
for  cities  of  any  importance  is  the  all  night  and  every  night 
sehedule.  This  is  commonly  based  on  starting  the  lamps  half  an 
hour  after  sunset  and  extinguishing  them  half  an  hour  before  sun- 
rise every  day  in  the  year.  This  amounts  to  a  total  of  nearly  4000 
hours  per  year.  For  any  given  locality  this  should  obviously  be 
based  on  local  time  and  not  on  standard  time.  The  intervals  be- 
tween sunset  and  lighting,  and  extinguishment  and  sunrise  are 
subject  to  some  modification  in  the  practice  of  various  cities,  vary- 
ing practically  with  the  season  of  the  year,  but  the  all-night  and 
everj'-night  schedule  will  be  found  to  run  between  3900  and  4000 
hours,  seldom  being  less  than  the  former  or  exceeding  the  latter. 
If  the  full  schedule  as  first  suggested  is  to  be  modified  at  all  it  is 
better  to  modify  it  in  the  morning  hours  than  in  the  hour  of  light- 
ing up  by  reason  of  the  greater  traffic  in  the  evening. 

The  so-called  moonlight  schedules  vary  considerably  according 
to  the  tacit  assumptions  made  regarding  the  effectiveness  of  moon- 
light, but  run  commonly  a  little  over  2000  hours  per  year.  A 
modified  moonlight  schedule,  as  used  in  a  number  of  cities,  starts 
with  lighting  from  dusk  to  midnight  every  night,  and  takes  on  the 
moonlight  schedule  by  extinguishment  approximately  an  hour  after 
moonrise  after  midnight.  Such  schedules  run  to  about  3000  hours 
per  year.  The  reduction  in  cost  is  not,  of  course,  proportionate 
to  the  reduction  in  hours,  so  that  the  economy  is  to  a  certain  ex- 
tent rather  apparent  than  real.  A  better  plan  is  followed  in  some 
European  cities  of  lighting  all  the  lights  every  night  from  dusk 
to  midnight  or  1  o'clock,  and  then  extinguishing  part  of  them, 
sometimes  every  other  light.  Now  and  then  this  scheme  is  varied 
by  having  supplementary  incandescent  lamps  attached  to  each 
arc  pole  and  throwing  these  on  during  the  morning  hours.  On  the 
whole,  this  plan  is  likely  to  give  better  illumination  than  any  form 
of  moonlight  schedule,  but  is  less  easier  applicable  here  than  abroad, 
since  here  most  Hghts  are  on  series  circuits  while  there  the  use 
of  multiple  connection  is  almost  universal.  No  really  effective 
scheme  for  cutting  down  the  hours  of  lighting  while  yet  adequately 
lighting  the  streets  through  the  hours  of  darkness  is  reasonably 
to  be  expected.  The  only  question  that  may  properly  be  raised 
is  whether  it  may  not  be  feasible,  say  after  midnight,  on  account 
of  the  changed  conditions  in  the  streets,  to  regard  certain  first- 
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claes  streets  as  second-class  streets,  and  hence  to  reduce  the  il- 
lumination in  them  by  cutting  out  say  every  other  light,  which, 
in  a  liberally  lighted  street,  if  planned  for  in  advance,  is  not  im- 
practicable. The  same  reasoning  might  apply  to  a  few  second- 
class  streets,  A  consistent  application  of  this  principle  might 
reduce  the  average  hours  of  lighting  per  year  from  the  4000  of 
the  all-night  schedule  to  some  point  between  3000  and  3500  hours, 
depending  on  the  number  of  lights  affected.  If  rigorous  economy 
in  street  lighting  is  absolutely  necessary  the  line  suggested  is  the 
logical  one  to  follow. 

Before  passing  to  the  practical  design  of  street  lighting  it  is 
worth  noting  that  while  I  have  here  reckoned  the  illumination  as 
for  normal  incidence  it  is  the  usual  practice  abroad  to  reckon 
the  horizontal  component.  This,  as  has  already  been  Seen,  makes 
a  very  great  difference  in  reckoning  back  from  the  required  mini- 
mum illumination  to  the  necessary  power  of  the  radiant.  On 
the  other  hand,  when  reckoning  the  horizontal  component  one  is 
at  liberty  to  sum  up  the  light  received  from  both  directions  on  a 
street  or  from  all  directions  in  an  open  space.  I  prefer,  myself, 
to  consider  only  normal  incidence  and  lights  from  one  direction 
only,  since  it  is  this  condition  which  must  be  considered  in  those 
uses  of  street  lights  which  require  the  strongest  illumination.  If 
the  lighting  meets  the  severest  requirement  it  will  also  meet  all 
the  others.  Objects  of  which  the  details  are  to  be  made  out  are 
generally  held  so  as  to  be  lighted  from  only  one  direction,  and 
hence  it  is  this  which  must  be  considered.  In  point  of  fact  the 
European  practice  is  perfectly  sound  as  regards  the  results,  because 
with  a  minimum  requirement  set  quite  as  high  as  I  have  indicated 
there  is  no  doubt  about  getting  sufficient  normal  illumination  when 
the  horizontal  requirements  are  fulfilled.  Furthermore,  with  the 
radiants  commonly  employed  for  street  lighting  and  spaced  so  as 
to  get  the  required  horizontal  component,  the  height  of  the  radiants 
above  the  street  is  such  as  to  approximately  fulfill  also  the  require- 
ment for  normal  illumination.  For  instance,  the  common  spacing 
for  arc  lights  in  Continental  cities  is  for  chief  streets  about  30 
to  40  meters,  and  the  lamps  themselves  being  commonly  hung 
8  or  10  meters  high,  the  angle  of  incidence  rises  to  the  vicinity  of 
30°,  and  hence  it  is  numerically  a  matter  of  indifference  whether 
one  reckons  the  light  received  at  this  incidence  normally  from  a 
single  lamp  or  the  horizontal  component  from  a  lamp  on  each 
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^ide.  Thus,  in  efFect,  the  two  methods  of  measurements  lead  to 
practically  the  same  result  when  the  lighting  fulfills  the  necessary 
requirement  for  intensity  on  either  theory  of  procedure.  The 
plane  of  illumination,  that  at  which  the  required  intensity  should 
be  found,  is  commonly  taken  at  1  to  1.5  meters  above  the  pavement 
merely  as  a  matter  of  convenience,  it  being  very  difficult  to  use  a 
photometer  near  the  pavement  in  the  street  on  account  of  traffic. 
The  vertical  component  of  illumination  has  practically  seldom  to 
be  considered  in  street  lighting,  save  in  its  effect  on  nearby  buildings, 
a  matter  which  will  be  considered  presently. 

Considering  the  nature  of  the  problem  of  street  lighting,  that  is, 
the  illumination  of  a  narrow  surface  extending  in  hoth  directions 
from  the  source  of  light,  it  is  obvious  that  the  vertical  distribu- 
tion of  light  around  the  radius  is  a  matter  of  great  importance. 
A  uniform  spherical  distribution  is  bad  for  the  purpose,  and  the 
practical  question  regarding  an  iliuminant  for  such  use  is  how 
much  of  its  effective  flux  of  light  can  be  conveniently  turned  down- 
ward upon  the  street.  Light  above  the  horizontal  is  not  absolutely 
wasted,  for  it  does  some  service  by  illuminating  buildings.  A 
radiant  for  street  lighting  should,  however,  be  judged  substantially 
by  the  lower  hemispherical  intensity,  taking  the  lamp  and  its  re- 
flecting system  together.  Reflectors  are  useful  with  all  varieties  of 
street  lamps  merely  for  the  purpose  of  deflecting  downward  light 
which  would  be  otherwise  lost  toward  the  sky,  and  within  limits 
the  natural  distribution  from  the  source,  that  is,  the  distribution 
without  any  reflector,  is  a  matter  of  no  great  importance,  save 
as  it  may  influence  the  convenient  design  of  the  reflecting  system, 
A  radiant  which  naturally  and  without  a  reflector  casts  a  large 
proportion  of  its  light  into  the  downward  hemisphere  does  not  gain 
anything  by  that  peculiarity  unless  it  can  show  greater  efficiency 
in  lumens  per  watt  than  some  other  lamp  with  its  reflector,  or  pos- 
sesses important  practical  qualifications  in  its  favor  quite  outside 
the  matter  of  distribution.  The  modified  distributions  secured  by 
the  aid  of  reflectors  are,  however,  like  the  distributions  from  the 
radiants  themselves,  generally  symmetrical  around  a  vertical  axis. 
Only  two  of  the  iiluminants  used  for  exterior  work  have  the  valu- 
able property  of  distribution  uusymmetrical  around  the  vertical, 
and  hence  are  capable  of  being  so  oriented  as  to  throw  a  relatively 
large  percentage  of  light  up  and  down  the  streets.  These  are  the 
Nernst  lamp  and  the  mercury  tube,  neither  of  them  extensively 
used  for  street  lighting. 
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Praiseworthy  efforts  have  been  mode  toward  secaring  by  re- 
flectors a  distribution  stretching  up  and  down  the  street  rather 
than  radially  in  all  directions.  They  have,  I  am  sorry  to  say,  made 
little  headway  as  yet  for  reasons  psychological  rather  than  physical. 
They  are  apt  to  be  somewhat  awkward,  which  is  a  great  disadvan- 
tage by  day,  and  require  the  maintenance  of  rather  exact  adjust- 
ment in  order  to  do  the  most  efficient  work  by  night.  Obviously, 
one  could  not  push  this  sort  of  redistribution  too  far  lest  he  should 
get  sn  illumination  approximating  that  which  might  have  been 
obtained  by  a  pair  of  automobile  headlights  facing  up  and  down 
the  street  from  a  pole  top  and  giving  a  capital  light  at  a  distance, 
but  little  nearby.  If,  however,  one  could  obtain  a  distribution 
which,  instead  of  being  circular,  was  an  ellipse  or  similar  figure 
having  a  major  axis  two  or  three  times  the  minor,  it  would  prove 
of  great  practical  service  in  street  lighting,  but  the  improvement 
must  not  be  at  the  expense  of  awkward  appearance  or  require  con- 
.  stant  care  in  cleaning  to  keep  up  its  efficiency.  The  modification 
of  distribution  is  important  from  the  standpoint  of  securing  the 
proper  spacing  and  height  of  lights,  A  distribution  curve  with 
its  maximum  50°  or  60°  below  the  horizontal  is  disadvantageous 
in  that  it  compels  a  lamp  to  be  placed  high  in  order  to  bring  its 
zone  of  maximum  flux  of  light  out  toward  the  radius  of  minimum 
illumination  indicated  by  the  power  of  the  radiant.  On  the  other 
hand,  a  maximum  within  15°  of  the  horizontal  is  almost  equally 
bad,  since  then  the  most  effective  rays  can  generally  be  made  to 
give  the  required  minimum  only  from  a  lamp  placed  so  low  that 
considerations  of  avoiding  glare  make  it  undesirable.  From  a 
practical  standpoint  a  maximum  somewhere  between  15°  and  30° 
below  the  horizontal  is  most  desirable,  considering  the  available 
power  and  the  permissible  height  of  most  commercial  radiants. 

These  considerations  bring  one  at  once  to  the  question  of  the 
spacing  and  height  of  lights  for  street  lighting,  and  with  this  is 
inextricably  bound  up  the  troublesome  question  of  large  versus 
small  units.  Considering  the  usual  circular  distributions  it  is 
readily  seen  that,  basing  judgment  upon  the  required  minimum  and 
average  values  along  the  street,  small  units  have  the  advantage  in 
the  total  intensity  required  to  meet  given  conditions.  This  total  in- 
tensity, assuming  radiants  of  the  same  distribution  curve  and  placed 
at  the  most  suitable  height,  as  indicated  by  equation  Z  of  the 
last  lectur*,  varies  apparently  inversely  with  the  square  of  the 
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number  of  units  aBsigned  to  cover  a  given  length  of  street.  In 
other  words,  to  double  the  effective  radius  of  action  of  a  light, 
preserving  these  conditions  of  symmetry,  requires  four  times  the 
intensity,  and  so  on.  A  glance  at  Fig.  4  shows  the  condition  of 
things:  a  is  the  radius  of  action  for  a  given  minimum  for  the 
source  A,  and  b  of  similar  radius  for  the  symmetrically  positioned 
radiant  B, ;  clearly,  if  a  second  small  radiant  B,  be  placed  so  that 
its  radius  of  action  touches  that  of  its  mate,  one  obtains  from 
either  disposition  the  same  minimum  illumination  along  the  center 
line  of  the  street,  but  the  two  radiants  B,  and  B,  need  each 
give  only  one-fourth  the  light  given  by  A.     Moreover,  since  the 


eirele  of  radius  A  has  four  times  the  area  of  one  of  the  circles 
of  radius  B  the  total  flux  per  square  meter  is  the  same  in  either 
case  if  symmetry  is  preserved,  and  the  average  flux  through  the 
respective  cones  of  distribution  would  be  equal.  If  this  rudi- 
mentary computation  were  all  there  were  to  the  matter  the  case 
would  be  definitely  settled  in  favor  of  small  lights,  but  it  is  easy 
to  see  that  this  would  lead  to  a  Tr.ductio  ad  dbsurdum.  For  & 
single  candle  will  give  0.6  lux  at  a  distance  of  nearly  two  and 
a  quarter  meters,  and  one  may  easily  imagine  the  general  darkness 
of  ft  sidewalk,  for  instance,  illuminated  by  candles  nearly  V/a 
meters  apart.  The  secret  of  the  matter  is,  of  course,  the  great 
and  useful  flux  of  light  required  to  give  the  fixed  minimum  inten- 
sity when  using  powerful  illuminants. 
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In  Pig,  4,  if  the  light  A,  with  its  effective  radius  a,  illuminates 
the  circle  of  which  it  is  the  center,  then  the  lights  B,  and  B, 
equally  illuminate  their  respective  circles,  but  there  is  an  equal 
shaded  area  C  shown  outside  them  which  they  do  not  light,  and 
which  is  effectively  lighted  by  the  radiant  A.  Now,  this  large 
area  is,  from  the  standpoint  of  street  lighting,  not  useless.  If  the 
houses  stand  well  back  from  the  street,  it  effectively  affords  them 
police  protection,  if  they  face  close  upon  the  street  some  of  the 
extra  light  is  reflected  from  their  surfaces  and  again  becomes  useful 
either  as  lighting  directly  the  street  or  as  furnishing  a  bright  back- 
ground against  which  dark  objects  may  readily  be  seen.  In  other 
words,  while  the  minimum  requirement,  and  even  the  average  re- 
4]uirement,  can  be  met  by  a  much  smaller  total  ffux  with  small 
units  than  with  large  ones,  the  latter  do  in  fact  add  greatly  to  the 
effectiveness  of  lighting  for  the  purposes  of  its  use.  A  light  giving 
a  total  of  10,000  lumens  and  placed  8  or  10  meters  high  in  a  well- 
built  street  is  likely  to  throw  2000  or  3000  lumens  on  the  surface 
of  the  buildings  from  which  15  to  85  per  cent  will  ordinarily  be 
reflected,  adding,  therefore,  very  materially  to  the  total  illumina- 
tion and  affording  a  most  escellent  background  for  vision. 

Still  further,  if  we  replace  one  large  light  by  n  small  lights 
under  the  assumed  conditions,  we  not  only  get  but  one  n,  the  total 
flux  for  the  same  minimum,  but  we  have  to  install  and  maintain 
«  lights  instead  of  one,  and  since  the  investment  and  maintenance 
charges  make  up  a  large  proportion  of  the  total  cost  of  any 'street 
illuminant  it  often  turns  out  that  in  an  attempt  to  gain  illumi- 
nating efficiency  by  decreasing  the  spacing  and  using  small  lamps 
there  is  no  reduction  in  total  cost  commensurate  with  the  loss  of 
light  flux.  It  is  on  this  practical  condition  that  the  choice  between 
large  and  smalt  units  usually  depends.  Also,  if  a  certain  minimum 
illumination  be  set,  and  a  source  of  large  power  be  replaced  by 
smaller  sources,  these  cannot  be  placed  as  Bj,  Bj,  B„  B„  Fig.  5,  with 
their  circles  of  limit  illumination  merely  tangent,  for  that  leaves 
much  of  the  street  below  the  allowed  minimum.  They  would  have 
to  be  placed  over-lapping,  like  Bj,  B„  B^,  Bg,  or  else  the  effective 
radius  of  each  lamp  must  be  multiplied  by  V3,  i.  e.,  the  power 
of  each  smaller  radiant  must  be  practically  doubled,  so  that  in  the 
long  run  the  small  radiants  again  gain  little  in  the  practical 
flux  required.     Without  going  into  the  analysis  of  the  require- 
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ment  of  over-lapping  enough  to  cover  the  street  at  the  required 
minimum,  it  is  apparent  that  the  economy  in  flux  Bccured  by 
using  small  sources  is  much  smaller  than  at  first  seems  plausible, 
and  the  gain  in  cost  smaller  stUl.  Id  point  of  fact,  small  sources 
are  advantageous  chiefly  in  second-class  and  third-class  lighting. 
For  first-elase  lighting  they  will  rarely  be  found  at  all  economical. 
In  thickly  builtrup  and  important  streets  the  enormous  light  flax 
from  powerful  light  sources  is  so  useful  for  the  general  purposes 
of  illumination  that  it  pays  to  employ  them.  Particularly  is  this 
the  case  since  it  is  true  both  in  gas  and  electric  lighting  that  the 
very  large  units  are  of  very  much  higher  efticiency  than  the  small 


ones.  On  the  other  hand,  in  streets  requiring  only  moderate  il- 
lumination, and  particularly  in  streets  low  hung  with  shadowing 
trees,  the  small  light,  which  for  ^cient  use  must  he  hung  rather 
low,  as  we  have  seen,  is  greatly  to  be  preferred.  In  streets  of  the 
third-class,  whore  every  effort  is  being  made  to  make  a  little  illumi- 
nation go  a  long  way  in  point  of  usefulness,  and  where  the  condi- 
tions are  such  that  there  are  no  lateral  reflecting  surfaces  to  be 
utilized,  the  small  unit  ia  imperative.  In  every-day  practice,  espe- 
cially with  electric  illuminantg,  the  distribution  curves  of  the  small 
incandescent  units  and  the  much  larger  arc  units,  even  when 
both  are  modified  with  the  best  available  reflectors,  vary  very  ma- 
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terially,  so  tbat  in  practice  it  is  desirable  to  draw  curves  like  !>« 
(Fig,  1),  giving  illumination  as  a  function  of  distance  according 
to  the  lamp,  and  thus  make  graphic  comparison  of  the  relative  re- 
sults to  be  obtained  from  tbe  two  classes  of  illurainants  in  service. 
When  installed  in  diffusing  globes  both  arc  and  incandescent  lamps, 
and  gas  lamps  as  well,  tend  to  a  rounded  type  of  distribution,  which 
makes  reBectors  necessary  to  secure  maximum  efficiency.  As  a 
rule,  all  illuminants  in  American  practice  are  mounted  lower  than 
they  ought  to  be  for  efficiency,  that  is,  lower  than  the  point  at 
which  the  form  of  distribution  curve  is  utilized  to  the  best  ad- 
vantage. Powerful  arcs  or  equivalent  gas  lamps  should  be  mounted 
at  least  8  or  10  meters  above  the  pavement,  and  with  thtf  very 
large  units  even  considerably  more,  up  to  15  or  SO  meters.  Lamp? 
of  the  type  of  the  larger  incandescent  electric  units  and  the  cor- 
responding gas  lights  need  to  be  carried  to  the  vicinity  of  5  meters 
high  for  economical  results,  varying  somewhat  with  the  type  of 
reflectors  employed.  Practically  at  the  present  time  one  has  to 
choose  between  radiants  giving,  say,  50  to  100  candle-power,  on 
one  hand,  or  between  500  and  1000  on  the  other,  only  a  few  com- 
mercial sources  running  to  still  larger  powers.  In  designing  street 
illumination  one  virtually  has  to  elect  between  using  sources  of 
the  one  or  the  other  of  these  types.  This  choice  once  made,  the 
considerations  already  given  show  the  spacing  which  must  be  main- 
tained in  order  to  give  the  minimum  illumination  and  the  average 
illumination,  respectively,  suitable  for  the  various  classes  of  work, 
and  the  characteristics  of  the  lamps  used  hold  this  spacing  within 
narrower  limits  than  seems  at  first  sight  probable. 

In  much  first-class  lighting  extra  light  received  from  shop  win- 
dows and  signs  affords  valuable  reinforcement  during  the  hours 
when  most  light  is  needed.  This  illumination  is  very  commonly 
as  great  as  that  from  the  street  lamps,  and  sometimes  several  times 
greater.  It  is  useful,  but  one  cannot  safely  count  much  upon  it, 
since  it  is  lai^ly  influenced  by  habit. 

In  placing  lamps,  large  or  small,  it  is  imperative  that  they  should 
be  so  located  that  their  useful  light  flux  can  be  utilized.  This  condi- 
tion is  often  violated  by  placing  lamps  where  their  light  is  very 
largely  cut  off  by  trees.  By  far  the  best  method  of  placing  street 
lamps  from  the  standpoint  of  illumination  is  the  cross-suspension. 
A  street  adequately  lighted  by  lamps  upon  cross-suspensions  may 
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often  fail  of  it  when  side  posts  are  used.  Kevertheless,  owing  to 
local  conditions  and  a  certain  dislike  for  cross-suspensions,  notice' 
able  in  American  practice,  it  is  more  general  to  use  side  poles.  If 
powerful  lights  are  used  in  streets  which  must  be  equipped  with 
side  poles,  long  mast  arms,  ugly  as  they  are,  are  practically  ex- 
tremely useful.  In  fairly  open  streets  lamps  bracketed  out  from 
8  to  G  or  8  feet  from  the  curb  give  satisfactory  results,  and  these 
methods  of  suspension  are  available  for  all  illuminants,  electric  or 
other.  Where  there  are  many  trees  small  units  bracketed  fairly 
well  out  from  the  curb  are  by  far  the  most  successful  illuminants, 
although  there  may  be  local  reasons  for  preferring  larger  ones  in 
cases  ^where  rather  brilliant  lighting  is  necessary,  and  there  is  prac- 
tical or  aesthetic  objection  to  increase  in  the  number  of  posts.  In 
final  warning  in  the  matter  of  spacing  and  height,  it  must  be  said 
that  only  a  few  of  the  most  powerful  sources,  as  yet  very  little 
used  in  this  country,  are  capable  of  giving  the  illumination  re- 
quired for  first-class  streets  over  a  radius  of  as  much  as  150  feet. 
Ordinary  arcs  spaced  at  400  or  500  feet,  as  is  too  often  the  case, 
are  rarely  adequate,  even  for  second-class  lighting,  on  account  of 
the  long  and  very  faintly  lighted  spaces  which  must  exist.  Only 
the  most  powerful  radiants  should  be  thus  spaced. 

The  proper  placing  and  screening  of  lights  to  avoid  glare  is 
another  important  matter.  Glare  is  due  to  a  number  of  causes, 
but  practically  it  is  chargeable  to  use  of  sources  of  too  great  in- 
trinsic brilliancy,  or  too  great  absolute  intensity  at  short  distances. 
A.  powerful  light,  even  at  moderate  intrinsic  brilliancy,  when  viewed 
nf  short  range  floods  the  eye  with  light  to  an  extent  that  interferes 
seriously  with  vision.  It  also  cuts  down  the  pupillary  aperture  to 
half  or  one-third  of  its  normal  value,  which  greatly  diminishes 
the  visibility  of  the  less  brilliantly  illuminated  part  of  the  field, 
and  more  than  anything  else  it  spoils  the  dark  adaptation  which 
makes  enormously  greater  difference  than  anj-thing  due  to  pupillary 
reaction.  At  considerable  distances  there  is  very  little  trouble  due 
to  intrinsic  brilliancy,  for  when  the  retinal  image  falls  to  the 
dimensions  of  one  or  a  few  cones  the  pupillary  and  other  reactions 
are  slight  and  it  matters  little  whether  the  light  is  in  a  clear  globe 
or  screened  by  a  diffusing  one.  As,  however,  one  is  constantly 
coming  into  close  range  with  street  lights,  protection  against  too 
high  brilliancy  is  imperative  in  case  of  powerful  radiants,  either 
gas  or  electric.     The  smaller  lights  sending  much  less  luminous 
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energy  to  the  eye  produce  less  disturbance  by  their  glare,  and  dif- 
fusion, while  desirable,  is  less  necessary,  save  when  one  falls  to 
third-class  lighting,  in  which  dark  adaptation  is  all  important. 
No  trouble  would  be  experienced  with  any  ordinary  illuniinants  if 
screened  behind  mildly  difFnsing  globes.  Unless  lights  are  so 
screened  the  minimum  illumination  must  be  raised  very  materially 
for  the  same  ease  of  seeing. 

Owing  to  the  comparatively  weak  illumination  in  most  street 
lighting,  methods  of  measuring  it  are  somewhat  troublesome.  There 
is  always  difficulty  in  photometry  with  very  weak  light  on  the  pho- 
tometer screen,  and  this  is  aggravated  in  street  work  by  frequent  un- 
steadiness of  the  lights,  and  in  some  cases  by  their  great  difference 
in  color  from  the  lights  used  as  comparison  standards  in  field  work. 
Comparisons  of  illumination  near  and  below  the  minimum  specified 
for  secOnd-class  lighting  are  peculiarly  fallacious,  owing  to  the  dis- 
turbing effect  of  varying  adaptation.  Indeed,  it  is  not  putting  it 
too  strongly  to  say  that  comparisons  of  such  kind,  say  at  0.3  or 
0.3  lux  and  below,  are  unreliable,  even  when  made  with  the  best 
available  field  photometers.  Consistent  results  may  sometimes  be 
obtained  by  a  single  observer,  or  by  two  observers  so  used  to  work- 
ing together  that  their  results  are  in  no  wise  independent,  but  con- 
sistency is  no  proof  of  reliability. 

Acuity  photometers  sometimes  used  for  such  cases  are  even 
worse,  and  their  results  are  not  worthy  of  serious  consideration  as 
expressions  of  anything  more  than  individual  opinion.  These  in- 
struments violate  the  fundamental  rule  of  physical  measurements, 


acuity  varies  from  about  3  to  1  while  illumination  is  passing 
from  about  300  to  1.  By  all  means  the  most  reliable  method  of 
determining  illumination  is,  in  my  judgment,  computing  it  from 
the  known  distribution  curves  of  the  radiants,  taken  not  with  care- 
fully cleaned  and  adjusted  lamps  under  laboratory  conditions,  but 
with  lamps  in  their  ordinary  service  condition  run  from  the  com- 
mercial wires  or  gas  mains,  even  though  tested  in  the  laboratory. 
The  effect  of  dirt  on  the  enclosing  globes  is  so  serious  that  it  must 
be  taken  into  account  in  this  way. 

For  similar  reasons  the  intercoraparison  in  the  lield  of  different 
street  illmninaDts  is  very  unsatisfactory.  One  can  tell  photomet- 
rically pretty  nearly  what  a  light  is  doing,  and  can  judge  in  a  geu- 
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cral  way  of  the  effectiveness  of  that  particular  lamp.  He  caimot 
form,  bowever,  a  correct  judgmeot  of  the  relative  perfonnance  of 
two  lamps  of  different  kinds  unless  they  are  couBpicnousiy  different 
from  each  other,  since  be  does  not  know  ordinarily  whether  each 
of  the  lights  is  burning  under  its  normal  conditions,  whether  one 
of  them  is  ill  adjusted,  and  with  a  globe  considerably  dirtier  than 
the  average,  or  whether  the  other  has  been  carefully  adjusted  to 
frive  more  than  its  normal  duty,  and  is  as  clean  as  care  can  make  it. 
Of  course,  anyone  can  tell  a  clean  globe  from  a  dirty  globe,  but  he 
can  do  nothing  more  than  guess  how  much  difference  to  ascribe  to 
this  cause.  I  have  personally  seen  in  my  capacity  as  consulting 
engineer  a  good  many  cases  of  skilful  and  unscrupulous  jockeying 
with  lamps,  and  even  with  the  photometry  of  lamps,  and  I  am  un- 
hesitating in  the  opinion  that  while  field  comparisons  may  be  inter- 
esting as  experiments  they  do  not  form  a  suitable  basis  on  which 
to  found  lighting  contracts  which  may  involve  hundreds  of  thou- 
sands of  dollars  during  their  terms.  And  particularly  is  this  stric- 
ture directed  at  reading  tests  so  called,  at  low  intensity,  which  are 
largely  matters  of  adaptation  and  adroit  manipulation  of  the  con- 
ditions. It  would  be  too  severe  to  say  that  they  are  commonly 
applied  with  intent  to  deceive,  but  it  is  well  within  bounds  to  say 
that  they  are  generally  open  to  suspicion,  whether  directed  by  the 
contractor  for  illumination  or  by  critics  inclined  to  be  captious. 
They  are  sometimes  called  "  practical,"  but  experience  has  taught 
me  to  define  a  "  practical  "  test  as  a  test  cunningly  devised  to  divert 
attention  from  the  objectionable  points  of- the  thing  tested.  Their 
[iroper  sphere  is  merely  to  furnish  one  item  of  information,  and  not 
a  very  important  one,  about  what  the  lights  are  doing,  Two  lights, 
both  in  good  condition  and  adjusted  and  operated  by  impartial 
observers,  can  be  compared  in  the  field  with  a  reasonable  degree  of 
precision,  but  never  any  more  satisfactorily  than  they  can  be  com- 
pared under  properly  arranged  laboratory  conditions. 

To  summarize  briefly  the  characteristics  of  modern  illuminants 
for  street  service  one  may  divide  them  into  five  generally  familiar 
types:  1,  flame  or  luminous  ares;  3,  carbon  arcs;  3,  tungsten  in- 
candescent lamps;  4,  high-pressure  mantle  gas  lamps;  5,  low-pres- 
sure mantle  gas  lamps.  Inasmuch  as  the  two  latter  classes  will  be 
described  at  some  length  by  one  of  my  colleagues,  I  need  say  no 
more  here  than  that  the  high-pressure  gae  lamps  are  powerful  il- 
luminants comparable  in  intensity  to  the  flame  arcs,  that  is,  run- 
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ning  from,  say,  1000  to  3000  candle-power,  and  of  sufficiently  good 
color  and  steadinese  to  meet  all  street  requirementB.  The  low- 
pressnre  mantle  gas  lamps  are  usnally  of  100  candle-power  or  lesB, 
like  tungsten  incandescent  lamps,  and  when  properly  maintained 
bear  the  same  relation  to  the  high-pressure  lamps  that  the  incan- 
descent lamps  do  to  the  area.  Considered  merely  as  radiants  for  the 
street,  they  have  ,no  peculiarities  of  color  or  distribution  which 
separate  them  from  other  radiants. 

The  flaming  or  luminous  arcs  are  of  three  general  classes :  Ist. 
Arcs  burning  carbons  of  which  one  or  both  are  mineralized,  com- 
monly with  calcium  fluoride  for  yellow  light  or  with  other  sub- 
stances for  a  whiter  light,  with  converging  carbons  pointed  in  an 
acute  angle  downward.  2d.  Vertical  carbon  flame  arcs,  commonly 
known  as  the  system  Blondel  lamps,  burning  similar  carbons  heavily 
mineralized  and  in  vertical  position.  3d.  Lamps  burning  electrodes, 
at  least  one  of  which  is  charged  with  metallic  oxides,  most  com- 
monly oxides  of  iron  and  titanium  in  various  proportions.  Such 
are  the  magnetite  arcs  in  common  use.  In  this  case  the  positive 
electrode  is  of  copper  and  the  active  mineralized  one  is  an  iron 
tube  packed  with  the  oxides.  All  these  lamps  may  run  to  high 
powers,  from  1000  to  3000  or  3000  candle-power,  in  the  effective 
zones  of  the  lower  hemisphere,  and  with  mean  lower  hemispherical 
candle-power  ranging  up  to  2000  or  more.  The  converging  car- 
bon lamps  from  the  position  of  the  electrodes  tend  to  throw  the 
light  downward,  to  an  extent  that  is  not  readily  corrected  by  re- 
flectors. They  should  hence  be  placed  specially  high  with  respect 
to  the  spacing.  They  are  reasonably  steady  and  have  proved  very 
satisfactory  illuminants.  The  vertical  carbon  flame  arcs  give  a 
distribution  which  lends  itself  rather  more  readily  to  the  success- 
ful use  of  reflectors,  and  the  maximum  light  fails,  with  properly 
designed  reflectors,  within  the  useful  zones  from  15°  to  30°  below 
the  horizontal.  They  are,  on  the  whole,  more  efficient  for  street 
service  than  the  converging  carbon  lamps,  and  they  are  made 
even  up  to  3000  candle-power  and  more.  The  lamp  described 
witii  reference  to  the  lighting  of  Copley  Square  in  the  previous 
lecture  is  one  of  this  class,  and  gives  a  maximum  of  about  2500 
candle-power,  including  the  opal  globe,  in  average  condition,  at 
the  angle  of  about  15°  below  the  horizontal.  This  advaijtageous 
distribution  is  due  largely  to  a  well-placed  reflector.  The  specific 
consumption  of  the  large  flame  arcs  of  both  varieties  is  somewhere 
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in  the  region  of  about  one-quarter  to  one-third  watt  per  candle. 
The  metallic  oxide  lamps  have  for  their  chief  advantage  a  rather 
long-burning  electrode,  giving  within  a  reasonable  length  of  pencil 
of  8  or  10  inches  a  life  of  50  to  150  hours.  The  products  of  com- 
bustion being  brownish  oxides  tend  to  smut  the  globes,  and  have 
to  be  gotten  rid  of  by  special  draft  channels  which  carry  the  fumes 
away.  The  commonest  of  this  tjrpe  is  the  so-called  magnetite  lamp, 
which  has  proved  extremely  successful  as  an  illuminant  in  practice. 
Its  specific  consumption,  when  put  in  a  light  opal  globe,  ranges  in 
the  region  between  one-half  watt  and  one  watt  per  candle,  accord- 
ing to  current  as  in  other  arc  lights.  It  furnishes  a  suitably 
steady  light  in  the  vicinity  of  1000  hemispherical  candle-power  in 
the  moderate  sizes,  and  nearly  as  much  again  as  an  extreme  figure. 
The  color  is  good  and  the  steadiness  adequate,  and  the  lamp  has 
been  rapidly  driving  out  the  older  forms  of  arc,  being  preferred 
to  other  flaming  arcs  in  this  country  on  account  of  the  long  life 
of  the  electrodes.  The  magnetite  lamp  is  operated  at  from  4  to 
6  or  7  or  even  10  amperes,  the  latter  rarely,  and  the  voltage  at  the 
arc  is  about  80,  These  characteristics  make  it  very  convenient  for 
use  on  series  circuits: 

Ordinary  carbon  arcs  are  becoming  obsolete  for  street  service. 
They  run  in  sizes  from  600  or  800  mean  hemispherical  candle- 
power  to  as  low  as  200  or  S50.  The  former  figure  belongs  to  the 
few  powerful  open  arcs  that  are  in  existence,  the  latter  to  some  of 
the  alternating-current  enclosed  arcs.  The  specific  consumptions 
range  from  a  little  better  than  1  watt  per  candle  in  the  former 
case  to  fully  S  watts  per  candle  in  the  latter. 

The  tungsten  incandescent  lamps  are  perhaps  too  well  known 
to  need  comment  here.  They  are  ordinarily  available  in  candle- 
powers  from  40  to  100,  and  lamps  of  200  or  300  or  even  400  candle- 
power  have  been  produced,  but  have  not  sufficiently  commended 
themselves  to  the  art  to  come  into  material  use  at  the  present  time. 
The  tungsten  lamps  form  the  main  reliance  of  street  electric  in- 
candescent lighting  at  the  present  time.  Their  specific  consump- 
tion is  in  the  vicinity  of  1^  watts  per  candle,  and  their  distribution, 
when  suitably  equipped  with  reflectors,  well  suits  street  lighting. 
The  carbon  incandescent  lamp,  like  the  open-flame  gas  lamp,  is 
rapidly  becoming  obsolete. 

Contracts  for  street  lighting  are  essentially  contracts  on  the  part 
of  a  public  supply  corporation  for  service,  A  city  does  not  buy  merely 
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a  given  number  of  Idlowatt-Iioiirg  per  annum,  npr  a  specified  num- 
ber of  are  or  incandescent  lamps  of  certain  candle-power.  It  does 
bnj,  ID  fact,  light  and  service  with  specified  illuminants,  including 
current  or  gas,  as  the  case  may  be,  maintenance  of  the  lights  in 
first-class  working  condition,  and  the  operation  of  them  for  certain 
specified  hours  per  year.  It  is  the  character  of  the  service  that 
determines  the  difference  between  good  and  bad  lighting.  One 
may  specify  a  certain  consumption  of  gas  or  of  watts  in  a  lamp 
and  still  get  extremely  bad  service.  He  may  also  specify  a  certain 
minimum  illumination  and  get  extremely  bad  service.  If  he  tries 
to  buy  illumination  as  such,  he  faces  the  practical  impossibility  of 
measuring  it  with  sufficient  precision  for  the  maintenance  of  con- 
tractual relations.  He  can  tell  with  the  photometer  whether  the 
lights  are  performing  well  or  badly,  but  he  cannot  by  any  means 
estimate  the  faint  illumination  customarily  used  in  this  country 
as  a  minimum  with  a  degree  of  precision  that  should  pass  any 
conscientious  auditing  department.  Buying  and  selling  illumina- 
tion as  such  is  simply  courting  litigation.  The  soundest  basis  for 
a  contract  between  a  supply  company  and  a  municipality  for  street 
lighting  is  for  service  during  specified  hours  per  year,  and  with 
proper  allowances  for  outages,  of  specified  types  of  lamp,  the  char- 
acteristics of  which  can  be  evaluated,  such  lamps  being  placed  in 
accordance  with  the  requirements  of  the  city.  If  they  are  placed 
so  as  to  meet  such  requirements  of  illumination  as  I  have  previously 
set  forth,  and  are  properly  maiatained  by  the  operating  company, 
the  illumination  will  be  found  adequate  and  its  value  can  be  on 
the  average  reckoned  from  the  known  characteristics  of  the  lamps 
with  far  greater  precision  than  it  can  be  measured  on  the  ground. 
The  location  of  the  lamps  should  be  done  under  the  direction  of 
the  municipality  eo  as  to  produce  the  illumination  required,  but 
if  any  definition  of  the  illumination  is  specified,  both  the  minimum 
and  the  average  should  be  included.  Lighting  on  the  basis  of  a 
contractual  minimum  only  is,  and  is  intended  to  be  by  at  least  one 
party  to  the  contract,  bad  lighting.  Judging  by  average  illumina- 
tion alone  is  merely  an  incentive  to  unequal  distribution,  but  when 
the  iUtuninants  themselves  and  the  terms  of  their  output  and 
operation  are  properly  specified  the  illumination  will  take  care 
of  itself. 
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Division  A — Stbeet  Lighting 
7.  History 

Introdnetory,  With  the  constant  growth  of  the  world's  busineEs 
and  social  inteiest,  there  has  been  a  continual  demand  for  increased 
facilities  to  provide  for  their  needs.  We  have  long  since  passed 
the  time  when  the  community's  activities  ceased  with  daylight — the 
days  Then  shutters  were  put  up  and  doors  bolted,  when  travel  at 
night  on  the  streets  was  infrequent,  and  if  at  all,  was  accomplished 
by  means  of  lighting  the  way  by  torch-bearers.  Civilization's  prog- 
ress has  made  the  lighting  of  streets  a  public  neceesity  for  the  safe 
and  convenient  extension  of  business  and  social  intercourse. 

In  common  with  other  institutions  street  lighting  has  passed 
through  various  stages  of  evolution  from  the  days  when  by  munici- 
pal edict,  property  holders  were  required  to  hang  out  lanterns  from 
their  buildings,  up  to  the  present  time  when  the  municipality  itself 
assumes  the  responsibility  and  expense  of  providing  for  the  lighting 
of  its  streets. 

Pitch,  15S8;  Oil,  1766.  Up  to  the  middle  of  the  sixteenth  cen- 
tury those  who  found  it  necessary  to  use  the  public  ways  by  night 
were  dependent  upon  the  moon,  or  a  torch  or  lantern  carried  by 
hand.  Probably  the  first  attempt  on  the  part  of  municipal  au- 
thorities to  undertake  the  public  lighting  of  the  streets  was  by  the 
City  of  Paris  about  1558,  when,  at  public  expense,  in  the  most 
important  thoroughfares,  large  metal  receptacles  or  vases,  filled 
with  pitch  or  resin,  were  kept  burning  during  the  night.  This 
means  was  employed  until  about  1766,  when  oil  lamps  were  sub- 
stituted. 

Gas  Pint  Uied  in  Paris,  1818.  In  1818,  very  soon  after  the  use 
of  gas  in  a  practical  form  as  an  illuminant  was  discovered,  gas 
street  lamps  made  their  first  appearance  on  the  streets  of  Paris. 
The  substitution  of  a  new  street  illuminant  for  older  forms  was 
very  gradual,  as  evidenced  by  the  fact  that  in  1829  there  wefe  ttien 
only  40  public  gas  lamps  in  Paris,  while  3000  oil  lamps  were  stiU 
in  use. 

Gas  Pint  Used  in  London,  1813.  Gas  street  lighting  obtained  its 
start  in  London  during  the  years  1813  and  1814. 

Qaa  Pint  Used  in  America,  Baltimore,  1821.  In  America,  Balti- 
more was  probably  the  first  city  to  have  gas  street  lamps,  in  1831. 
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Gas  First  ITsed  in  Boaton,  1822;  New  York,  1823;  Philadelpbia, 
1832.  Boston  followed  in  1822,  and  in  1823  the  municipality  of 
New  York  made  a  contract  with  the  Xew  York  Gae  Company  for 
gas  lamps  on  the  streets  south  of  Grant  Street.  Philadelphia  did 
not  begin  to  use  gas  for  street  lighting  until  1832,  although  it  was 
in  that  city  that  the  first  application  of  gas  lighting  in  America 
to  interior  illumination  was  made  by  the  lighting  of  the  New 
Theater,  on  November  18,  1816. 

Generally  in  1T»e  after  1836.  By  1836  gas  was  becoming  very 
generally  used  for  street  lighting  throughout  the  conntry.  The 
sperm  oil  and  kerosene  lamps  were  gradually  replaced  by  gas 
lamps  which  had  distinct  advantages  over  the  other  types,  and 
marked  an  important  advance  inefficiency  of  street  lighting. 

FlaMlame  Burner,  1836  to  1880.  Carbnretting  Tanks  to  In- 
crease Candle-power.  Tfae  early  installations  were,  of  course,  en- 
tirely with  the  flat-0ame  burner,  at  consumptions  ranging  from  3 
to  8  cubic  feet  per  burner  per  hour.  Where  a  considerable  amount 
of  light  was  required,  as  in  principal  business  streets  and  street 
intersections,  lanterns  containing  a  number  of  burners  were  used. 
In  London,  between  1850  and  1860,  numbers  of  street  lamps  were 
equipped  with  carburetting  tanks  containing  light  volatile  oils 
through  which  the  gas  passed  before  reaching  the  burner,  and  be- 
coming thereby  enriched,  produced  a  higher  candle-power  light. 
Before  this  system  was  ver}'  much  extended,  however,  improve- 
ments were  made  in  the  manufacture  of  the  gas  so  that  instead  of 
having  only  9  to  18  candle-power,  it  produced  from  14  to  20 
candle-power. 

Electric  Arc  First  Introduced,  1880.  From  1836  to  1880  gas 
held  the  lead  over  other  forms  of  street  illuminante,  but  in  1880 
the  first  electric  arcs  in  America  were  introduced,  and  shortly  after 
came  the  electric  incandescent  carbon -filament  lamp.  The  intense 
light  of  the  electric  arc  soon  brought  it  into  favor,  and  in  a  few 
years  it  took  the  place  of  gas  in  the  business  districts  where  traffic 
required  liigh  candle-power  light  sources,  and  as  few  obstructions 
in  the  form  of  lamp  columns  as  possible. 

Incandescent  Hantle  First  Introduced,  1890.  Inoandesoent 
Hantle  First  Applied  to  Street  Lighting,  1896.  At  the  same  time 
that  the  electric  arcs  were  being  introduced.  Dr.  Carl  Auer  von 
Welsbach  was  making  interesting  and  valuable  investigations  into 
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the  radio-active  qualities  of  some  of  the  rarer  eartlis  when  brought 
into  the  non-luminous  flame  of  t^e  Bunsen  burner.  After  10 
years  of  experimenting  he  produced  his  incandescent  gas  mantle 
made  of  the  oxides  of  thorium  and  cerium.  This  was  in  1890, 
and  when  the  collodium  coating  process  was  perfected  incandescent 
mantle  gas  lighting  became  a  practical  fact.  It  seemed  almost 
impoBsihIe  that  so  delicate  a  fabric  could  be  succesBfully  employed 
for  street  lighting,  but  in  189G  the  first  contract  for  such  lighting 
in  America  was  made.  Between  the  electric  arc  and  the  four-fold 
efficiency  of  the  iucandej-cent  gas  mantle,  the  days  of  the  old  fiat- 
flame  gas  street  lamp  were  numbered. 

Inverted  Mantle  Lamps.  Within  more  recent  years,  especially 
in  European  cities,  the  inverted  mantle  burner  has  been  brought 
into  the  field  of  street  lighting.  It  has  the  advantage  over  the 
upright  mantle  burner  of  greater  efficiency  per  cubic  foot  of  gas  con- 
sumed, and  the  mantle  is  smaller  and  stronger.  For  street  lighting 
purposes  it  has  the  disadvantage  of  a  rather  elongated  distribu- 
tion curve  directly  below  the  lamp  in  the  vertical  plane,  necessi- 
tating a  greater  mounting  height  in  order  to  extend  its  illumina- 
tive zone.  * 

Hish-Freunre  Ligbtin^f.  The  most  recent  improvement  in  gas 
street  lighting  has  been  the  development  of  high-pressure  gas.  The 
first  installations  were  of  the  upright  type,  but  later  examples  em- 
bodied the  use  of  the  inverted  burner.  TJnits  up  to  4000  candle- 
power  are  now  being  successfully  used  in  cities  of  Continental 
Europe  and  Englaud,  Thus  gas  for  street  lighting  has  kept  up 
with  the  progress  of  the  times,  and  the  citizen  of  the  ancient  days, 
dependent  upon  his  torch  or  lantern  to  guide  his  progress  through 
the  night,  would  be  as  much  stari;led  to  see  a  street  lighted  by 
these  high-pressure  gas  lamps,  as  he  would  in  witnessing  many 
other  of  our  modern  inventions  and  institutions. 

11.  Requirements  of  Good  lUumiiuition 
Erolution  from  Eeacon  Lighting.  Along  with  the  improvements 
in  illuminants  came  the  ever-increasing  demands  for  more  and 
better  street  lighting.  In  the  former  days  street  lighting  consisted 
of  a  row  of  beacons  of  small  illuminating  power,  marking  the  di- 
rection of  the  streets  and  street  intersections. 

Abundance  of  Light  Desirable.  To-day  the  fact  is  established 
that  health,  moralit}',  energj-  and  intelligence  are  all  enhanced  by 
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an  abundance  of  light,  as  surely  as  its  absence  indicates  and  eo- 
conrages  the  presence  of  immorality,  ignorance  and  crime.  The 
]}roper  lighting  of  a  city's  streets  is  as  important  as  proper  policing, 
nnd  to  be  effective  and  efQcient  certain  cardinal  requirements  must 
be  observed. 

Sayl^ht  Qnolitiea  Enential.  Fhysiological  Effect.  Any  arti- 
iicial  form  of  illumination  should  have  as  many  of  the  character- 
istics of  daylight  as  possible;  that  is,  color-diffusing  quality  and 
uniformity.  In  street  lighting  the  physiological  effect  mast  be 
studied  so  that  the  sensitiTeness  of  sight  shall  not  be  impaired  by 
sharp  contrasts  of  light  and  shadow  beyond  the  normal  range  of 
adjustment  of  the  retina.  The  effect  of  passing  alternately  from 
one  intensely  lighted  zone  into  one  of  darkness  is  blinding  and 
bewildering,  and  is  the  effect  most  to  be  guarded  against  in  the 
proper  lighting  of  streets. 

Incandescent  Gas  Hantle  Fartioularl;  Suitable.  The  incandes- 
cent gas  mantle  meets  these  requirements  with  marked  success.  By 
its  form  and  structure  the  diffusion  of  light  from  its  surface  is 
almost  perfect.  The  large  surface  over  which  incandescence  is 
spread  results  in  a  low  intrinsic  brilliancy  to  which  the  eye  easily 
adjusts  itself.  The  characteristic  curve  of  light  distribution  from 
a  Welsbach  mantle  in  the  vertical  plane  shows  that  the  maximum 
intensity  of  light  is  emitted  in  a  practically  horizontal  direction 
from  the  center.  As  the  curve  turns  toward  the  vertical  above  and 
below  the  horizontal,  the  intensity  gradually  diminishes,  reaching 
n  minimum  directly  over  and  below  the  mantle.  Owing  to  the 
tubular  form  of  the  mantle,  practically  the  same  distribution  is 
produced  in  all  directions  in  the  horizontal  plane. 
,  From  its  form,  the  almost  ideal  color  value  of  its  light  as  com- 
pared with  diffused  daylight,  the  characteristic  distribution  of  its 
light — -which  projects  the  most  intense  rays  the  greatest  and  the 
less  intense  rays  the  shortest  distance  from  its  position  above  the 
street — the  incandescent  gas  mantle  is  an  almost  ideal  illuminant. 

Proper  Spacing  and  its  Limitations.  Uniform  horizontal  illumi- 
nation is  the  ideal  toward  which  we  should  aim.  We  can  approach 
thi.«  ideal  by  the  use  of  large  numbers  of  small  units,  or  by  the  use 
of  a  light  source  having  its  maximum  intensity  only  slightly  below 
tlio  horizontal,  or  by  a  combination  of  both  of  these  methods.  Un- 
fortunately, the  cost  of  maintenance  and  of  investment  of  the  large 
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number  of  small  units  is  greater  than  of  a  less  number  of  larger 
units,  even  when  the  total  gas  consumed  by  both  systems  is  the 
same.  We  are,  consequently,  limited  in  our  desire  for  the  ideal 
illumination  by  the  item  of  expense.  The  coat  of  the  street  lighting 
naturally  devolves  upon  the  municipalities,  and  city  authorities, 
especially  in  this  country,  have  not  been  sufficiently  educated  to 
the  value  of  an  adequate  illumination  of  the  streets  to  lead  them 
to  incur  the  necessary  expense  attendant  therewith. 

European  Fraotioe.  In  Europe  the  public  funds  are  spent  less 
grudgingly  for  street  lighting.  Instead  of  installations  of  incan- 
descent gas  lamps  ranging  from  150  to  350  feet  apart,  as  in  Amer- 
ica, the  posts  are  more  closely  spaced  with  due  regard  to  the 
requirements  of  the  different  localities.  Examples  of  satisfactory 
illumination  are  found  in  the  incandescent  gas  lighting  of  the 
beautiful  boulevards  and  public  squares  of  Paris.  The  effect  of 
the  gas  lighting  in  the  Place  de  la  Concorde,  which  brings  out  the 
beauties  at  night  of  the  statuary  and  buildings,  has  been  especially 
noted.  Given  a  sufficient  appropriation  there  is  no  reason  why 
similar  satisfactory  results  may  not  be  obtained  in  this  country 
by  the  use  of  gas. 

Effect  of  Heif^ht.  In  considering  tlie  value  of  illumination  from 
a  light  source  for  use  in  the  streets,  it  is  customary  to  give  promi- 
nence to  the  horizontal  illuniination  produced.  At  the  same  time 
the  vertical  illumination  is  also  important  in  distinguishing  ap- 
proaching objects,  such  as  veiiicles  and  pedestrians.  It  is  evident 
that  within  reasonable  limits  the  horizontal  illumination  from  most 
light  sources  at  points  some  little  distance  from  the  lamp  standard 
where  it  is  most  needed  wilt  be  increased  as  the  height  at  which 
the  lamp  is  mounted  is  increased.  This  is  especially  true  of  in- 
verted lamps  on  account  of  the  character  of  the  distribution  curve. 
At  the  same  time  the  vertical  illumination  is  only  slightly  reduced 
at  these  distances  as  the  height  increases.  The  most  desirable 
height  to  hang  gas  lamps  is  thus  reduced  to  mechanical  limitations, 
and  it  may  be  fairly  said  that  gas  lamps  should  be  hung  as  high 
as  possible,  and  at  the  same  time  admit  of  the  attention  necessary 
in  renewing  mantles,  adjusting  and  cleaning.  Of  course,  excep- 
tions to  this  rule  would  have  to  be  made  where  over-hanging 
branches  of  trees  interfered  with  the  illumination. 
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III.  General  Divisions  of  Street  Lighting 
lighting  of  BusittCM  Street*.  Necessity  for  Bigh  Degree  of  Il- 
lumination—Large Units.  The  intensity  of  illumination  required 
in  the  business  sections  of  a  city  depends,  of  course,  upon  the  traffic, 
both  by  vehicles  and  by  pedestrians.  Fortunately,  for  municipal 
authorities,  the  conditions  in  this  country  of  the  business  thorough- 
fares where  all  lands  of  traffic  are  heaviest  are  such  that  public 
lighting  to  any  great  e.xtent  is  not  needed.  The  desire  on  the  part 
of  tradesmen  to  attract  attention  to  their  wares  has  led  to  a  very 
brilliant  window  lighting,  supplemented  by  outline  lighting  and 
signs.  Most  windows  along  the  thickly  traveled  streets  are  so 
lavishly  lighted  that  very  little,  if  any,  additional  lighting  supplied 
from  the  public  funds  is  required. 

This  condition  of  street  illumination  is  in  marked  contrast  to 
the  tendency  in  European  cities.  There  are  verj-  few  streets  in 
such  cities  as  London,  Berlin  and  Paris  where  the  shop  windows 
are  lighted  at  night.  Usually  a  dark  and  forbidding  shatter  pre- 
cludes all  possibility  of  any  wayfarer  obtaining  a  glimpse  of  what 
the  shop  contains  by  day,  and  yet  in  the  principal  thoroughfares 
of  these  cities  there  is  a  constant  stream  of  traffic,  both  on  the  side- 
walk and  in  the  street,  which  necessitates  a  high  degree  of  street 
illumination.  Naturally,  this  has  to  be  supplied  by  the  municipal- 
ity, which,  except  in  a  few  instances,  receives  very  little,  if  any, 
assistance  from  the  window  lighting  along  the  route.  Such  a  con- 
dition as  we  ilnd  on  Broadway,  in  New  York,  where  the  lighting 
from  the  windows  and  the  illuminated  signs  makes  the  ordinary 
street  are  look  dim,  is  almost  unheard  of  on  the  other  side.  On 
the  other  hand,  our  citizens  would  be  equally  surprised  to  walk 
down  Fleet  Street,  in  London,  or  Koeniggraetzerstrasse,  in  Berlin, 
and  to  note  the  high  degree  of  illumination  afforded  by  the  high- 
pressure  gas  lamps. 

Where  artificial  light  is  required  in  business  streets  of  our 
American  cities,  the  larger  units  are  preferable,  both  on  account 
of  the  greater  intensity  of  illumination  secured  and  of  the  less 
number  of  obstructions.  These  may  be  supplied  with  gas  by  low 
pressure  by  the  use  of  a  cluster  containing  two  or  more  units,  or 
by  the  use  of  single  lanterns,  each  equipped  with  several  mantles. 
By  means  of  high-pressure  gas,  units  may  be  installed  anywhere 
from  500  to  4000  candle-power,  spaced  at  whatever  distance  the 
density  of  the  traffic  may  require  and  the  public  funds  will  admit. 
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Lighting  of  B«sidenoe  Streets.  Txytvcr  Candle-Fon-er  Unils.  In 
residence  and  suburban  sections  a  high  intensity  of  illumination 
is  not  needed.  The  smaller  gas  units  will  furnish  sufficient  illumi- 
nation, provided  they  are  properly  spaced.  There  appears  to  be 
a  mistaken  tendency  in  such  sections  to  adopt  the  larger  units 
used  in  the  main  parts  of  the  city,  such  as  the  electric  arc,  but, 
on  account  of  the  expense,  installing  them  at  considerable  distances 
apart.    The  result  is  that  between  the  lamps  there  is  a  very  dark 


Fio.  1. — Early  Open  Flame  Type. 

space  not  lighted  at  all,  which,  on  account  of  the  eff'ect  upon  the 
eye  of  the  intense  light  source,  appears  to  be  even  darker  than  it  is. 
The  bad  effect  of  this  kind  of  lighting  is  familiar  to  all  who 
have  driven  through  streets  lighted  in  tliis  way  and  have  noticed 
how  difficult  it  is  to  adjust  the  eye  to  conditions  beyond  each  lamp 
after  passing  through  the  more  brilliantly  lighted  areas.  The  ideal 
illumination  of  such  streets  is  by  gas  units  of  moderate  size,  even 
if  the  amount  of  the  street  lighting  appropriation  will  not  allow  of 
their  being  placed  very  near  together. 
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IV.  Types  of  Gas  Streets  Lamps — Low  Pressure 
FUt-FUme  Burner.    In  the  early  days  of  street  lighting,  before 
the  advent  of  the  incandescent  mantle,  the  flat-flame  burner  was 
used. 

ITpri^ht  Hantle  Barnen.  Early  Apparatus.  The  greater  effi- 
ciency of  the  mantle  bunier  soon  resulted  in  the  displacement  of 
the  old  type  of  flat-flame  burner.  At  first  the  regular  style  of 
frame  lantern  shown  in  Fig.  1  was  used,  but  it  was  soon  found 


** 


Fig.  2. — Early  Mantle  Type. 

that  it  was  not  stiff  enough  to  stand  wind  pressure;  the  top  would 
leak  during  rain-storms  and  the  old  cup  ventilator  was  totally  in- 
adequate. The  first  improvement  in  this  way  in  America  was  in 
the  form  of  the  lamp  shown  in  Fig.  2.  The  frame  was  made  more 
substantial,  the  sides  being  more  nearly  vertical  than  in  the  old 
lamps,  and  to  the  top  of  the  frame  was  fixed  a  rigid  crown  on  which 
was  placed  an  opal  glass  dome,  and  above  this  an  improved  venti- 
lator. A  door  in  the  side  of  the  frame  enabled  repairs  to  be  made 
easily  to  the  burner  and  to  chaufre  mantles.  The  bottom  of  the 
frame  was  closed   with  a  plate  having  a  sliding  door,  through 
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which  the  lighter's  torch  could  be  intiwluced  from  tlie  street.  The 
glass  dome,  aside  from  its  attractiveiiest;,  afforded  an  excellent 
means  for  shedding  the  rain  and  snow  which  ran  down  off  the 
edges  of  the  crown  without  streaking  the  glass  sides  of  the  lantern. 
The  ventilator  was  carefully  designed  so  that  no  gusts  of  wind 
could  reach  the  interior  of  the  lamp,  and  at  the  same  time  to 
increase  the  ventilation  by  carrying  off  the  products  of  combustion 
ill  a  proper  manner  under  all  weather  conditions. 


H 


Fia.  3.— Mantle  Lamp  with  Stre«t  Signs. 

street  Signs.  The  rapid  growth  of  cities  and  the  never-ending 
demand  for  improvements  to  facilitate  night  travel  on  the  cities' 
streets  brought  out  the  method  of  marking  street  corners  by  placing 
signs  on  the  lamp  posts.  At  first  name  boards  were  fastened  to  the 
lamp  posts,  but  as  these  became  defaced  and  lost,  ground-glass 
segments  with  colored  lettered  street  names  were  made  a  part  of 
the  street  lantern,  as  shown  in  Fig.  3.  This  cnstom  of  using  gas 
street  lamps  with  strwt  signs  is  common  in  Europe  as  well  as  in 
America.  The  accompanying  views  show  a  corner  lamp  in  Berlin 
and  one  in  Edinburgh,  Figs.  4  and  5. 
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Boulevard  Types  of  To-day.  The  improvement  made  over  the 
old  style  of  gas  lantern  by  the  one  just  described  led  to  a  still 
further  change.  The  comers  of  the  frame  of  the  square  lantern 
caused  shadows,  and  in  order  to  reduce  these  the  bouievard  globe 
type  of  lamp  was  designed.  The  experience  with  the  square  lan- 
tern showed  that  the  more  rigid  the  attachmeut  to  the  lamp  post  of 
the  lantern  the  less  was  the  vibration,  and,  consequently,  less  shock 
to  the  mantle.    Figs.  6  and  7  show  the  standard  American  type  of 


Fio.  4. — Berlin  Type. 

gas  lamp  of  the  present  day.  Being  of  cast-iron,  it  is  more  sub- 
stantial than  the  tin  and  copper  frame  lamps;  is  impervious  to 
rain  or  dust,  has  only  two  supporting  arms,  and  can  be  more 
easily  handled  and  cleaned.  When  repairs  are  needed  the  frame 
carrying  the  top  and  globe  can  be  raised  on  the  telescopic  side 
arms. 

The  Burner  and  Its  Accessories.  The  vital  part  of  the  incan- 
descent gas  lamp,  the  burner,  was  evolved  only  after  considerable 
experimentation  to  obtain  a  suitable  proportioning  of  parts  to  give 
the  maximum  light  efficiencv  under  varying  gas  conditions.    It  was 
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also  eBsential  that  such  a  burner  should  continually  give  good 
service  during  its  lighting  timop,  and  so  arranged  that  it  could 
be  readily  cleaned  and  adjusted  by  the  class  of  labor  employed  to 
care  for  street  lamps.  Fig.  8  shows  the  burner  and  its  accessories. 
The  burner  cock  is  screwed  to  the  top  of  the  service  riser  and 
inside  the  lamp  directly  over  the  bottom  plate.  A  lock-lever  at- 
tachment on  the  cock  key  permits  of  opening  a  gas  way  to  the 
climbing  lighter  pilot,  which  is  lighted  at  its  lower  end  by  the 


Fio.  G, — Edlaburgh  Type. 

lamp  lighter's  torch;  then,  by  the  ascending  small  flames  on  the 
edge  of  the  tube,  extending  inside  the  glass  chimney,  the  burner 
proper  is  ignited  when  the  cock  key  is  turned  further  on.  The 
gas  adjustment  is  made  by  needle  screw  into  a  fixed  orifice  while 
the  air  regulation  is  effected  by  turning  a  pierced  metal  air  shutter 
around  the  Bunsen  tube.  The  mantle  with  carrier  and  gauze  is 
placed  on  the  burner  gallery  and  surrounded  by  a  glass  chimney. 
Above  the  glass  chimney  is  an  enamel  chimney  made  adjustable 
and  guided  by  a  brass  rod  and  sleeve.  The  entire  equipment  is 
such  that  it  can  be  regularly  cleaned  and  kept  in  perfect  adjustment. 
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Automatic  Controller.  Where  conditions  exist  of  variable  gas 
pressure,  an  automatic  controller  is  used,  taking  the  place  of  the 
ueedle-sci'ew  regulator.  This  device  was  especially  designed  for 
the  purpose  of  delivering  a  constant  supply  of  gas  to  the  burner, 
at  constant  jet  velocity,  uo  matter  how  the  gas  pressure  may  vary 
in  the  service  mains.  It  is  so  constructed  that  it  can  be  adjusted 
to  different  gas  gravities,  and  has  been  an  excellent  means  of 
affording  uniform  results  at  all  times. 


Fio.  6. — PreseDt  Boulevard  Type. 

Diaphragm  Regulator.  In  natural  gas  districts,  as  well  as  in 
a  number  of  instances  throughout  the  country  where  artificial  gas 
is  carried  great  distances,  pressure,  instead  of  being  measured  in 
ineiies  of  water,  is  measured  in  pounds  per  square  inch.  To  meet 
tbtw  conditions,  from  1  to  50  pounds  pressure,  a  special  form  of 
inetal  diaphragm  regulator  is  employed.  This  regulator  is  at- 
taciied  to  the  service  pipe  in  the  lamp  and  delivers  the  gas  at  its 
outlet  into  a  small  orifice  jet  at  any  pressure  desired. 
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E/ficieiicies.  The  efficiency  of  the  upright  mantle  gas  lamp  is 
about  20  mean  lower  heniispherical  candle-power  per  cubic  foot  of 
g^.  The  efficiency  is  somewhat  better  than  this  figure  at  ihe 
useful  angles  for  street  lighting  from  10°  to  30°  below  the  hori- 
zontal. The  distribution  of  light  in  a  vertical  plane  and  the  mean 
lower  hemispherical  candle-power  are  shown  by  the  following  table 
and  diagram: 

Single  Burner  Upright  Oat  Lamp 
Distribution  of  Light  In  Vertical  Plane 


60  56  c  p. 

.  70.7  c.p. 

CaneumptloD    3.3  It 

C.  P.  per  foot  20°  angle 22.4  c.  p 

See  Fig.  9. 

This  test  was  made  on  a  lamp  in  which  a  small  reflector  forming 
an  extension  of  the  enamel  chimney  of  lamp  was  employed.  An 
improvement  in  efficiency  of  about  15  per  cent  at  the  effective  angles 
was  obtained  by  means  of  this  device. 

Vapor  Street  Lamps.  Used  in  Outlying  Sections.  We  have  dealt 
so  far  with  the  lighting  of  streets  along  the  lines  of  gas  mains, 
but  there  are  many  cities  of  size  which  are  not  equipped  in  some 
sections  for  gas  or  electric  lighting,  and  which  sections  it  is  neces- 
sary for  public  safety  and  convenience  to  have  lighted.  Generally 
speaking,  these  districts  include  the  parks,  suburban  roads  and 
the  alleys. 

Earli/  Open-Flame  Type.  Prior  to  the  adoption  of  the  incan- 
descent mantle  for  street  lighting,  a  self -generating  vapor  lamp 
was  designed  to  meet  the  demand  for  suburban  lighting.  It  con- 
sisted of  a  lantern  with  a  tank  attached  to  its  upper  side  and  a 
plate  burner,  using  as  fuel  naphtha  or  gasoline.  By  converting 
the  liquid  naphtha  into  a  vapor  by  means  of  heat  and  by  mixing 
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air  at  the  burner,  a  good,  yellow  light  of  16  to  SiO  candle-power  was 
obtained,  which  burned  continuously  without  smoking  when  prop- 
erly adjusted.  As  a  matter  of  fact,  for  a  time  this  lamp  became 
a  competitor  with  gas  in  street  lighting. 

Mantle  Burners.  Early  and  Final  Types.  After  the  incandes- 
cent mantle  came  into  use  in  gas  street  lighting,  public  necessity 
again  demanded  more  light  in  the  district  lighted  by  the  plain 
naphtha  lamps.    This  demand  was  met  by  the  design  of  a  burner 


Fio.  7. — Boulevard  Type  with  Street  Sign. 

still  employing  the  principle  of  vaporizing  naphtha  within  the 
burner  itself,  but  differently  constructed  from  the  plate  burner  so 
that  it  would  produce  a  non-luminous  flame  within  a  mantle. 

Some  lamps  were  designed  and  used  to  some  extent  which  heated 
the  oil,  under  pressure,  in  a  retort  directly  over  the  mantles. 

As  this  system  needed  constant  attention  when  in  use,  it  did  not 
become  a  factor  in  street  lighting.  A  burner  was  finally  evolved 
which  has  demonstrated  its  reliability  under  most  severe  condi- 
tions. The  old-fashioned  naphtha  plate  burner,  being  a  luminous 
flame,  required  only  sufficient  primary  air  to  support  combastion 
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of  the  flame  without  smoking  bo  that  the  vaporizer  and  jet  could 
be  closely  placed  to  the  flame,  thereby  keeping  the  vapor  hot  until 
it  wae  consumed. 

To  produce  a  non-luminous  or  Bunsen  flame  with  naphtha  vapor 
requires  a  large  percentage  of  primary  air.  To  obtain  this,  it  is 
necessary  to  have  the  jet  considerably  further  away  from  the  flame, 
so  that  a  proper  mixing  of  vapor  and  air  is  obtained,  but  in  doing 
this  the  vapor  must  not  be  chilled  or  it  will  condense  again  to 


Fio.  8.— The  Burner  and  Its  Acceeaories. 

liquid.  The  burner  body  is  cast  brass  with  drilled  passages  and 
surrounded  with  a  tube  shield.  The  oil  enters  the  burner  from 
the  packed  tube  at  a  fixed  rate  determined  by  the  height  of  oil 
tank  above  burner,  and  the  length  and  packing  in  the  tube.  From 
the  inlet  the  oil  passes  up  a  channel  to  the  vaporizer  near  the 
top,  the  vapor  then  descends  to  the  lower  part  and  issues  from  a 
small  jet  at  high  velocity  into  the  Bunsen  tube,  drawing  in  suffi- 
cient air  to  produce  a  Bunsen  flame,  and  finally  burns  above  the 
gauze  within  the  incandescent  mantle.  A  portion  of  the  vapor 
and  air  mixture  issues  from  the  parts  in  the  Bunsen  tube  into  an 
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annular  chamber  around  the  lower  part  of  the  BunBen  head,  and 
is  burned  above  small  gauzes  around  the  vaporizer.  This  maiu- 
tains  a  constaut  vaporizing  heat,  and  also  keeps  the  burner  chan- 
nels warmed  considerably  above  the  condensing  temperature  of 
the  vapor.  These  auxiliary  flames,  or  subjects,  being  close  to  the 
mantle  flame,  are  thus  always  kept  lighted.  The  surrounding  brass 
shield  serves  to  conserve  the  heat  of  the  burner,  and  guards  against 
the -temperature  lowering  effect  of  the  air  taken  in  for  the  Bunsen 


Wb^bach  Lamp. 
I.  Curve  showing  tbe  dlBtributton  of  light  !□  a  vertical  plane. 
II.  Rouseeau  diagram  showing  tlie  mean  hemispherical  candle-power, 
based  on  Curve  I. 

mixture.     The  burner  is  lighted  by  preheating  with  a  pressure 
torch,  as  in  the  case  of  the  plate  burner. 

Figs.  10  and  11  show  the  naphtha  incandescent  street  lamp 
equipped  as  it  is  used  in  America  to  a  very  large  extent,  and  it  has 
been  a  most  satisfactory  means  for  suburban,  park  and  other  isolated 
lighting. 
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Fuel  Used.  The  fuel  used  is  naphtha  of  60°  to  63°  B.  gravity, 
and  from  the  high  available  heating  power  a  candle-power  in  excess 
of  60  candles  is  obtained  with  mantles  of  the  same  size  as  those 
used  for  the  gas  street  lamp. 

Inverted  Ha&tle  Sarners.  On  account  of  its  greater  efficiency 
the  ioTerted  burner  has  come  into  prominence  in  late  years,  espe- 
cially in  some  of  the  European  cities,  notably  in  Berlin.  The 
natural  tendency  is  toward  too  much  concentration  of  light  imme- 


Flo.  10. — Boulevard  Naphtha  Lamp. 

diately  below  the  lamp,  where,  on  account  of  the  distance,  a  great 
intensity  is  not  especially  needed.  By  raising  the  height  of  the 
burner  from  the  street,  however,  a  very  satisfactory  distribution 
is  made  possible.  The  distribution  curve  may  be  lengthened  out  in 
directions  approaching  the  horizontal  by  the  use  of  reflectors. 

Boulevard  Type.  An  arrangement  is  now  being  used  in  the  so- 
called  "boulevard"  type  of  lantern,  employing  two  small  inverted 
mantles  spaced  higher  in  the  lantern  than  the  upright  mantle. 
This  device  has  produced,  with  a  consumption  between  5  and  5y2 
cubic  feet  per  hour,  a  satisfactory  distribution  with  an  effective 
efficiency  of  about  30  candle-power  to  the  foot. 
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Foreign  Types.  One  foreign  type  consists  of  a  japanned  iron 
casing,  drop-shade  holder  and  globe,  outside  lever  for  main  burner 
and  pilot  control,  regulating  cock  on  the  outside  and  necessary 
pipe  connections.  The  gas  valves  are  of  the  needle  type,  and  the 
air  regulator  of  the  sliding-band  kind,  with  port  holes. 

As  in  the  upright  burner,  the  gas  enters  the  Bunsen  through  a 
small  orifice,  and  by  its  velocity  draws  in  air  through  the  air  holes. 
The  mixture  of  gas  and  air  takes  place  in  the  burner  tube  below  the 


Fw.  11.— Naphtha  Lamp  with  Street  Sign. 

air  passage,  and  the  inverted  Bunseit  flame,  with  characteristic 

light-blue  inner  cone  and  darker  mantle  flame,  bums  at  the  lower 
end  of  the  burner  tube,  and  inside  the  cup-shaped  mantle  which 
hangs  from  the  tip  of  the  tube,  and  which  is  heated  to  bright  in- 
candescence. The  horizontal  plate  separates  the  burner  tip  from 
the  lamp  body  above,  in  which  the  Bunsen  tube  and  the  air  and  gas 
adjustments  are  located. 

The  hot  products  of  combustion  ascend  upward  through  separate 
tubes  leading  from  holes  in  this  plate  directly  over  the  mantle, 
and  are  discharged  at  the  top  of  the  lamp  casing.    By  this  means 
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the  supply  of  oxygen  to  the  air  holes  and  mixing  chamber  is  kept 
free  from  the  exhausted  products  of  combustion. 

This  burner  is  in  single  fonn,  or  in  any  groups  of  2,  3,  4  and  5, 
and  is  enclosed  in  a  metal  cylindrical,  easing,  and  properly  pro- 


Fio.  12. — Inverted  Lamp  with  Extension. 

tected  from  winds  and  draughts  by  suitable  screening  of  the  chim- 
ney orifices.  In  this  type  a  small  pilot  light  burns,  fed  by  a  small 
tube  leading  around  the  main  valve  coutroUing  the  lamp,  so  that 
when  the  light  is  shut  off  the  pilot  is  still  supplied.     The  pilot 
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leads  from  a  spetial  valve,  which  is  so  arranged  that  tlie  pilot  is 
extinguished  when  the  lamp  is  lighted,  thus  eliminatiog  the  email 
usage  of  gas  by  the  pilot  during  lighting  hours. 

There  is  a  special  lighting  attachment  to  allow  the  lighting  of 
the  lamp  from  outside  without  opening  the  globe,  and  without 
resort  to  the  pilot.  This  attachment  consists  of  a  tube  leading 
upward  from  a  point  just  above  the  burner  to  the  outside  of  the 
lamp.  When  the  gas  is  turned  on  a  small  amouut  passes  into  this 
tube  at  the  lower  end,  mixes  with  the  air  of  the  tube,  and  comes 
out  at  the  upper  end  outside  of  the  lamp.  A  flame  applied  here 
ignites  the  mixtures  of  gas  and  air,  and  the  flame  travels  down- 
ward to  the  burner,  which  is  at  once  lighted.  See  Fig.  12,  photo- 
graph of  single-burner  inverted  lamp. 

Efficiencies.  The  eflEciency  of  these  lamps  is  for  one  burner 
about  30  mean  lower  hemispherical  candle-power  per  cubic  foot 
of  gas,  and  for  the  two-burner  about  35  mean  lower  hemispherical 
candle-power.  The  following  curves  and  diagram  show  the  effi- 
ciencies and  distribution  of  light  in  a  vertical  plane  of  the  foreign 
types  of  the  one-  and  the  two-burner  inverted  mantle  lamps: 

Single  Burner  Inverted  Oas  Lamps 
CaDdle-power  at  91°  below  borlzontal.                     Outdoor  ToBta. 
Average  of  all  results 94.5  c.  p. 


Distribution  of  Light  Id  c 


Vertical  Plane 


161  c 
16B  c 


12E  c 
127  t 


M.  L.  H.  S.  C.  P 118  c.p.  lOB  &  p. 

Qaa  consumption  per  hour 3.66  ft 

Candle-power  per  foot: 

M.  L.  H.  S.  C.  P 28.7  c.  p. 

At  20°  angle   26.0  c.  p. 

Maximum    34.7  c.  p. 

See  Pigs.  13  and  14. 
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These  efSciencies  could  be  much  improved  by  the  use  of  piiBmatic 
reflectors.  Twenty  pet  cent  increase  in  candle-power  at  the  effective 
angles  could  be  secured,  but  it  is  questionable  whether  the  care  of 
the  extra  glassware  neceasaiy  would  make  it  desirable. 

TiBo  Burner  Inverted  Oas  Lamp 
CaDdle -power  at  SD°  below  horliontal.  OutdoorTeit 

AveragQ  of  all  reanlU: 

In  plane  of  mantles 163  c.  p. 

In  plane  perpendicnUr  to  plane  of  mantlet.  ITG  c.  p. 

Distribution  of  Light  In  Vertical  Plane 


195  tp. 

203  c.  p. 

186  «.  p. 

220  c.  p. 

20G  c  p. 

242  C.  p. 

252  c.  p. 

213  c.  p. 

253  C.  p. 

230  cp. 

255  C.  p. 

882  c  p. 

253  0.  p. 

251  c.p. 

216  c.  p. 

367  c.  p. 

80 

90 

M.  L.  H.  S.  C.  P 193  c.  p.  226  c.  p. 

Gas  consumption  per  hour 6.6  ft 

Candle-power  per  foot,  M.  L.  H,  S.  C.  P 34.3  c.  p. 

At  20'  angle  33,3  c  p. 

Maximum    40.2  c.  p. 

See  FIga.  16  and  16. 

Coat  of  Operation.  Conditions  will  differ  in  various  localities, 
but  in  Berlin,  where  there  are  a  number  of  the  two-burner  inverted 
lamps  installed,  the  statistics  are  as  follows,  from  which  the  cost 
may  be  calculated. 

Inner  cbimneys  last IIS 

MaDtlee  last    33 

Qlobes  last    324 

1  man  cares  tor  60  lamps. 

T.  Types  of  Gas  Street  Lamps — High-Pressure  Oas 
Bjitory  of  Introdnotion.     Upright  Burners.    The  greatest  ad- 
vance which  has  been  made  in  the  use  of  gas  for  street  lighting 
is  in  the  application  of  gas,  or  gas  and  air,  at  the  lamp  under 


.y  Google 


863 


Illumixatixq  Exoixeekixg 


pressure.  Heretofore  about  30  mean  lower  hemiepherical  candle- 
power  per  cubic  foot  was  obtained  in  upright  burners  with  gas  at 
ordinary  pressures  of  1  5/10  inches  to  3  or  3  inches  of  water.  It 
is  now  possible  to  obtain  an  efficiency  up  to  al)out  50  mean  lower 
hemispherical  candle-power  with  a  pressure  of  about  55  inches. 
For  a  number  of  years  London  Bridge,  Tower  Bridge,  Queen 
Victoria  and  other  streets  in  London  have  been  lighted  by  double 
upright  mantle  gas  lamps,  consuming  10  to  30  cubic  feet  of  gas 


JL 


Single  Mantle  Low  Prehsire  Graetzin  IiAMP. 
I,  Curve  showing  the  dlstrlhutlon  of  light  In  a  vertical  plane. 
II.  Rousseau  diagram  showing  the  mean  hemispherical  candle-power 
baaed  on  Curve  1. 


p<;r  hour,  and  producing  a  light  of  300  to  COO  candle-power  at  a 
gas  pressure  of  10  inches. 

The  necessary  pressure  is  obtained  by  water-motor  compressors 
in  underground  refuges  near  the  installations,  and  supplied  from 
there  to  the  lamps  by  independent  mains. 

So  satisfactory  was  this  system  of  lighting  that  further  im- 
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provements  developed  larger  units  of  1400  to  2000  candle-power, 
using  gas  at  the  rate  of  36  to  48  cubic  feet  per  hour,  and  at  a 
pressure  of  55  inches  of  water.  This  increased  pressure  was  neces- 
sary for  the  larger  eonsumptious  in  order  to  get  perfect  eombus- 
tion,  and  to  keep  the  burner  parts  as  small  and  compact  as  pos- 
sible. tlompresBorB  of  the  water-motor  type  were  inadequate  for 
the  new  high-pressure  ser  e  an  1  d  rect-connected  gas-engine 
compressors  took  their  place 
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SixsLc  Mastle  Low  PRRSSUBB  Gbaetzis  Lamp. 
(Id  Photometer  Room.) 
I.  Curve  showtng  the  diBtrlbutlon  ot  light  In  a  vertical  plane. 
"    ~  ...  ^  hemlepherlcal  candle-powet 


Installations  of  this  type  of  lighting  consist  of  mounting  large 
hexagonal  frame  lanterns  with  glass  sides  on  posts  16  to  18  feet 
above  the  roadway.  Inside  the  lanterns  are  two  burners  and  up- 
right mantles,  the  latter  being  \.y^  inches  in  diameter  by  6  inches 
long,  placed  below  the  lantern  center  and  surmounted  by  a  large, 
slightly  concave,  enameled  reflector  having  a  draft  tube  in   its 
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center  to  carry  away  the  products  of  combustiou.  The  burners 
are  large,  of  the  intensive  injector  type,  equipped  vith  automatic 
pilots,  which  are  extiiiguished  when  the  high-presBure  gas  is  on. 
Soon  after  this  style  of  lamp  was  produced,  Whitehall  and 
Kingsway,  London,  and  AlexanderBtrasse,  Berlin,  were  equipped 
with  a  number  of  them  and  demonstrated  conclusively  that  high 
candle-power,  efBcient  gas  units  are  practical  and  the  best  form 
of  illuminant  for  intensive  street  lighting. 


^^^^    — 

^^ 

^^^^ 

jTi-Y  v-^  ^Xj_y< 

-— X-^^-fA^^^  J^   X 

[n^Xn^T^cv^v^ 

ljjrjy--\v^  Vxv 

rr     1  li^-VA  .3^  ^^  ' 

Fro.  15. 
Two  Mantle  Low  Pbessubb  ORArrzcf  Lamp. 

I.  Curve  Bbowing  tbe  distribution  of  llgbt  In  the  vertical  plane  of  tbe 

mantles. 
II.  Rousseau  diagram  sbowlng  the  mean  bemlapherical  candle-power 
based  on  Curve  I. 

Inverted  Burners.  More  recently,  in  the  City  of  Berlin,  after 
a  few  installations  of  the  upright  ty^,  the  Inverted  burner  has 
come  into  use.  The  municipal  authorities  were  prompt  in  acknowl- 
edging tbe  pressing  needs  for  a  high  degree  of  diffused  illumina- 
tion on  important  streets,  and,  for  a  oneiderable  time,  ezperi* 
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meoted  with  various  types  of  units  in  order  to  determine  which 
would  give  the  best  practical  results,  as  well  as  the  most  economical. 
The  outcome  of  their  investigation  was  that  high-pressure  gas  was 
applied  to  inverted  mantle  lamps  with  the  result  that  the  efficiency 
of  40  candles  obtained  with  the  upright  mantle  type  was  raised 
to  about  50  mean  lower  hemispherical  candle-power  per  cubic  foot 
of  gae. 


Fio.  16. 

Two  Mantle  Low  Pbessure  Grabttik  Lamp. 

(In  Photometer  Room.) 

I.  Curve  sbowlng  the  distribution  of  light  In  the  vertical  plane  o(  the 

mantles. 
II.  Curve  showing  the  (listrlbutlon  of  light  In  a  vertical  plane  45° 
from  the  plane  of  the  mantles. 

III.  Curve  showing   the   distribution   of   light  in   a  vertical   plane  90° 

from  the  plane  of  the  mantles, 

IV.  Curve  showing  the  mean  of  I.  II  and  III. 

V.  Rousseau  diagram  showing  the  mean  hemispherical  candle-power 
based  on  Curve  IV. 

It  was  found  that  with  high-pressure  gas  the  distribution  curve 
of  the  inverted  mantle  was  improved  for  street  lighting  by  having 
the  direction  of  the  maximum  intensitv  raised  nearer  the  hori- 
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zontal  than  is  the  case  with  gas  at  low  pressure.  This  was  an  im- 
portaot  discovery,  as  it  made  possible  the  installation  of  high 
candle-power  units  close  enough  to  the  street  level  to  produce  a 
high  degree  of  illumination  uniformly  over  a  large  street  area. 

The  fact  that  the  inverted  mantles  have  greater  structural 
strength  than  the  upright,  and  can  be  placed  on  the  burners  iu 
a  soft  condition  and  hardened  by  the  flames  on  which  they  are  to 
be  used,  are  additional  advantages.  A  great  deal  of  difficulty  was 
experienced  in  the  early  types  of  lamps  intended  for  use  with 
high-pressure  ga»  on  account  of  the  high  temperature,  and  the 
parts  had  to  be  made  very  strong  and  massive. 

Various  means  of  reinforcing  the  mouth  of  the  burner  had  to 
be  employed  to  prevent  destruction  on  account  of  the  heat.  It 
was  found  that  with  high-pressure  gas  the  mantle  must  come  close 
against  the  mouth  of  the  burner,  a.s  the  corabu.stion  gases  must  be 
driven  through  the  mantle  instead  of  there  being  a  space,  as  in 
low-pressure  burners,  between  the  mouth  of  the  burner  and  the 
mantle,  by  which  the  products  of  combustion  may  escape. 

At  first  the  mantles  used  on  the  high-pressure  lamps  lasted  only 
a  very  short  time,  barely  half  an  hour.  It  was  noticed  that  a 
fracture  developed  immediately  beneath  the  iron  ring  by  which 
they  were  attached  to  the  nozzle  of  the  burner,  and  it  was  found 
that  the  mantles  had  remained  soft  because  they  had  not,  at  this 
point,  been  subjected  to  the  strong  heat.  By  experiment  it  was 
learned  that  if  the  mantle  were  put  on  the  burners  soft,  or  non- 
col  lodiumi  zed,  and  allowed  to  burn  off  on  the  lamp  itself,  this 
fracture  did  not  appear  and  the  mantles  had  a  much  longer  life. 
Other  improvements  have  been  made,  so  that  while  in  the  begin- 
ning of  1907  the  mantles  lasted  only  2.8  days,  they  now  last  11.3 
days.  The  mantles  are  about  5  inches  long  and  1%  inches  in 
diameter.  A  similar  difficulty  was  experienced  in  the  breakage  of 
globes.  This  was  found  to  be  due  to  the  fact  that  the  mantles  at 
first,  two  of  which  were  used  in  the  largest-sized  lamp,  were  so 
long  that  the  globes  were  soon  broken.  Later,  the  two  burners 
which  consumed  42  feet  of  gas  each  were  replaced  by  three  smaller 
burners  having  smaller  mantles,  each  consuming  28  cubic  feet. 
Still  more  recently  the  consumption  has  been  further  reduced  to 
23  feet  for  each  burner,  with  the  same  candle-power  as  before. 
The  result  of  this  improvement  is  shown  from  the  fact  that  the 
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globes  last«d  at  first  only  55  days,  and  now  last  in  the  three- 
burner  type  233  days. 

The  high-pressure  system  consists  of  an  independent  line  of  steel 
tube  mains  under  the  sidewalks,  connected  with  compressor  sta- 
tions at  the  gas  works.  The  stations  are  equipped  with  gas-engine- 
driven  compressors,  which  raise  the  ordinary  street  pressure  to 
60  or  70  inches  of  water. 

The  large  three-burner  lamps  -are  installed  on  posts  18  feet 
above  the  street  and  equipped  with  automatic  devices  for  lighting 
and  extinguishing  when  the  pressure  is  changed  from  low  to  high 
pressure,  as  well  as  an  independent  valve  operated  by  hand  for 
opening  or  closing  the  supply  of  gas  to  any  or  ail  the  burners. 
The  glass  globes  are  large  In  size  and  almost  spherical  in  shape, 
the  greatest  diameter  extending  slightly  beyond  the  edge  of  the 
shielding  reflector.  By  this  means  a  greater  diffusing  effect  is 
produced. 

The  burner  construction  is  massive  owing  to  its  having  to  with- 
stand great  heat,  and  is  such  as  to  produce  a  certain  regenerative 
effect  on  the  primary  air  mixture.  Having  a  constant  pressure  at 
all  times  by  perfect  regulation  at  the  compressor  stations,  a  single 
fixed  gfts  orifice  is  used  with  an  adjustable  air  supply  to  meet  all 
conditions  of  quality  and  gas  gravity. 

The  lamp  is  so  designed  that  after  midnight  when  street  traffic 
has  diminished  two  of  the  burners  are  extinguished  by  hand,  re- 
ducing the  light  and  the  gas  consumption,  and  likewise  the  cost. 

The  effect  produced  by  these  lamps  spaced  100  to  130  feet  apart 
is  the  most  remarkable  in  its  close  approach  to  diffused  daylight. 
The  diffusion  of  light  is  such  that  one  can  look  up  and  down  a 
street  so  lighted  and  see  clearly  and  distinctly  distant  objects  be- 
yond and  between  lamp  standards  without  the  disagreeable  effect 
of  glare. 

Press  Oas  vs.  Press  Air.  In  the  early  installations  a  mixture  of 
gas  and  air  was  supplied  under  pressure,  but  the  system  was  soon 
extended  to  compressed  gas,  pure  and  simple,  which  was  found 
to  give  as  high  an  efficiency  as  a  mixture  of  air  and  gas,  with  the 
advantages  that  the  pipes  and  the  compressing  plant  could  be 
smaller.  Later  experiments  have  led  to  reconsideration  of  the 
merits  of  the  use  of  compressed  air  in  separate  pipes.  It  is  said 
that  there  is  apparently  no  particular  advantage,  as  far  as  the 
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relative  eftidoiiciey  arc  affected,  iu  the  use  of  the  high-preseure 
gas  as  eompared  with  compressed  air.  The  use  of  the  pressure 
gas  is  mainly  for  the  purpose  of  drawing  in  with  it  a  sufficient 
quantity  of  air  into  the  burner  in  intimate  mixture  with  the  gas 
in  order  to  provide  for  rapid  and  complete  combustion.  In  fact, 
the  actual  pressure  in  the  burner  is  not  much  above  atmospheric. 

For  this  rensim  some  manufacturers  introduce  the  compressed 
air  direct  to  the  burner  through  separate  pii>e8.  There  appears  to 
be  some  diseussion  as  to  the  relative  merits  of  the  two  systems.  It 
i»  claimed,  on  the  one  hand,  that  by  the  use  of  compressed  air  the 
present  system  of  gas  pijw  iUies  not  have  to  be  altered  or  added  to, 
and  that  comniert-ial  and  street  lighting  can  be  supplio<l  from  the 
same  gas  mains.  It  is  also  alleged  that  the  escajw  of  pressure  gas 
might  lead  to  some  danger.  Although,  of  course,  a  separate  sys- 
tem of  pipes  is  likewise  needed  for  the  conipresseil  air,  it  is  state<1 
that  these  may  be  installed  at  less  expense. 

On  the  other  hand,  it  is  contended  that  the  installation  of  com- 
pressed air  pipes  requires  as  nuieli  care  as  the  installation  of  pres- 
sure gas  pipes,  and  that  an  escape  of  compressed  air  may  not  be 
discovered  for  some  time  and  yet  seriously  affect  the  system,  while 
an  escape  of  pressure  gas  would  be  at  once  evident  on  account  of 
the  odor.  It  is  also  stated  that  ordinarily  the  existing  gasmains 
will  not  be  large  enough  for  high-pressure  work  when  used  with 
the  compressed  air,  on  account  of  the  larger  quantity  of  gas 
required. 

Some  Kotable  InitBllatiooB.  Berlin.  Prensure  lighting  haa 
probably  readied  the  furthest  develojiment  nt  the  present  time  in 
the  City  of  Berlin,  where  there  are  installed  1678  high -pressure 
inverted  gas  lamps,  comprising  4111  burners.  There  arc  also  still 
in  use  44fi  high-pressure  upright  lamps,  comprising  770  burners. 
Perhaps  the  most  striking  example  of  the  high-pressure  inverted 
gas  lighting  is  on  the  KoeniggraetKerstrasse.  The  units  now  in 
use  on  this  street  are  of  about  4000  candle-iMJwer,  and  consist  of 
three  burners  each,  two  of  these  Iwing  extinguished  at  midnight. 

They  are  hung  at  a  height  of  18  feet  above  the  .itreet  level,  at  a 
distance  of  l.'f!)  feet  apart,  the  width  of  the  street  being  ft4  feet. 
There  are  two  gas  mains  on  each  side  under  the  sidewalks.  There  is 
thus  about  (i4(H)  square  feet  of  street  surface  to  each  lamp.  The  con- 
sumption per  hour  of  these  lamps  was  formerly  84  feet,  but  has 
more  ni'entlv  lui-n  reduced  to  (>.">  feet.     It  is  claimed  that  under 
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practically  the  same  conditions  in  a  street  120  feet  wide,  with  the 
posts  set  131  feet  apart,  the  maximum  horizontal  illumination 
would  be  12.7  foot-candlea.  The  minimum  horizontal  illumina- 
tion would  be  0.3  foot-candle,  and  the  average  2.1  foot-eandles. 

It  can  therefore  be  readily  imagined  what  the  effect  of  such  in- 
tensities of  illumination  would  be.  At  the  same  time  the  large 
area  of  the  three  mantles  contained  in  the  light  source,  and  the 
low  intrinsic  brilliancy,  produce  a  very  soft  and  pleasing  effect, 
and  not  the  glare  that  might  be  expected  from  lamps  hung  as  low 
as  these  are.  The  accompanying  photograph  (Fig,  17)  gives  only 
a  slight  idea  of  the  illumination. 

The  high-pressure  system  is  being  rapidly  extended,  and  the 
municipality  has  recently  decided  to  spend  7,000,000  marks  in 
installing  the  high-pressure  gas  lamps  of  the  inverted  type  in  place 
'  of  the  existing  gas  and  electric  lamps. 

The  lamps  to  be  used  are  graded  according  to  the  importance 
of  the  thoroughfares.  At  junctions  of  main  streets  lamps  of  4000 
candle-power,  in  the  main  thoroughfares  lamps  of  2000  candle- 
power,  and  in  other  streets  lamps  of  1000  candle-power. 

London.  The  most  important  installation  of  high-pressure  gas 
in  London  is  on  Fleet  Street,  where  inverted  burners  are  used  in 
brackets  hung  from  the  sides  of  the  buildings.  These  lamps  are  of 
smaller  units  than  the  largest  lamps  used  in  Berlin,  and  are  rated 
at  1500  candle-power  on  a  consumption  of  25  feet.  They  contain 
a  single  burner  and  are  of  an  English  type. 

Conclusions  of  Street-Lighting  Committee.  Other  installations 
in  liondon  will  undoubtedly  follow,  as  a  committee,  which  was 
appointed  by  the  Streets  Committee  of  the  Corporation  of  London 
to  study  the  lighting  of  Continental  cities,  has  advised  installa- 
tions of  high-pressure  gas  lamps.  The  conclusions  of  this  com- 
mittee, who  visited  the  principal  cities  of  Europe,  namely,  Brus- 
sels, Cologne,  DuBseldorf,  Berlin,  Dresden,  Vienna,  Miinich  and 
Paris,  are  as  follows: 

1.  That  wherever  possible  streets  should  be  lighted  by  means  of 
centrally  hung  lamps  with  lowering  gear. 

3.  That  open  spaces  should  be  lighted  by  means  of  lamps  upon 
standards  fitted  with  lowering  gear. 

3.  That  high-pressure  incandescent  gas  lamps  with  inverted 
burners  should  be  adopted  as  the  illuminant,  but  where  gas  is 
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impracticable  electricity  with  open  are  and  flame  arc  lamps  should 
be  installed. 

Westminster  Lighting  Contract.  The  City  of  Westminster  in 
the  east  end  of  London  has  recently  awarded  a  contract  for  lighting 
its  streets  by  gas  instead  of  electricity,  as  in  the  past.  The  streets 
affected  are  in  the  heart  of  the  fashionable  retail  section  of  Ijondon, 
and  include  Regent  Street,  Piccadilly,  St.  James  Street,  Pall-raall, 
Piccadilly-circus,  Whitehall,  Victoria  Street  and  Parliament 
Square. 

High-pressure  gas  lights  will  be  installed  of  a  capacity  from 
1800  to  3000  candle-power.  Smaller  lights  will  be  installed  under 
low  pressure.  The  prevailing  type  will  be  inverted.  The  system 
will  be  similar  to  that  used  in  Berlin  with  special  steel  mains  and 
compressing  stations,  but  the  lamps  wilt  be  of  English  rather  than 
of  German  manufacture. 

Effloieno;.  English  Type.  The  prevailing  unit  at  the  present 
time  is  a  one-burner  lamp  consuming  about  2'>  to  30  feet  of  gas 
per  hour  and  rated  at  about  1500  mean  lower  hemispherical  candle- 
power.  The  following  table  gives  the  distribution  of  light  in  a 
vertical  plane: 

Single  Burner  Biffh  PrVMure  Inverted  0«U  Lamp.     EnglUk  Type 
Distribution  of  Llgbt  In  a  Vortical  Plane 
■^or&MtSr  CsDdle-power  Angle  CsDdle-poireT 

Horiaontal  l^S"  5"°  1^70 

B"  1640  55  1330 

10  1570  60  1300 

15  1570  65  1290 

20  1550  75  IISO 

26  1520  80  lOSO 

30  1520  85  1000 

35  1630  Vertical  960 

40  1480 

46  1440 

Mean   lower  hemleplierlcal  candle-power 1495 

Gaa  consumption    31.6  cu.  ft. 

Candle-power  per  foot,  M.  L,  H.  S,  C.  P 47.3  c.  p. 

At  20°  angle  49.0  c.  p. 

Oerman  Type.  The  prevailing  German  type  contains  three 
mantles  with  a  consumption  of  about  65  to  70  feet  per  hour,  and 
a  rating  of  about  3500  mean  lower  hemispherical  candle-power. 
The  following  table  shows  the  distribution  of  light  in  a  vertical 
plane: 


.y  Google 


872  Illuminating  Enqineering 

Three  Burner  Prett  Qai  Lampt 

Angle  B«l0W  Inrtoni-  T«it 

0°  3620  cp. 

10  3780  c.  p. 

15  3930  c.  p. 

20  38S0  cp. 

30  4070  c.  p. 

40  4060  c  p. 

60  3740  cp. 

60  3S00  C.  p. 

70  2870  C.  p. 

80  2210  c.  p. 

90  2320  c  p. 

M.  L.  H.  S.  C.  P 3520  c.  p. 

Gu  consumption   per  bour 70.3  ft. 

Candle-power  per  foot,  M.  L.  H.  S.  C.  P..  60.1  c.  p. 

At  20°  angle 6S.2  c  p. 

Preaeure  72.1  Inches  of  water. 
See  Pig.  18. 

Cost  of  Operation.     While  the  conditions  in  Europe  affecting 

the  costs  of  operation  would  be  entirety  diiferent  from  those  in 
this  country,  the  figures  may  be  adjusted  on  the  basis  of  American 
conditions. 

The  latest  available  statistics  of  the  German  system  show  that 
the  mantles  of  the  large  lamps  last  11.3  days  and  the  globes  333 
days.  One  workman  can  care  for  about  50  lamps.  It  takes  about 
I  horse-power,  or  20  feet  of  gas  used  in  a  gas  engine,  for  about 
1400  cubic  feet  of  press  gas.  The  lamps  consume  about  65  feet 
of  gas  per  hour.  The  actual  costs  in  Berlin  are  stated  to  be  as 
follows: 

Operating   Cotta   of  High-Pressure  Inverted  Otu   Lamps 

Compi-esBion   Coat.   4.76e.   per  Thousand   Feet,   Including  Depreciation 

and  other  BxpenEes 

Compression  coat  per  hour  per  lamp 31c. 

Maintenance,  mantle  renewals,  etc 68c. 

Total  maintenance  and  compression  expenses SSc. 

GaB,  which  is  figured  at  61  cents  per  1000  feet,  costs  3.98  cent*. 
Total  cost  per  hour  per  lamp,  4.87  cents.  For  3675  hours,  the 
burning  time  in  Berlin,  the  total  cost  is  $178.97.  This  is,  of 
course,  without  allowing  for  the  expense  of  the  separate  mains. 
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IntroductiQit  into  tliis  Country.  At  the  present  time  there  are 
only  two  or  three  experimental  installationB  of  high-pressure  gas 
in  the  United  States.  There  is  one  very  satififactory  demonstra- 
tion being  made  immediately  outside  of  the  building  occupied  by 
the  United  Gas  Improvement  Company  in  Philadelphia.  There 
is  another  installation  in  a  square  in  Brooktine,  just  outside  of 
Boston.  (See  accompanying  photographs.  Figs,  19  and  20.)  Other 
installations  have  been  made  in  Chicago  and  Milwaukee,  and  some 
other  cities. 


II.  Curve  showing  the  dlBtributlon  of  light  in  the  vertical  plane  per- 
pendicular to  the  plane  of  two  mautles. 
Ill,  Curve  ahowInK  the  mean  of  I  aDd  H. 

I  hemispherical  candle-power 
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It  is  probable  that  the  smaller  unit  conBQming  about  25  feet 
of  gas  and  giving  about  1500  candle-power  is  beet  adapted  for 
American  conditions.  There  would  seldom  be  the  necessity,  except 
in  some  cases  of  spectacular  lighting,  or  in  the  illumination  of 
large  squares,  where  the  larger  lamps  would  be  required.  With 
this  lamp  the  cost  can  undoubtedly  be  brought  within  the  limits 
prescribed  by  American  municipalities. 


Fig.  19. — High  PresBure  Gas  Lamp. 

The  installation  and  expense  of  special  mains  and  compressing 
stations  will  necessarily  offer  some  difficulty  in  connection  with 
the  extension  of  high-pressure  gas  street  lighting  in  this  country. 
For  existing  business  now  undertaken  with  gas,  it  may  not  be  found 
profitable  to  introduce  high  pressure,  but  in  going  into  new  fields 
now  occupied  by  electric  arcs  the  investment  would  probably  be 
justified. 
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Much  more  experimental  work  must  be  carried  on  in  ailapting 
the  foreign  lamps  to  our  American  conditionB  and  in  determining 
the  costs  of  operation  in  this  country.  We  shall  expect,  however, 
that  in  a  short  time  the  present  examples  will  he  supplemented 

by  other  installations. 

VI.  Automatic  Lighting  and  Extinguishing  of  Gas  Street  Lampt 

Types  in  Use.  Automatic  lighting  and  extinguishing  of  gaa 
lamps  may,  at  the  present  time,  be  divided  into  two  distinct  types. 
In  one  case  lamps  are  automatically  lighted  and  extinguished  by 
the  operation  of  clock  movements  contained  in  the  lamps.  In  the 
other,  the  operation  is  performed  by  pressure  waves  sent  out  from 
the  distribution  stations. 

Clock  Lighter.  One  type  of  clock  system  has  a  heavy  tinned 
body,  which  contains  the  controlling  clock  movement.  From  the 
top  of  this  case  extends  the  tube  supplying  the  gas  burner.  The 
burner  tube  contains  a  long  rod,  which  extends  to  the  top  inner 
part  of  the  casing  and  is  in  connection  with  the  trip  springs. 
There  is  a  small  diaphragm  in  the  lower  part  of  the  burner  at  the 
top  end  of  this  rod,  preventing  any  gas  leaking  back.  This  rod 
works  the  main  and  pilot  lights.  The  pilot  is  a  non-luminous 
flame  and  is  situated  inside  of  the  mantle.  Therefore,  it  is  pro- 
tected from  the  weather  and  does  not  carbonize.  It  is  extinguished 
when  the  main  burner  is  lighted. 

There  is  a  disc  which  revolves  on  the  main  clock  shaft  once  in 
24  hours.  There  are  two  changeable  lugs  that  turn  in  slots  for 
setting  at  the  required  lighting  and  extinguishing  times.  The 
clock  is  wound  from  the  back  side,  the  lugs  set  and  disc  revolved 
to  the  correct  time  of  day.  As  the  lighting  time  approaches,  the 
lugs  engage  a  spring  trip  connected  to  the  gas  rod,  which  opens 
the  gas  valve  instantly,  thus  letting  the  full  volume  of  gas  enter 
the  burner,  which  is  thereupon  lighte<l  from  the  pilot  flame.  The 
lamp  is  extinguished  in  a  similar  manner  by  closing  the  main 
gas  valve. 

Prrxmre  Lighters.  One  type  of  pressure  apparatus  is  designed 
as  follows :  It  has  a  heavy  tin  body,  diaphragm  for  operating  clock 
work,  diaphragm  for  operating  pilot  and  main  gas  valves,  small 
pan  for  holding  shot  and  clock  work.  This  type  has  three  impulses, 
arranged  so  that  all  lamps  light  on  the  first  impulse,  some  stay 
lighted  on  the  second  impulse,  while  others  go  out.  The  rest  go 
out  on  the  third  impulse. 
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The  main  diaphragm  ts  in  a  hurizontal  positiou.  Under  normal 
conditions,  say  3-inch  pressure,  there  is  a  pan  containing  just 
enough  shot  to  balance  a  piston  on  the  diaphragm.  This  clock 
work  consists  of  a  large  spring,  some  governor  wheels  and  pinions. 
The  gas-controlling  wheel  has  two  functions.  On  one  side  of  the 
tipindle  is  a  solid  disc  with  three  sets  of  slots,  and  on  the  other 
end  is  a  star  wheel.  This  wheel  controls  the  plunger  that  opens 
and  closes  the  gas  valves,  aiid  the  V-shaped  toothed  wheel  con- 
trols the  clock  work.  As  the  excess  pressure  is  brought  to  bear  on  ■ 
the  diaphragm  it  overcomes  the  weight  in  the  pan  and  presses  the 
diaphragm  plunger  up  until  it  strikes  the  clock-work  lever.  This 
releases  a  brake  which  iits  into  the  V  slots  and  starts  the  clock 
work,  as  well  as  the  star  wheel  which  is  connected  to  the  same 
spindle.  As  the  plunger  strikes  the  top  of  the  star  wheel  it  opens 
the  main  gae  duct  and  closes  the  pilot  tube.  As  the  whole  body 
is  by-passed  by  the  gas  supply,  there  is  no  gas  nor  moisture  what- 
ever coming  in  contact  with  the  working  parts.  By  a  similar 
operation  the  main  gas  supply  is  closed  and  the  lamp  is  ex- 
tinguished. 

Present  Examples.  While  there  are  several  isolated  examples  of 
the  automatic  lighting  and  extinguishing  of  gas  street  lamps  in 
this  countn',  we  must  look  to  European  cities  for  more  extended 
experience. 

Such  examples  may  be  found  in  Tottenham,  England,  where 
there  have  been  some  14no  lamps  of  the  upright  type  actuated  by 
pressure  from  the  works.  Stuttgart  has  about  4000  of  the  pressure 
type. 

In  Bournemouth,  England,  there  are  about  1.300  lamps  of  prac- 
tically the  same  type.  In  Coblentz  there  are  about  1500,  and  in 
Koenigsburg  about  1500  also  of  the  pressure  type.  In  Liverpool 
the  clock  system  has  been  in  use. 

Opinion  is  divided  among  the  merits  of  the  various  systems,  but 
the  evidence  is  to  the  effect  that  the  installations  have  been  quite 
satisfactory. 

The  pressure  wave  required  is  only  an  inch  or  two,  and  is  put 
on  and  released ,  gradually,  occupying  an  interval  of  only  about 
5  minutes, 

The  clock  systems  have  the  disadvantage  of  requiring  periodical 
winding,  hut  may  be  more  certain  in  action.  The  fact  that  the 
whole  territory  has  not  been  covered  in  some  of  the  foreign  cities 
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loads  to  the  suspicioD  that  only  the  most  favorable  part  of  the  city 
has  been  eeteeted. 

Esperiments  are  being  conducted  in  Boston  on  a  small  scale, 
but  it  is  too  early  to  publish  any  reliable  data,  or  to  express  an 
opinion.  Questions  of  interference  with  the  commercial  system, 
of  the  accidental  extinguishing  of  pilot  lights,  and  of  the  pressure 
wave  being  dissipated  on  account  of  the  commercial  consumption, 


Tig.  21. 

City  OF  Boston. 

Street  Department— Lamp  Dlvtaion. 

Teats  of  Street  Lamps. 

IllumtDatlon  on  a  plane  at  right  angles  to  tbe  llgbt-ray,  and  4  f«et 

above  the  ground. 

Summary  of  735  observations,  Nov.  30,  1909,  to  Feb.,  1910. 

Grfitzin    1  rs  series  on  19  lamps. 

Ramedell    llnverted  Mantles,  .-i  3  series  on  IS  lamps. 

Improved   RamadellJ  [3  series  on     2  lamps. 

Welsbach  Vertical    3  series  on  15  lamps. 

Tungsten  60  c.  p.  Electric 1  series  on     9  lamps. 

1  foot-candles  Illumination  on  a  surface  1  foot  distant  From  a  llgbt 
of  1  candle-power. 

1  candle-power  =  light  produced  by  a  standard  spermaceti  candle, 
'K-lnch  diameter,  weighing  %  pound  burning  at  the  rate  ot  120  grains 
per  hour. 

Gas  burners  maintained  In  good  condition— gas  consumption  at  nor- 
mal pressure  of  2.S  Inches  water. 
Electric  bulbs  In  continuous  use  since  Sept.  3,  1909. 


.y  Google 


Exterior  Illumination  by  Gas  879 

especially  in  the  winter  time,  will  all  have  to  be  determined.  Con- 
siderable hope,  however,  is  entertained  of  the  possibilities  of  this 
system,  especially  for  use  where  the  cost  of  labor  is  high.  It  must 
be  remembered  that  in  any  automatic  system  a  certain  amount  of 
labor  will  in  any  event  be  required  for  inspection,  cleaning  and 
adjusting. 


Fio.  22. — Oaa  LBinp8  Taken  on  Marlboro  Street. 

VII.  Mixcdtnncou.'' 

Xaiatenance  of  Candle-Fower  Efficiencies.  While  conditions  of 
the  tests  shown  above  in  the  photometer  room  were  more  favorable 
than  in  the  case  of  lamps  burning  out-of-doors,  it  will  be  noticed 
that  in  some  cases  the  outdoor  tests  gave  higher  candle-power  re- 
sults than  the  indoor  tests. 

Comparison  has  sometimes  been  made  to  the  disadvantage  of 
gas  lighting  by  measurements  taken  of  gas  lamps  in  poor  condi- 
tion, or  in  old-style  burners.  While  the  outdoor  tests  mentioned 
were  made  under  good  conditions,  we  would  not  expect  any  great 
depreciation  in  candle-power  for  the  lamps  if  given  satisfactory 
care  and  periodical  inspection  during  their  operation. 
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The  aceompanving  data  secured  from  the  former  Superintendent 
of  Streets  of  the  City  of  Boston  gives  the  average  results  of  T35  ob- 
servations from  November  SO,  1909,  to  February  3,  1910,  of  lamps 
ill  actual  service  on  the  streets  of  that  city.  In  determining  the 
rate  of  consumption,  the  whole  number  of  lamps  was  not  tested, 
but  several  average  lamps  were  tested,  and  the  result  applied  to  the 


Fia.  23. — Blectrlc  Lamus  Taken  on  Marlboro  Street. 

whole  number.  The  comparative  consumptions  indicated  are, 
therefore,  not  iiewssarily  conclusive  as  the  conditions  of  pressure 
and  adjustment  may  not  nece.«sarily  have  been  the  same  as  when 
the  lamps  were  in  use  on  the  streets.    (See  Fig.  21,) 

Pfaysiolo^oal  Advanta^i.  A  comparison  of  the  value  for  street 
lighting  of  incandescent  gas  and  electric  lamps  cannot  fairly  'be 
based  on  the  actual  candle-power  developed.  It  is  one  of  the 
curious  phenomenn  of  physiology  that  at  comparatively  low  inten- 
sities, the  eye  is  more  sensitive  to  a  white  light  or  to  a  light  with 
a  tinge  of  green  or  blue  than  to  a  yellow,  orange  or  reddish  light. 

Acconlingly,  of  two  streets  lighted  by  gas  and  electric  lamps  of 
cfjual  can<lle-(>owcr,  sjiaced  the  same  distance  apart  and  hung  at 
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the  same  height,  that  lighted  by  the  gas-mantle  system  will  have 
the  more  effective  illumiuatioii,  although  the  actual  foot-candles 
in  the  two  cases  may  be  the  same.  This  phystologicnl  fact  (known 
as  the  Purkinje  effect)  is  reversed  at  high  intensities,  yellow  light 
having  more  effect  on  the  eye  than  the  light  tending  more  to  the 
blue  end  of  the  spectrum. 

It  follows  that  with  a  street  lighted  by  yellow  lights  the  spotty 
effect  will  be  accentuated,  for  the  high  illumination  directly  under 


Fig.  24.— Outdoor  Gas  Arc. 

the  lamp  will  have  strong  effect  on  the  eye,  whereas  the  low  il- 
lumination between  lamps  will  react  on  the  retina  only  faintly. 
With  lights  which  have  a  greater  proportion  of  rays  in  the  blue 
end  of  the  spectrum,  the  opposite  and  desired  result  is  reached. 
An  example  of  such  a  comparison  is  shown  in  the  photographs 
(Figs.  22  and  23)  exhibited  herewith.  Fig.  23  is  the  electrically 
lighted  portion  of  the  street.  Fig.  28  is  the  gas-lighted  portion. 
The  candle-power  values  of  the  electric  and  gas  lamps  on  the 
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street  are  almost  the  eame.  The  height  of  the  lamps  and  the 
spaciDg  are  also  practically  identical,  and  yet  the  photographs 
taken  under  the  same  conditions  of  exposure  and  printing,  and  re- 


Outdoor  Qas  Arc.  Arc  with  Angle  Reflector. 


FiQ.  26.— Portico  Light. 

produce<l  witliout  retouching,  verify  what  to  the  eye  is  readily 
apparent,  namely,  that  the  illumination  in  that  ijortion  of  the 
street  lighted  by  the  gas  lamps  is  superior  to  that  in  the  section 
lighted  by  the  electric  lamps. 
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Division  B — Other  Outdooh  Lighting 
Arc  lights.  Thp  ordinary  types  used  indoors,  both  upright  and 
inverted,  are  adapted  for  outdoor  use  in  the  lighting  of  the  ex- 
terior of  stores  and  similar  buildings.  A  heavier  material  is  used 
for  the  outside  casing,  and  the  lamp  is  made  rain-  and  wind-proof 
as  far  as  possible.  In  some  cases  the  same  type  of  inverted  lamp 
which  is  used  for  street  lighting  is  also  used  for  tlie  outdoor  com- 
mercial lighting.    Some  very  striking  installfttious  arc  found,  the 


Fw.  26.— Portico  Light. 

tamps  being  use<l  for  display  and  spectacular  lighting,  principally 
for  advertising  purposes.  Some  adaptations  are  designed  with  an 
angle  reflector  to  concentrate  the  rays  upon  the  windows  or  some 
other  objects. 

Portico  Lights.  The  single  inverted  burner  has  also  been  applied 
for  the  lighting  of  porches,  and  has  lately  received  considerable 
development.    (See  Figs.  'Zi  and  2(5.) 
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Division'  (' — Coxclusion 

It  has  been  shown  from  tlic  above  tests  that  tlie  efficiency  of  the 
upright  gas  lamp  is  about  20  mean  lower  licmispherical  candle- 
power  per  cubic  foot.  That  of  the  single  inverted  gas  burner  is 
about  30  mean  lower  hemispherical  candle-power  per  cubic  foot, 
and  that  of  the  two-mantle  inverted  lamp  is  about  35  mean  lower 
hemispherical  candle-power  per  cubic  foot. 

The  efficiency  of  Jhe  high-press\ire  inverted  lamps  is  about  50 
mean  lower  hemispherical  candle-power  per  cubic  foot. 

From  the  types  mentioned  selection  can  easily  be  made  to  suit 
the  required  conditions.  With  gas  at  low  pressure  there  is  the 
upright  boulevard  lamp,  containing  one  or  two  burners  and  rating 
from  60  candle-power  to  120  candle-power.  The  curve  of  distri- 
bution of  this  lamp  is  especially  well  adapted  for  street  lighting. 

The  foreign  inverted  lamps  under  low  pressure  are  somewhat 
more  efficient  but  require  special  posts  with  extended  arms.  The 
distribution  curve  is  not  so  effective  unless  the  lamp  is  suspended 
somewhat  higher  from  the  street  level  than  the  upright  lamp.  The 
candle-powers  rate  at  from  100  to  200  with  one  or  two  burners. 

With  high-pressure  gas  we  can  obtain  -500  candle-power,  1000 
candle-power,  1500  candle-power,  3000  candle-power,  and  up  to 
4000  candle-power,  the  field  for  the  large  light  source  being  fully 
covered.  These  high-pressure  lamps  may  be  upright  or  inverted, 
but  preference  is  now  given  to  the  inverted  type. 

On  account  of  the  low  intrinsic  brilliancy  and  the  comparatively 
large  area  of  the  light  source,  the  effect  produced  by  gas  lamps  is 
very  satisfactory,  the  light  being  soft  and  well  diffused  without 
glare. 

Ktierior  lighting  by  gas  will,  consequently,  continue  to  increase 
in  popularity  and  will  cover  an  ever-widening  field. 

In  conclusion,  I  desire  to  express  my  appreciation  of  the  assist- 
ance furnished  me  in  the  preparation  of  this  lecture  by  Professor 
Drehschmidt,  of  Beriin;  Professor  D.  C-  Jackson,  of  the  Massa- 
chusetts Institute  of  Technology;  Guy  C.  Emerson,  former  Super- 
intendent of  Streets  of  the  City  of  Boston,  and  F.  V,  Westermaier, 
of  the  Welsbach  Street  Lighting  Company,  Philadelphia. 
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This  paper  does  not  take  up  the  subject  of  windows  for  day 
lightiog  or  diifnsing  media,  such  as  coverings  for  walls,  ceilings, 
etc..  but  deals  only  with  shades,  reflectors,  refractors  and  diffusing 
media  for  artiflcial  light. 

A  shade  may  be  defined  as  an  article  whose  principal  function 
is  to  soften  or  diffuse  the  light,  or  else  produce  a  given  artistic 
effect.  A  reflector,  on  the  other  hand,  is  an  article  whose  primary 
function  is  the  redirecting  of  the  rays  of  light  by  either  regular  or 
diffuse  reflection.  When  light  is  transmitted  through  glass,  but 
its  direction  is  changed  by  means  of  prisms,  we  can  term  such  an 
article  a  refractor. 

Shades,  reflectors  and  refractors  can  be  classified  as  given  on 
p.  887. 

Decorative  Shades — Div.  A 

Clear  Olau,  Div.  A,  Class  1.  Clear  glass  is  used,  as  a  general 
thing,  only  as  a  protective  covering,  no  attempt  being  made  to  either 
diffuse  or  direct  the  light.  In  the  case,  however,  of  clear-glass 
shades  with  open  mouths,  considerable  reflection  is  obtained  from 
the  inside  surface  of  the  glas«,  as  is  shown  by  the  multiple  images 
of  the  filament  of  an  incandescent  lamp  when  p}aced  inside.  This 
same  phenomena  of  surface  reflection  is  present  in  al!  shades  or 
reflectors  having  polished  interior  surfaces,  whether  they  be  opal, 
prismatic  or  otherwise,  but  it  is  generally  less  marked  than  in  the 
clear-glass  shade.  In  the  former,  the  primary  reflection,  such  as 
that  of  the  prisms  of  a  prismatic  reflector,  overpowers  the  lesser 
surface  reflection,  so  that  the  streaks  due  to  surface  reflection  are 
less  pronounced.  The  absorption  of  clear  glass  is,  generally  speak- 
ing, in  the  neighborhood  of  10  per  cent. 

Cut  Olaas,  Div.  A,  Class  2.  Such  glass,  either  genuine  or  simply 
pressed  to  look  like  it,  does  not,  as  a  rule,  present  as  good  an  ap- 
pearance when  viewed  by  transmitted  light  as  when  seen  by  re- 
flected light.  Shades,  therefore,  of  this  order  are  not,  as  a  rule, 
satisfactory,  except  in  certain  special  instances.  In  addition  to 
this,  on  account  of  the  broad  facets,  there  is  apt  to  be  a  dazzling 
brilliancy  which  is  tiring  (jo  the  eye.  The  absorption  is  likely  to 
run  high,  seldom,  if  ever,  falling  below  20  per  cent. 

Fig.  1  shows  a  clear,  pressed-glass  stalactite,  while  Fig.  2  shows 
its  photometric  curve.  Such  a  globe  gives  poor  diffusion,  with  an 
absorption  of  about  25  per  cent.  At  the  same  time  the  general 
shape  of  the  photometric  curve  of  the  bare  lamp  has  not  been 


.y  Google 


Shades,  Reflectors  and  Diffusing  Media 


IS 

a: 
I'll 


«  i 


III 
''i 


■3    i   fS    I 

S3  5  s4  • 
J  "«3 

^  Pi 


£  e 


|. s«  i^^ 


11 


„Google 


S88  Ili,umixatjx«s  Engixeeking 

materially  cliangeil.     The  use,  therefore,  of  such  shades   is  not 
desirable,  aud  is  growing  rapidly  less. 

Bead  Olass,  Siv.  A,  Class  3.  Shades  formed  of  bead  glass  are 
similar  in  their  characteristics  to  cut  glass,  except  that  they  are 
much  more  diffusing  and,  therefore,  pleasing  to  the  eye.     This  is 


Fio.  1. — Pressed  Glaos  Stalactite. 

accomplished  at  a  comparatively  large  absorption  loss,  varying  from 
40  to  60  per  cent  or  more.  The  reason  for  this  is  at  once  erident 
if  we  consider  that  the  face  of  each  bead  either  reflects  ot  refracts 
the  light,  and  the  chance  of  any  special  ray  being  transmitted 
rather  than  being  thrown  back  again  is  not  large,  resulting,  there- 


fore, in  a  heavy  absorption  loss.    Owing  to  the  difficulty  of  c 

such  a  shade,  this  loss  is  apt  to  be  extremely  high  after  the  shade 

has  been  in  service  for  some  time. 

Fig.  ;t  shows  a  beaded  liemisphere  and  Fig.  4  its  photometric 
curve  with  a  50-candle-power  lamp.  Inasmuch  as  hemispheres  are 
generally  used  on  ceilings,  and  the  majority  of  the  light  is  wanted 
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ill  a  zimc  not  greater  tliau  60  degrees  from  tlie  vertical,  it  is  ap- 
piireiit  tliat  such  Hghtiug  is  extremely  inefficient.  A  slight  change, 
however,  may  consiileiably  improve  mutters. 

Fig.   J  shows  the  curve  of  the  same  howl   when    the  lamp   is 


—Beaded  Bowl. 


Fio.  4. 


Fio.  5. 


Pitt.  4. — LIgbt  about  a  Beaded  Bowl,  SO  Candle'Power  Lamp  (no 

Reflector) . 

Fw.  5. — Light  about  a  Beaded  Bowl  with  a  50  Candle-Power  Lamp  and 

Prismatic  Reflector. 

equipped  with  a  properly  designed  prismatic  reflector.  The  in- 
crease in  tlie  flux  below  the  horizontal  is  34  per  cent,  and  in  the 
60'  zone  no  less  than  60  per  cent.    It  may  be  noted  here  that  the 
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absorption  of  such  shades  will  depend  largely  upon  the  closeness 
with  which  the  beads  are  strung.  If  strung  comparatively  far 
apart  the  absorption  will  be  considerably  less,  but,  on  the  other 
hand,  the  diffusion  and  artistic  effects  are  ^reatly  diminished,  as 
in  such  cases  it  is  generally  possible  to  see  clearly  the  electric  in- 
candescent lamps  which  are  used  inside. 


Fra.  G. — Roughed  Inside  Shade. 

Oroimd  Olau,  Div.  A,  Class  4.  Under  this  may  be  included  all 
different  forms  of  ground  and  etched  glass,  which  are  made  in  a 
great  variety  of  patterns.  Such  shades,  as  a  rule,  are  primarily 
inteufled  for  decorative  effect,  but  also  give  considerable  diffusion 
and,  in  certain  cases,  some  redirection  of  light. 

Fig.  fi  illustrates  a  typical  frosted  or  ground-glass  shade. 


FiQ.  7. — Photometric  Curve  of  Roughed  Inside  GiasB  Shade. 

Fig.  7  shows  its  photometric  curve.  It  will  be  noted  that  such 
shades  tend  to  strengthen  the  end  on  candle-power  at  the  expense 
of  the  horizontal.  No  particular  distribution  of  light  is  obtained, 
however,  and  as  such  shades  are  more  often  usetl  upright  than 
pendant,  they  must  be  considered  as  principally  decorative  and 
diffusing,  rather  than  redirecting.  If  roughed  on  the  outside  and 
smooth  on   the  inside,  a  considerable  difference   in  distribution 
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Fig.  8  shows  a  typical  etched  shade  for  open  gaa,  and  Pig.  9 
its  photometric  curve.  In  this  case,  owing  to  the  shade  being  etched 
on  the  outside,  and  the  inside  having  the  usual  smooth  surface, 
there  is  considerable  specular  surface   reflection,  resulting  in   a 


Fio.  8. — Smooth  Instde  Etched  Shade  for  Open  Gas. 

large  upward  flux.  If  the  shade  had  been  used  pendant,  a  cor- 
responding flu.t  would  have  been  thrown  downward.  This  shade 
can  be  considered  typical  of  shades  of  this  class,  etched  on  the  out- 
side and  smooth  on  the  inside. 


Flo.  9.— Photo  metric  Curve  of  Etched  Shade  lor  Op«n  Oas  Flame. 

Ktchcd-  or  ground-glass  shades  have  a  fairly  low  absorption, 
ninning  from  10  to  2-")  per  cent,  (k']>ending  on,  first,  the  flux  which 
strikes  the  glass,  and,  second,  on  the  density  and  quality  of  the 
roughening,  as  will  be  e.\plained  later. 
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White  Qlass,  Div.  A,  Class  B.  Under  this  is  included  all  the 
different  tints  and  shades  of  whiti?  or  opal  glassware.  When  not 
intended  primarily  for  diffusion,  white  glass  is,  as  a  rule,  decorated 
with  patterns  which  can  be  made  to  give  beautiful  effects.     When 


Fia.  10.— Faocy  Opal  Shade. 

of  the  enclosing  type,  such  as  a  ball,  tiiere  is  generally  a  consider- 
able loss  by  absorption,  varying  from  perhaps  15  per  cent  in  certain 
instances  up  to  .')0  and  (jO  jrt  rent  when  the  shade  is  highly 
dccoratwl. 


Fia.  11. ^Photometric  Curve  ot  Fancy  Opal  Shade. 

Fig.  10  shows  a  typical  fancy  opal  shade,  and  Fig.  U  its  photo- 
metric curve.  It  will  be  noted  that  there  is  no  marked  change  in 
the  distribution  of  light,  but  only  a  large  absorption,  As  an  offset 
to  this,  there  is  practically  perfect  diffusion  and  a  good  appearance. 
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Tinted  Glass,  Div.  A,  Class  6.  T'nder  this  heading  can  be  con- 
sidered all  of  the  different  forms,  shapes  and  colors  of  colored  glass, 
ranging  from  the  most  delicate  tints  to  the  deepest  colors.  The 
absorption  of  such  shades  is,  as  a  rnle,  high,  although  not  neces- 
sarily so,  depending  both  upon  the  character  of  the  glassware  and 
the  kind  of  radiator  used.  With  ordinary  modern  light  sources,  a 
shade  tinted  yellow  would  have  a  comparatively  low  absorption 
when  compared  with  one  tinted  blue,  inasmuch  as  the  yellow  rays, 
with  which  the  radiator  is,  as  a  rule,  rich,  will  be  transmitted  in 
the  yellow  shade,  but  mostly  absorbed  in  the  blue  shade.  The 
absorption  will,  therefore,  vary  in  such  shades  with  the  character 
of  the  radiator  used.  A  shade  may  appear  quite  different  when 
used  with  a  tungsten-filament  lamp  as  compared  with  a  carbon- 
filament  lamp,  the  latter  emphasizing  the  colors  at  the  lower  end 
of  the  spectrum,  while  the  former  will  bring  out  more  clearly  the 
colors  at  the  upper  end  of  the  spectrum. 

As  a  rule,  such  shades  have  little  or  no  directing  power,  except 
from  surface  reflection,  but  if  lined  with  white  opal,  as  is  done  in 
certain  instances,  the  beauty  of  the  sha^le  may  be  enhanced  owing 
to  the  softening  of  the  colors,  and  considerable  reflection  obtained 
from  the  white  interior  surface. 

Art  QlasB,  DIt.  A,  Class  7.  This  is  generally  made  up  of  small 
pieces,  leaded  to  form  a  large  shade,  or  it  may  consist  of  a  single 
piece  of  glass  decorated  either  with  a  pattern  or  with  pictures,  etc. 
Such  shades,  as  a  rule,  serve  only  two  functions,  namely,  to  give 
a  certain  decorative  effect  and  to  soften  the  light  which  shines 
through.  Beautiful  effects  can  be  obtained  with  such  glass,  but,  of 
course,  at  a  very  high  absorption  loss,  which  may  be  as  high  as  90 
per  cent  or  more.    Their  directing  power  is,  as  a  rule,  nil. 

Fabrics,  Biv.  A,  Classes  8  and  9.  Fabrics  are  often  used  for 
decorative  effects,  and  may  consist  of  cloth  or  paper,  or  possibly 
other  materials.  Such  shades  are  often  lined  with  either  white 
cloth  or  white  paper,  in  which  ease  they  make  fairly  good  reflectors, 
and  at  the  same  time  may  give  beautiful  effects  due  to  transmitted 
light.  If  not  80  lined,  their  reflecting  power  is  extremely  low. 
The  absorption  in  such  cases  varies  the  same  as  with  tinted  glass, 
and  is,  as  a  rule,  lower  with  colors  at  the  lower  end  of  the  spectrum 
than  with  colors  at  the  upper  end  of  the  spectrum. 
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Difftuting  Shades — Div.  B 

Up  to  the  present  time,  there  is  no  definite  method  of  comparing 
the  diffusion  given  by  one  glass  with  another.  A  method,  however, 
has  been  suggested  ♦  by  taking  the  ratio  of  the  lightest  and  darkest 
points  on  the  surface,  in  the  case  of  transmitting  glass,  and  the 
ratio  between  the  direct  and  diffuse  reflection  of  reflecting  glass. 
This  ratio  would  give  a  coefficient  of  diffusion  which  might  be  used 
to  advantage  in  comparing — other  than  by  the  eye — the  diffusion 
of  the  two  different  forms  of  glass.  It  is  to  be  hoped  that  some 
such  scheme  will  be  adopted  so  that  it  will  be  possible  to  compare 
different  forms  of  glass  as  regards  this  important  quality. 

Oroiud  Glass,  Biv.  B,  CUu  1.  Under  this  heading  is  included 
clear  glass,  which  has  been  made  diffusing  by  either  sand-blasting 
or  acid  etching  the  surface.  Ordinarily,  no  distinction  is  drawn 
between  these  two  methods  of  producing  diffusion,  yet,  as  a  matter 
of  fact,  we  have  probably  two  different  physical  phenomena.  In  the 
ease  of  glass  roughened  by  sand-blasting,|  we  find  if  we  use  a 
powerful  microscope  that  the  surface  of  the  glass  looks  as  though 
it  were  covered  with  small  scales  of  clear  mica  with  extremely 
sharp  and  ragged  edges.  Such  edges  undoubtedly  cause  diflfraction, 
while,  of  course,  the  smoother  parts  of  the  surface  produce  refrac- 
tion, so  that  in  the  case  of  such  glass  we  have  both  phenomena  oc- 
curring. Inasmueli,  however,  as  diffraction — which  is  a  large 
factor  in  such  glass — causes  the  rays  of  light  to  bend  but  a  slight 
amount,  the  diffusion  obtained  from  such  glass  is  not  as  great  as 
may  be  obtained  by  other  means.  In  addition,  in  the  case  of  sand- 
blasting where  the  surface  is  very  rough,  there  is  a  good  deal  of 
internal  reflection,  resulting  in  a  higher  absorption  loss.  Id  the 
case,  however,  of  acid  etching,  we  find,  on  examination  by  a  power- 
ful microscope  giving  a  magnification  of  several  hundred  diameters, 
tlidt  the  surface  has  an  entirely  different  appearance  from  sand- 
blasted glass,  there  being  no  sharp  edges,  but  the  surface  is  pitted 
between  rounded  projections,  as  though  small  worms  were  crawling 
over  the  surface  of  the  glass.  Under  such  circumstances,  diffrac- 
tion is  probably  absent,  and  the  diffusion  is  obtained  by  refraction 
combined  with  sonic  reflection.  For  this  reason,  equal  diffusion 
is  generally  obtained  at  a  slightly  lower  loss  by  absorption,  inas- 

•  E.  L.  Elliott,  "  Illuminating  Engineer."  August.  1910,  p.  307. 
t"  Illuminating  Engineer,"  December,  1910.  p.  526. 


.y  Google 


Shades,  Reflectors  axd  Diffusing  Media  895 

much  as  internal  reflection  is  lessened  as  compared  with  sand- 
blflsted  glass.  Such  absorption  losses  may  vary  from  as  low  as 
5  per  cent,  in  which  case  but  little  diffusion  is  obtained,  to  as 
high  as  10  or  15  per  cent,  in  which  case  good  diffusion  is  obtained, 
these  figures  being  the  additional  absorption  over  the  clear  glass, 
fio  that  such  a  shade  completely  enclosing  the  lamp  would  have  an 
absorption  varying  from  15  to  S5  per  cent. 

Wliite  Qlass,  Biv.  B,  Class  2.  In  the  case  of  diffusion  obtained 
by  white  or  opal  glass,  we  have  still  a  third  method— namely, 
diffusion  by  total  reflection  as  well  as  some  refraction.  Opal  glass 
almost  always  consists  of  a  clear  "  body,"  in  which  are  imbedded 


minute  opal  particles,  which  may  be  large  enough  to  be  visible,  or 
else  of  extreme  minute  dimensions,  approaching  in  some  cases 
molecular  size.  If  a  piece  of  opal  glassware,  such  as  is  ordinarily 
used,  is  examined  under  a  powerful  microscope  and  a  strong  beam 
of  light  is  transmitted  through  it,  one  immediately  is  fascinated 
by  the  sight  of  these  minute  particles  reflecting  light  to  the  eye 
from  all  directions.  Inasmuch  as  such  particles  lie  at  al!  possible 
angles,  one  would  naturally  expect  the  light  to  be  reflected  in  all 
directions,  and  if  the  density  of  the  opal  is  great  enough,  we 
find  this  actually  takes  place,  and  practically  perfect  diffusion  is 
obtained,  each  point  of  the  shade  being  a  secondary  source  of  light. 
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Fig.  12  *  shows  the  diffusion  actiiiilly  obtained  witii  aii  opal 
globe  on  the  left  and  a  saml-blasted  globe  on  tlie  right,  with  a 
ij -can die-power  lamp  with  an  exposure  of  15  seeonds. 

The  result  of  the  difTusion  obtained  in  any  of  the  above  three 
mentioned  ways  has  the  natural  result  of  ronndiug  out  the  pliotoT- 
metric  curves,  and  a  distribution  more  nearly  sphericai  will  be  the 
resultant  photometric  curve. 

Fig.  13  shows  a  change  in  the  distributioii  of  light  due  to  en- 
closing tin  ordinary  16-candle-powpr  carbon-filament  lamp  with  a 
ground-glass  globe.  It  will  be  noted  that  the  places  where  the 
light  was  weakest — namely,  at  the  nadir  and  zenith — have  been 
increased  iu  caudle-power,  while  on  the  horizontal,  where  the 
candle-(>ower  is  greatest,  we  have  a  reduction. 


We  have  already  seen  the  nature  of  the  diffusion  obtained  by- 
white  glass.  The  absorption  will  vary  through  a  wide  range, 
depending  upon  both  the  density  of  the  glass  and  also  the  color 
of  the  opal  used.  Many  of  the  lighter  opals,  which  run  to  a  yellow- 
ish tinge,  are  called  "  opaline."  but  these  can  really  be  considered 
under  the  head  of  tinted  glass.  The  white  glasses  may  have  an 
extremely  low  absorption  factor — perhaps  not  over  15  per  cent  in 
the  case  of  certain  types  which  give  fairly  good  diffusion.  At  the 
same  time  a  somewhat  similar  shade  giving  perhaps  but  little 
better  diffusion  may  have  an  absorption  loss  as  high  as  50  or  60 
per  cent.  The  question,  therefore,  of  selecting  a  proper  white 
diffusion  shade,  in  which  the  primary  idea  is  diffusion  rather  than 

*  Frontispiece  to  "  Radiation,  Light  and  Illumination,"  by  C.  P.  Steln- 
metz.    See  also  page  222  of  same  book. 
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redirectioD,  is  to  get  one  in  which  the  diffiuioii  ia  obtaiaed  at  a 
companttivel^  low  abBorptitm  loss.  Naturally,  such  Tesolta  cannot 
b&  obtained  by  inspection,  and  in  the  case  of  large  installations 
such  shadea  shonld  be  bonght  on  a  specified  guarantee,  which  should 
be  proved  by  photometric  tests.  In  ench  specifications,  the  kind 
of  lamp,  the  position  and  candle-power  should  all  be  specified. 
Inaamndi  as  it  is  now  possible  to  obtain  white  glaaeee  on  the  market 
with  low  absoiption  factors,  there  is  little  or  no  excuse  for  naing 
opal  glassware  throngh  which  the  filament  of  the  lamp  is  plainly 
Tisible,  and  it  is  to  be  hoped  that  this  t^pe  of  glassware  will  be 
gradually  eliminated. 

Cobred  Olati,  Dir.  B,  Class  3.  This  subject  has  been  cov^ed 
in  considering  tinted  glass,  under  the  general  title  of  "  Decoratire 
Shades,"  and  need  not  be  taken  np  furrier. 

Trismstio  Glass,  Dir.  B,  Class  4.  Diffusion  may  be  obtained  by 
means  of  prismB  used  on  both  the  inside  and  ont^de  of  a  body  of 
Vilear  glass.  These  prisms  may  be  simply  ridges  cut  in  the  glass, 
in  which  case  Qie  diffusion  is  apt  to  he  streaked  and  a  double  image 
of  the  lamp  filam^it  can  be  plainly  ddscemed,  or  they  may  be 
scientifically  designed  to  give  practically  perfect  diffusion,  and  at 
the  same  time  direct  the  rays  of  light  in  giv^i  definite  directjons. 
Thia  latter  glass  will  be  considered  under  the  head  of  reactors. 
The  absorption  of  such  shades  varies  in  quite  a  remarkable  manner. 
The  mean  of  a  number  of  carefully  made  tests  on  carefully  designed 
closed  f^pes  of  such  globes  showed  an  average  of  only  12.4  per  cent, 
whereas,  on  ramilar  shaped  globes,  but  with  uncalculated  prisms, 
the  absorption  ran  as  high  as  32  per  cent.*  The  reason  for  this 
is  evident  if  we  consider  that  when  a  ray  of  light  strikes  a  prism 
which  has  not  been  definitely  placed  in  the  correct  position,  the 
ray  of  light  is  apt  to  be  turned  back  into  the  globe  again.  The 
phenomenon  is  exactly  similar  to  that  mentioned  in  the  case  of 
beaded  glass,  taken  up  in  the  first  section  of  this  paper,  where 
very  high  absorptions  are  obtained.  The  diffusion  obtained  from 
such  glass,  however,  even  in  the  case  of  that  which  is  well  designed, 
is  not  absolutely  perfect,  the  surface  of  the  globe  being  dotted  with 
small  spots  of  li^t.  Viewed  from  a  distance  of  a  few  feet,  how- 
ever, the  globe  looks  practically  uniformly  lighted,  although  the 
diffnnon  obtained  is  not  as  good  as  tiiat  from  a  dense  opal. 

•  TeclmolosT  Qnartertj't  1908. 
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PabriOB.  This  subject  has  already  been  covered  under  the  head 
of  "  Fabrics,"  in  the  eection  of  "  Decorative  ShadeH,"  and  need  not 
be  taken  up  further  here. 

Directing  Materials — Div.  C 
Under  this  head  will  be  considered  both  refleetora  and  refrac- 
tors; a  reflector  being  an  article  whose  primary  function  is  to 
reflect  the  light  either  by  specular  or  diffuse  reflection;  whereas, 
a  refractor  is  one  in  which  the  light  is  transmitted  but  turned  out 
of  its  course,  generally  by  means  of  prisms. 


-Sesular  Reflection. 


Pig.  15. — Irregular  R*flectfon. 


Reflecting  properties  are  generally  classiiied  as  either  regular  or 
^)ecular  reflection  on  the  one  hand,  and  irregular  or  diffuse  re- 
flection on  the  other. 

Fig.  14  shows  an  example  of  regular  reflection  where  each  ray 
of  light  is  reflected,  so  that  the  angle  of  incidence  is  equal  to  the 
angle  of  reflection.  Fig.  15  shows  an  example  of  irregular  reflec- 
tion in  which  each  ray  of  light  is  regularly  reflected  from  the  tiny 
area  on  which  it  is  incident,  but  owing  to  the  rough  nature  of  the 
surface,  the  individual  light  rays  are  thrown  in  all  directions.  Ordi- 
narily no  distinction  is  dra^Ti  between  irregular  and  diffuse  re- 
flection. A  difference  may,  however,  exist,  as  diffuse  reflection  may 
be  due,  not  to  a  roughened  surface,  as  in  the  diagram  shown  above, 
but  to  the  nature  of  the  surface  or  material  composiog  the  reflect- 
ing surface.  Thus  depolished  opal  reflects  irregularly,  due  both  to 
its  roughened  surface  and  also  the  opal  particles  composing  the 
opal. 
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As  shown  in  the  classificatian,  we  first  deal  with  reflectoisactiiig 
by  diffnse  reflection. 

Enameled  Porcelain  Beflecton,  IKt.  C,  Clau  1.  Enameled  porce- 
lain reflectors  are  need  considerably  in  industrial  work,  and  are^ 
especially  advantageous  in  places  where  water  or  damp  atmos- 
phere is  liable  to  affect  other  surfaces,  and  where  conditiona  are 
each  as  to  make  it  diflkult  to  keep  other  reflectors  clean.  Such 
reflectors  act  generally  by  diffuse  reflection,  although  there  is  a 
certain  amount  of  enrface  reflection  as  noted  in  Dir.  A,  Glass  1. 
Usually  such  reflectors  are  made  in  a  plain  cone  and  give  only  one 


Pio.  16. — Typical  Bnuneled  Reflector. 


type  of  distribution.  Lately,  however,  reflectors  of  this  type  have 
been  placed  on  the  market  to  give  different  distributions,  although 
the  possible  variation  is  not  great,  owing  to  the  fact  that  these 
reflectors  act  mostly  by  diffuse  reflection. •  Owing  to  cross-reflec- 
tion, which  of  necessity  takes  place  largely  in  diffusing  reflectors, 
the  efficiency  of  such  is  not  as  high  as  those  which  act  more  by 
specnlar  reflection,  such  as  those  considered  in  Dir.  C,  Classes  5 
and  6. 

Fig.  16  shows  a  typical  enameled  reflector  and  Pig.  17  its  photo- 
metric curve. 

•  See   "  Transactions  "    llluiiiln&tlng   Engineering    Society,   January, 
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Enameled  Taper  Befleoton,  Dit.  0,  OImi  2.  Theee  act  bat  little 
diflerentl;  from  tfaoee  considered  under  the  last  heading,  bat, 
oving  to  their  fragility,  their  liabilit?  to  catch  dnst  and  dirt,  and 
'the  fact  tiiat  the;  cannot  be  cleaned,  renders  them  of  bnt  little 
practical  nine  for  commercial  vork.  Wil^  a  high  surface  gloss, 
there  is  more  or  less  specular  reflection,  bnt,  generally  speaking, 
their  action  ia  similar  to  those  conaidered  in  Div.  0,  Class  1. 

Asbeitoa  Sefieot«rt,  Siv.  0,  Olaia  3.  As  is  wdl  known,  a  white 
mat  snrface,  such  as  asbestos,  is  a  good  reflector,  and  if  cross- 
reflection  is  aroided  asbestos  reflectors  compare  favorably  with 
other  reflectors,  when  they  are  clean  and  in  perfect  condition.  A 
further  advantage  is  the  fact  that  they  can  be  used  "where  paper 


Fio.  18.— Oharacterlstic  Curve  of  Sand-Bluted  Hemisphere. 

reflectors  would  be  inadvisable  on  account  of  the  heat.  As  a  rol^ 
it  is  difficult  to  renew  the  sorface  of  an  asbestos  reflector,  except 
by  scraping,  bnt  if  there  ia  siifficient  body,  a  new  diffusing  sorfaoe 
can  be  easily  obtained  in  thia  manner.  Such  reflectors  have  not 
come  into  wide  nse,  but  in  certain  cases  they  play  an  important 
pari  If  made  up  in  the  ordinary  reflector  type,  say  a  cone  shape, 
they  would  probably  be  inferior  to  a  good  enamel  porcelain,  but 
if  their  ini^or  surface  is  painted  witti  proper  aluminum  paint, 
as  is  sometimeB  done,  a  good  degree  of  efficiency  can  be  obtained, 
the  efficiency  depending  largely  upon  the  smoothness  of  the  surface. 
Another  use  of  asbeetos  reflectors  is  in  conjunction  with  hemi- 
sphere lighting.    Ordinarily  hemispheres  are  mounted  on  ceilings. 
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being  hdd  in  position  b;  a  simple  brus  bBsd.  Otnerally,  no  at- 
tention ia  paid  to  directing  the  light  downward.  If  a  groxind- 
glan  bowl  is  oaed,  a  distribxition  such  as  Bhomi  in  Fig.  18  results, 
where  Uie  majority  of  the  light  is  thiovn  upwards  and  mostly  lost 

If  now  a  white  asbestos  reflector  be  employed  correctly  *  a  large 
increase  in  downward  flux  reaiiltB,  as  ia  shown  in  Fig.  19. 

It  ebonld  be  carefully  noted,  howerer,  that  the  eSoency  of  the 
results  will  depend  almost  entirely  on  the  correct  moimting  of  lamp 
and  reflector. 

White  Paint  Befleotors,  IHt.  0,  Clan  4.  White  paint  ia  a  much 
poorer  reflector  than  a  good  enamel  porcelain;  furthermore,  it  is 
apt  to  chip  off;  as  a  rule  it  tarns  yellow  with  age  and  heat,  and  is 
practically  never  nsed  except  in  the  cheapest  type  of  tin  reflectors. 
There  is  so  little  to  recommeod  it,  excepting  ite  low  cost,  that 
further  consideration  need  not  be  given  it  here. 


Almninnm  Befieoton,  IHt.  C,  Classes  S  and  6.  Snch  reflectors 
can  either  have  a  painted  aluminiim  surface,  or,  if  the  reflector  it- 
self is  made  of  aluminum,  the  surface  may  be  matted  or  roughened. 
Almost  all  of  the  reflectors  cooaidered  heretofore  could  be  and 
are,  with  the  exception  of  Glass  1,  made  with  a  painted  aluminum 
interior  surface,  reenlting,  generally  speaking,  in  an  increase  in 
efficiency,  because  almninnm  is  a  good  reflector.  As  a  matter  of 
fact,  while  aluminum  reflectors  are  here  dassifled  under  diffuse 
reflection,  l^ey  really  act  more  by  regular  than  diffuse  reflection, 
and,  strictly  speaking,  should  be  so  dassifled.  This  will  be  seen 
from  the  following  two  figures. 

■  "  Practical  Illumination,"  b?  Cravatb  Jb  LuiBlngb,  pp.  107,  114. 
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Pig.  30  shows  the  photometric  curve  of  a  10"  aluminum  painted 
steel  plate  with  a  comparatively  rough  surface.  Fig.  SI  is  the 
same  plate  with  a  smoother  surface.  The  plate  was  illuminated 
bj  a  special  80-candle-power  tungsten-filament  lamp,  having  a  very 
small  filament,  covered  by  a  concentrating  reflector  giving  parallel 
rays.  In  the  tflsta  shown,  the  angle  of  the  incideot  rays  was  50" 
from  the  normal,  and,  as  will  be  noted,  the  majority  of  the  light 


Fio.  20. — Light  Reflected  from  Rough  Aluminum  Finished  Piste. 

was  regularly  reflected,  there  being  but  a  comparatively  small 
amount  of  diffuse  reflection.  It  will  also  be  noted  that  with  a 
smooth  surface  there  is  a  decided  increase  in  the  regular  r^ection; 
in  this  case  an  increase  from  17.5  candle-power  to  3?  candle-power. 
Inasmuch  as  such  reflectors,  therefore,  act  largely  by  regular  le- 
flectioD,  it  is  possible  to  vary  their  photometric  curves  through  a 
wide  range. 

Figs.  22,  23  and  24  show  typical  photometric  curves  which  can 
be  obtained  with  reflectors  of  this  type. 
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The  quefftioD  of  deteriwation-  is  all  important  item  io  reflectors 
of  this  daas.  Deterioration  may  be  due  to  two  things — either  a 
wearing  ofF  of  the  aluminum  reflecting  surface  or  the  imbedding 
of  small  duet  particles  in  the  pores  of  the  metal.  Careful  tests 
have  been  made  on  this  Bubject  and  the  results  are  interesting.  If 
the  aluminum  is  properly  made  and  applied — and  much  depends 
upon  this — the  deterioration  due  to  rubbing  off  of  the  aluminum 


Fra.  21. — ^Llght  Reflected  from  Smooth  Aluminum  Finished  Plate. 

itself,  even  when  scrubbed  with  soap  and  water,  is  practically  nil. 
The  depreciation  due  to  imbedded  dust  particles  will  depend  largely 
upon  the  character  of  the  metal  on  which  the  aluminum  is  placed. 
If  this  is  rough  and  porous,  the  permanent  depredation  may  easily 
run  to  10  per  cent  or  more;  whereas,  if  the  metal  selected  is  fairly 
smooth  and  with  closed  pores,  such  depreciation  will  probably  be 
only  3  or  4  per  cent.  It  is,  therefore,  of  importance  to  bear  the 
above  facta  carefully  in  mind  when  selecting  reflectors  of  this  type. 
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Matt  AhnaiBm  S«leetan,  Str.  0,  Obm  6.  Thu  clan  diffen  in 
no  wi^  mateiullj  from  CIjub  5,  eseept  that,  (generaUy  speaking, 
nicfa  nflectoTS  are  not  strong  enonj^  meehanically  to  wittutand 
hard  uBOge  in  industrial  lighting.  The;  are  upt  to  be  bent  easily, 
becanae  of  the  rery  aoft  metal  at  whidi  they  are  made.  With  t^ 
flxcepti<m  of  their  fragility,  howerer,  these  reflectors  hare  all  the 
diaracteriatics  of  Claaa  5,  with  the  added  advantage  that,  aa  a  role. 


FiO.  22.~-Aluiiilnum  FlnlBlied  Reflector,  BxtenBive  Tnw. 
Fn.  SS.—Aluml&iim  Flnlahed  Reflector,  Intensive  Type. 
Pio.  24. — Alnminum  FlnUhed  Reflector,  Focusing  Type. 

the  surface  of  the  reflector  is  smoother  than  in  the  case  of  those 
in  which  the  body  of  the  reflector  ie  steeL  Consequently,  a  some- 
what more  q>ecu]ar  reflection  is  obtained. 

Xiaoellaneoiu  Diffnie  Opaque  Befleoton,  DIt.  C,  Clus  7.  These 
are  sometimes  made  of  copper,  brass,  tin  or  other  metals,  and  if 
unpolished  are  really  shades  rather  than  reflectors,  their  principal 
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fnnction  bedog  to  hide  &b  li^^t  from  the  eye. .  Their  r^ecting 
power  is  generally  low  onleea  polished,  and  they  play  but  a  very 
small  part  in  ordinary  lifting.  When,  howerer,  they  are  polished 
th^  may  give  considerable  reflection,  and  will  be  considered  mider 
Class  12. 

Tlnoresoent  Salts,  Dir.  C,  Class  8.  Under  this  head  we  -have 
to  consider  reflectors  coated  witti  fluorescent  salts.  The  primary 
function  of  such  reflectors  is  to  change  the  wave  length  of  the 
light  rays  which  strike  them,  obtaining  thereby  a  difFerent  color 
of  light.  Thns,  in  the  case  of  the  mercniy  vapor  lamp,  reflectors 
have  been  made  of  white  enamel  covered  with  certain  fluorescent 
salts.  When  the  rays  of  the  mercnry  vapor  are  strike  such  a  re- 
flector a  large  part  of  the  rays  are  absorbed,  the  energy  of  the  same 


being  transmitted  to  the  salts,  which  in  turn  fluoresce,  giving  out 
longer  wave  lengths,  resulting  in  a  mixture  of  red  rays  with  the 
characteristic  bluish-green  color  of  the  mercury  vapOr  arc  itself. 
Such  reflectors,  while  of  great  promise,  have  not  y<A  been  intro- 
duced commercially,  and  as  yet  little  is  known  as  to  their  real 
value. 

Traaalucent  Diffuse  Reflectors 
Tabrioi,  Biv.  C,  Clati  9.  A  white  fabric,  when  made  of  cloth  or 
paper,  is,  as  a  rule,  a  good  reflector.  The  amount  of  reflection,  of 
course,  -will  depend  not  only  on  the  nature  of  the  material  but  also 
the  weave;  a  closely  woven  fabric  being  superior  in  its  reflecting 
power  to  one  which  is  loosely  woven.  Silk  or  linen  is  often  used 
for  lining  the  interior  of  ornamental  domes  made  of  fabrics,  and 
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when  so  used  materially  inereases  the  useful  flux  of  light  below, 
while  at  the  eame  time  it  allows  enough  tight  to  escape  tbrongh 
the  upper  fabric  to  give  the  artiatic  effects  desLred.  Thin  paper 
Bonketimes  is  used  on  small  portables,  and  gives  good  results.  As 
a  rule,  such  reflectors  are  not  high  in  efficiency,  and  their  principal 
use  is  for  decorative  efEecta.  -    . 

Oroond'or  Etched  fflau,  Div,  C,  Class  10.  These  are  seldom 
good  reflectors,  although  they  may  reflect  some  light 

Pig.  25  shows  the  distribution  of  light  from  a  16-flandle-power 
lamp  with  a  sand-blasted  dome. 


Candle  power. 

Pio.  26. — Photometrtc  Curve  of  16  Candle-Power  Lamp  and  Opal  Olasa 

Reflector. 


Fig.  26  shows  the  distribntion  of  light  from  a  similarly  shaped 
opal  reflector. 

It  will  be  noted  that  the  reflecting  power  of  ground  glass  is  low. 
Such  glass,  however,  is  seldom  used  primarily  as  a  reflector,  but 
more  for  decorative  or  difFuaing  effects. 

Opal  and  WMte  Qlass,  Biv.  C,  Clais  11.  This  constitutes  one  of 
the  most  important  classes  of  reflectors  in  ordinary  use.  The  in- 
terior surface  of  such  reflectors,  if  left  with  its  natural  glaze,  gives 
considerable  specular  reflection,  as  is  noted  under  Div.  A,  Glass  1. 

Fig.  27  shows  a  typical  photometric  curve  of  an  opal  cone  re- 
flector, the  full  line  representing  the  reflector  with  its  r^pilar  pol- 


.y  Google 


Shades,  Reflectors  and  Diffcsinq  Media  907 

ished  or  glazed  siurface,  and  the  dotted  Hoe  the  same  after  the 
glaze  had  been  removed  by  acid  etching. 

With  ditfuse  reflection,  such  as  we  get  with  depolished  opal 
reflectors,  it  is  not  possible  to  vary  the  distribution  curve  through 
a  wide  range  by  varying  the  shape  of  the  reflector. 

Fig.  28  shows  si-x  different  siiaped  depolished  opal  reflectors  and 
their  photometric  curves,  illustrating  this  point.  It  will  be  noted 
that  the  general  shape  of  the  curves  in  all  six  cases  is  practically 
the  same,  except  that  with  the  flat  reflectors  more  light  escaped 
sideways.  It  will  be  seen  that  depolished  opal  reflectors  offer  only 
a  limited  choice  in  distribution  results,  although  their  efficieucy  is 


Fio.  27. — Opal  Cone  Reflector.    Pull  Line — Pollabed  Surface;  Dotted  Line 
— EMpollBhed  Surface. 

high.    Inasmuch  as  this  has  been  fully  covered  elsewhere,*  it  will 
not  be  necessarj'  to  go  into  the  subject  further. 

A  good  opal  reflector  has  a  high  coefficient  of  reflection,  if  clean. 
The  light  reflected  from  such  a  reflector  comes  from  three  different 
sources : 

(1)  That  reflected  from  the  interior  glazed  surface. 

(2)  That  reflected  from  the  opal  particles  imbedded  in  the  body 
of  the  glass. 

(3)  That  which  passes  through  the  reflector  to  the  outer  skin 
or  surface  of  the  reflector,  and  which,  striking  at  less  than  the 
critical  angle,  is  thrown  back  through  the  body  of  the  reflector 
and  out. 

*  "  Sclentiflc  Principles  of  Olobes  and  Reflectors."  In  "  Transactions  " 
of  Illuminating  Engineering  Society,  January,  1910.  p.  49. 
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Fig.  29  Ehows  the  plwtoinetric  curve  of  an  ppal  reflector. 

Fig.  30  shows  the  same  reflector  in  which  the  light  which  passes 
through  the  reflector  has  been  cut  off  by  a  long,  blaclf  velvet  cylin- 
iler.  Fig.  31  shows  the  same  reflector  with  the  outer  surface 
painted  black.  An  analysis  of  these  curves  shows  the  following  in- 
teresting results:  Forty  per  cent  of  the  light  is  above  the  hori- 
zontal and  60  per  cent  below.  Of  the  light  below  the  horizon- 
tal, 25  per  cent  is  that  which  has  passed  through  the  reflector  but 
is  thrown  downward,  so  that  only  45  per  cent  of  the  light  below  the 


Fig.  29.— Photometric  Curve  of  Opal  Reflector. 
horizontal  has  been  actually  reflected,  The  balance  of  30  per  cent, 
is  undirected  light  emitted  by  the  lamp,  and  has  not  been  inter- 
cepted by  the  reflector.  Of  the  light  which  is  actually  reflected,  21 
|wr  cent  is  due  to  reflection  from  the  outer  surface  of  the  reflector, 
while  the  balance,  namely,  Id  per  cent,  is  due  to  that  reflected  from 
the  interior  surface  and  the  opal  particles.  The  important  point  to 
note  in  these  tests  is  the  high  value  [21  per  cent]  which  the  outer 
skin  or  surface  of  the  glass  has  in  its  reflecting  properties.     Of 
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coarse,  the  denser  the  opal  the  less  this  Talue,  iQasmtich  as  all  light 
reflected  from  the  outer  surface  must  pass  back  Umaugh  the  opal 
glass,  and  with  a  dense  opal  less  light  actually  reaches  the  outer 
surface. 

The  absorption  figures  given  for  such  iypes  of  glass  should  be 
examined  with  a  gteat  deal  of  care.  Claims  are  made  for  certain 
^rpee  of  this  glassware  that  the  absorption  is  only  3  per  cent  witii 


Fia.  30. — Opal  Reflector;  Outer  Surface  Corered  bj'  Black  VeWet 
Cylinder. 

a  reflector  which  intercepts  most  of  the  flux.  Such  claims  are, 
of  course,  absurd,  and  result  probably  from  careless  testing.  Other 
testa  hare  been  published  which  show  an  absorption  of  about  5  per 
cent,  which  is  almost  equally  had.  When  we  oonsider  that  clear 
glass,  as  used  in  ordinary  shades,  has  an  absorption  of  nearly  10 
per  cent,  we  can  readily  see  that  the  efficiency  of  shades  of  this 
type  cannot  have  the  absorption  values  often  quoted.  A  thorough 
and  complete  investigation  of  this  subject  would  be  of  value. 
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Regular  Reflection 
Poliihed  Retail,  Thv.  C,  Olau  12.  Polished  metale  have,  as  a 
rule,  high  Teflecting  powers.  In  the  case  of  polished  silver  we  hare 
the  highest  known  valae,  Tarying  from  84  to  94  p^  cent,  depending 
on  the  wave  length  o(  the  light  reflected.*  For  ordinary  white 
light,  this  may  be  considered  in  ^le  neighborhood  of  from  90  to 
9S  per  cent.    On  the  oth«'  hand,  bomiebed  copper  gives  a  yellowish 


Fra.  31,— Opal  Reflector;  Outer  Surface  Painted  Black. 

tinge  to  the  reflected  light,  and  is  of  low  ^ciency.  Polished  plati- 
num  reflects  about  60  per  cent  of  the  light  Aluminum,  which  is 
largely  uBed  in  ordiuary  reflector  work,  has  a  high  coefBcient  of 
reflection.  Tin  and  zinc  are  also  sometimes  employed  with  fair 
results.     All  polished  metal  reflectors  have  one  defect,  however, 

•  "  Reflecting  Power  of  Various  Metals,"  by  W.  W.  Coblentz,  Journal 
ot  Franklin  Institute,  September,  1910;  also  Wartenbnrg  Terh.  Deutacta. 
Fhya  Qeaell.,  IftlO.  XII,  p.  106. 
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ID  that  they  give  a  Btreaked  light  due  to  multiple  imftgea  o£  the 
light  8ource.  Pig.  32  showa  clearly  the  effect  of  sueh  BtreAks.  Such 
reflectors,  therefore,  should  be  used  only  in  special  instances,  it 
being  desirable  to  substitiite  a  depolished  surface  reflector  even  if 
slightly  lees  efBcient. 

Plain  HiiToi  Strips,  Div.  C,  Claai  13.  Beflectors  of  this  type 
have  been  known  for  a  long  while  and  give  a  good  efficiency.  They 
are  generally  made  up  of  a  tin  covering,  in  which  are  placed  Bmall 
mirror  etripB.  Such  reflectors  have  been  mode  up  largely  in  cone 
shapes,  and  also  in  troughs  for  use  in  window  and  picture  lighting. 
When  new  they  have  a  high  reflecting  power,  but  are  apt  to  de- 
preciate greatly  with  age.     Depreciation  will  depend  largely  upon 


Aluminum  Reflector —  Aluminum  Reflector — 

Depolished  Surface.  Pollebed  Surface 

Fig.  32. — Showing  Streaks  in  a  Polished  Metal  Reflector. 

the  quality  of  the  mirrored  surfaces  need,  and  also  upon  the  tem- 
perature rise  of  the  reflector  itself.  In  case  much  heat  is  generated 
by  the  lamp,  as,  for  example,  in  gas  lighting,  where  such  a  reflector 
is  placed  close  to  the  lamp,  the  deterioration  is  very  marked,  and 
the  reflecting  power  falls  off  rapidly. 

The  efficiency  of  such  reflectors  is  generally  much  lower  than  is 
ordinarily  supposed.  A  finely  silvered  mirror,  in  which  there  is 
no  cross-reflection,  never  gives  over  84  or  85  per  cent  eflSciency, 
that  is  to  say,  84  or  85  per  cent  of  the  light  strildng  the  mirror 
is  reflected.  The  rfSciency  of  ordinary  mirror  cones  in  which  cheap 
glass  is  ordinarily  employed,  and  little  or  no  attention  is  paid  to 
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cleaning,  vould  probably  not  be  oyct  70  per  cent  when  compara- 
tively  new.  When  the  mirror  surface  begins  to  deteriorate,  the  e£B- 
ciency  will  fall  off  rapidly. 

InaHmuch  as  in  mirrored  reflectors  we  are  dealing  with  regular 
reflection,  it  is  possible  to  get  practically  any  desired  distribution 
if  the  reflectors  are  properly  designed.  At  the  present  time,  how- 
erer,  reflectors  of  this  type  on  the  mariiet  are  available  in  only  a 
limited  number  of  distributions.  All  the  cone  reflectors  give  a 
very  strong  downward  illumination,  such  as  shown  in  Fig.  33. 


Pio.  33. — Photometric  Curve  of  a  10-lncfa  Htirored  Cone  Reflector  with 
16  Caudle-Power  Lamp. 

In  the  case  of  the  trough  reflectors,  there  is  a  wider  choice  of 
distributions,  as  this  has  been  worked  out  more  carefully  than  in 
the  single  light  reflectors. 

Corrogated  Xinor  Strips,  Div.  C,  Class  14.  The  only  difference 
between  this  and  the  preceding  class  is  the  fact  that  the  mirror 
strips  which  go  to  make  up  the  reflector  have  a  waved  surface  which 
is  intended  to  break  up  and  diffuse  the  light  so  as  to  get  rid  of  the 
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Btriatioas  caused  by  multiple  reflections  of  the  fllamest  of  the  lamp. 
Naturally,  this  is  going  to  lower  to  some  extent  the  efficiency,  and 
also  destroy  Bomewhat  the  control  of-  the  light,  but  the  correspond- 
ing gain  in  getting  rid  of  the  stieaks  or  striations  much  more  than 
oBaets  the  loss. 

Silvered  Refl«cton,  Div.  C,  Clan  IS.  Silvered  reflectors  at  the 
present  time  provide  a  more  effective  means  of  controlling  light 
than  any  other  form  of  reflector  now  on  the  market,  with  the  ex- 
ception of  prismatic  reflectors.  This  is  due  to  their  method  of 
construction.  The  body  of  the  reflector  is  made  of  clear  glass, 
which  is  silvered  on  its  outer  surface  and  then  covered  over  with 
an  elastic  enamel,  which  protects  the  silvering.  Inasmuch  as  the 
blown-glass  portion  can  be  made  in  any  shape  desired,  and  inasmuch 
as  the  reflector  acts  by  regular  reflection,  it  is  possible  to  get  nearly 
any  distribution  curve  desired.  The  objection  to  streaks  is  done 
away  with  by  putting  ribs  or  corrugations  in  the  glass.  The  de- 
terioration of  such  a  reflector  is  very  much  lees  than  the  ordinary 
mirror-strip  reflector.  As  far  as  the  writer  knows,  no  definite 
data  has  been  published  on  the  deterioration  of  this  class  of  re- 
flector, although  such  data  would  be  extremely  desirable.  The 
efficiency  of  such  reflectors  is  undoubtedly  high,  probably  the 
highest  of  any  commercial  reflectors  on  the  market,  if  by  efficiency 
we  mean  the  flux  of  light  in  the  lower  hemisphere. 

At  this  point  it  may  be  well  to  call  attention  to  the  fact  that 
our  present  methods  of  stating  the  efficiency  of  reflectors  or  the 
absorption  of  globes  is  extremely  lax.  In  the  fixst  place,  efficiency 
should  mean  the  ratio  of  the  flux  impinging  on  any  reflector  to  the 
flux  reflected;  in  other  words,  it  shonld  omit  the  flux  from  the 
lamp  itfielf  which  does  not  strike  the  reflector.  That  this  is  desir- 
able is  at  once  evident  if  we  consider  the  efBciency  of  an  ordinary 
flat  porcelain  reflector  placed  at  Bome  distance  above  the  light,  as 
is  not  uncommon  in  practice.  If  we  should  consider  efficiency  in 
the  ordinary  way,  namely,  the  ratio  of  the  total  flux  of  light  of 
the  reflector  and  lamp  to  the  total  flux  of  the  lamp  itself,  we  would 
get  an  efficiency  which  might  be-  well  over  95  per  cent,  but  if  we 
consider  only  the  ratio  of  the  flux  reflected  from  the  reflector  to 
the  flux  striking  it,  we  would  find  the  efficiency  low — probably  not 
aver  60  per  cent  In  considering,  therefore,  the  data  which  has 
been  published  as  to  the  ^ciency  of  reflectors,  one  should  bear  this 
fact  carefully  in  mind.    This  in  itself  will  probably  explain  many 
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diBcrepancies  which  dow  apparently  exist.  Id  the  case  ol  an  ordi- 
nai7  deep  reflector  which  comes  down,  we  will  say,  to  the  tip  of 
the  lamp,  from  one-qnarter  to  one-third  of  the  light  doea  not  strike 
the  reflector  at  all.  If  we  find  the  efficiency  of  ench  a  reflector  as 
ordinarily  stated  to  be,  say,  75  per  cent,  the  true  efficiency  of  the 
reflector,  considering  only  the  two-thirds  of  the  total  amount  of 
light  which  strikes  it,  wonld  be  GZyz  per  cent.  In  the  case  of  cer- 
tain deep  types  of  silvered  reflectors  of  this  class,  we  have  efficiency 


Fig.  34. — Silvered  Reflector  wltb  100-watt  TunKsten  Ftlament  l4unp, 

tests  varying  all  the  way  from  68  to  93  per  cent.  It  is  very  evident 
from  the  foregoing  that  such  efficiency  tests  are  altogether  too  hi^ 
If  we  consider  the  efficiency  as  ordinarily  measured,  namely,  the 
ratio  of  the  lumens  of  the  lamp  with  the  reflector  to  the  lumens  of 
the  bare  lamp,  it  would  probably  average  in  the  neighborhood  of  75 
per  CCTt,  but  when  considered  from  another  standpoint,  namely,  the 
lumens  reflected  to  the  Inmens  striking  the  reflector,  we  wonld  get 
an  efficiency  in  the  neighborhood  of  65  per  cent. 
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In  dealing  with  reflectora  acting  bj  epecnlar  reflection,  it  mast 
always  be  borne  in  mind. that  if  the  position  of  the  radiator  with 
respect  to  the  reflector  is  changed,  entirely  different  photometric 
results  are  to  be  expected.  Figs.  34,  35  and  36  show  tiie  same 
silvered  reflector  nsed  with  three  different  sized  lamps,  and  clearly 
illnstrate  this  point.  It  therefore  follows  that  if  a  reflector  is 
designed  for  a  special  sized  lamp,  it  mnst  be  used  with  that  lamp 
to  get  the  results  expected. 


TiQ.  36.— Silvereii  Reflector  with  IBO-watt  Tungsten  Pilament  Uunp. 

Befracton,  DIt.  C,  Clan  16.  As  defined  in  the  first  part  of  this 
paper,  a  refractor  is  a  shade  trough  which  light  is  transmitted, 
but  changed  in  direction  by  means  of  prisms.  This  type  of  globe 
or  shade  was  originally  invented  by  Prof.  Andr4  Blondel,  in 
Prance,  and  ha^  seen  wide  application  in  this  country,  where  it  has 
been  largely  QSploited.  Such  refractors  give  good  diffusion,  as  was 
more  fully  y^plained  in  Div.  B,  Class  4.  It  is  possible,  also,  to 
materially  .alter  the  distribution  of  light  with  this  type  of  globe. 
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Fig.  37-  shaws  an  enlarged  crosft-eection  of  the  int^ior  prisms  of 
such  a  refractor,  and  illustrates  the  method  of  breaking  up  the 
light  rajs. 


Fio.  36. — SlWered  Reflector  with  2&0-watt  Tungsten  Filament  Lamp. 


Pio.  37.— Enlarged  View  of  Internal  Prlema  orRefractdr. 
Fig.  38  shows  a  horizontal  cross-section  of  such  a  globe. 
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Figs.  39  and  40  ehow  bow  the  light  raya  are  redirected.  Gen- 
erally Bpeaking,  there  are  four  faces  to  each  prism;  three  acting 
by  refraction  and  one  by  total  reflection.  By  properly  designing 
the  faces  of  each  priam  correctly,  almost  any  desired  distribution 
of  light  can  be  obtained.  Figs,  41,  42  and  43  illustrate  three  typical 
curves  of  such  globes  as  are  commercially  available.  Fig.  44  il- 
Instrates  an  asymmetrical  distribution. 

In  order  to  get  definite  results,  it  is  not  sufficient  to  simply  rib 
glass,  but  each  prism  must  be  carefully  calculated  with  reference 
to  the  radiator  in  its  correct  position.  Fig.  45  shows  the  distri- 
bution obtained  by  a  refractor  which,  in  general  appearance,  was 
'  like  that  whose  distribution  curve  is  given  in  Fig.  41.    Not  only 


no.  38. — Horizontal  Section  of  Refractor  Showing  Internal  Prlams 
Breaking  up  Light  RafB, 

is  there  no  definite  redirection  of  the  light  rays,  but  also  the  ab- 
sorption is  greatly  increased  due  to  reasons  given  in  Div.  A,  Class  2. 

Priim  Beflectors,  Div.  C^  Class  17.  The  theory  of  the  prism  re- 
flector is  extremely  simple,  and  it  is  rather  remarkable  that  ita 
application  to  reflectors  was  not  known  many  years  ago,  inasmuch 
as  the  prism  itself  has  been  used  as  a  total  reflector  in  physics  for 
several  hundred  years. 

Fig,  46  shows  the  path  of  light  in  a  prism  reflector.  The  light 
rays,  however,  only  act  as  shown  when  dealing  with  a  point  source 
of  light.  When  dealing  with  a  light  source  of  considerable  area 
many  complications  arise,  so  that  the  proper  design  of  such  re- 
flectors is  not  as  sjmple  aa  it  might  seem  at  first  sight.    That  this 
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fact  is  of  practical  value  will  be  evident  at  once  from  the  fact  that 
if  we  change  the  relative  position  of  the  radiator  and  the  reflector 
the  photometric  reeults  are  at  once  changed. 

Fig.  4?  ^OWB  two  carves  made  of  the  same  reflector  and  same 
lamp  with  the  relative  position  of  the  filament  changed,  the  one 


Pio.  39. — External  PriBms  of  a  Refractor. 


Fio.  40. — Showing  Effect  of  External  Prleme  on  Light  Raya. 

being  used  with  what  ie  known  as  a  form  "  0  "  or  standard  holder, 
and  the  other  with  a  form  "  H,"  which  is  about  1%  inches  deeper. 
It  will  be  evident,  therefore,  from  this  that  if  desired  distributjone 
of  light  are  to  1^  obtained,  the  proper  holder  should  be  used  vrith 
any  given  reflector.  Similarly,  the  size  of  the  radiator  may  alt^ 
the  distribution  of  the  light  very  materially. 
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Fig.  48  shows  two  photometric  cnrree  of  the  same  reflector  ftod 
same  candle-power  lamp,  one  of  which,  however,  is  a  standard  lamp, 
and  the  other  a  special  "  point-source  "  lamp  of  smaller  dimensions. 

It  will  be  seen  from  the  above  that  dealhig  with  reflectors  acting 


by  regular  reflection,  whether  prismatic  or  otherwise,  it  is  essential 
to  nse  them  in  the  manner  for  which  the^  were  designed  if  definite 
results  are  to  be  realized.    The  problem  is  not  unlike  that  of  the 


nse  of  ordinary  eye  glasses,  where  each  pair  is  intended  for  definite 
porpoeea,  and  if  not  used  properly  poor  results  follow. 

Effect  of  Dirt.  Dirt  on  the  inside  of  a  prismatic  reflector  has 
exactly  the  same  effect  as  on  any  other  type  of  reflector.  The  ^ect 
of  dirt  on  the  outside  of  a  prismatic  refiector,  however,  can  vary 
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all  the  way  from  nothing  to  a  large  figure.  If  absolutely  iry  dirt 
is  placed  on  the  external  Burfaoe  of  a  prismatic  reflector,  the  effi- 
ciency is  not  decreased;  aa  a  matter  of  fact,  slightly  more  light  may 
be  reflected  due  to  the  dust  itself.  The  reason  for  this  is  that  the 
dirt  does  not  come  in  optical  contact  with  the  glass,  and,  conse- 


Fig.  43. — Light  About  a  CIobs  C  Refractor  with  Mantle  Burner. 


qnently,  dne  to  the  thin  film  of  air  between  the  surface  of  the 
glass  and  the  dirt,  there  is  still  the  difEerence  in  density  necessary 
for  total  reflection.  If,  however,  such  dirt  becomes  moist,  we  have 
at  once  a  lowering  of  the  efficiency  of  the  reflector,  and  the  loss 
will  depend  upon  the  amount  of  dirt  that  is  actually  in  contact 


^    3    _    _ 

Caudle  power      \       '^ 
Fio.  44. — Asymmetrical  Dlstrlbatlon  trom  Refractor. 


with  the  glass,  its  thickness,  etc.  If  the  reflector  should  be  paints 
black,  the  prisma  would  lose  their  ability  to  reflect  the  only  re- 
flection being  due  to  that  from  the  interior  surface  of  the  glass 
and  the  little  which  might  be  reflected  from  the  black  paint  It 
is  necessary,  therefore,  in  order  to  get  the  best  effects  from  re- 
flectors of  this  class,  to  see  that  they  are  kept  clean. 
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Effect  of  Etching.  If  the  interior  surface  of  a  prismatic  reflector 
is  roughened  by  sand -blasting  or  etching,  some  of  its  reflecting 
power  is  destroyed.  The  amount  will  depend  upon  the  depth  and 
character  of  tlie  etching.     There  is  as  much  difference  between  a 


Omlle  Power, 

Fig.  45.— Distribution  from  UncAlculated  Refractor. 

verj'  coarse  sand-blasted  interior  surface  and  one  wliich  is  properly 
etched  as  there  is  between  the  well-designed  and  poorly  designed 
prismatic  reflector  itself. 

PrisBiatic  reflectors  properly  designed  are  among  the  most  effi- 
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Fra.  46.— Reflection  In  Prismatic  Reflectors. 

cient  reflectors  we  have,  they  being  capable  of  reflecting  from  GO 
to  70  per  cent,  or  slightly  more,  of  the  light.  In  addition,  they 
allow  a  considerable  flux  to  pass  through  the  reflector,  which  is  of 
value  in  lighting  up  the  upper  portion  of  rooms.     The  absorption 
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of  such  reflectors  is  low,  being  probably  under  10  per  cent  when 
property  designed.  As  explained  in  Div,  A,  Class  1,  the  streaks 
and  striations  due  to  snrface  reflection  are  almost  entirely  done 
away  with  in  a  properly  designed  prismatic  reflector,  due  to  their 


Fra.  47. — ReBolts  at  Form  " 


being  overpowered  by  the  prismatic  reflection.  The  difference  be- 
tween a  well-designed  and  poorly  designed  prismatic  reflector  can 
be  best  illustrated  by  Figs.  49  and  50,  Fig.  49  shows  two  reflectors 
of  identical  shape  and  appearance. 
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Fig.  50  shows  tlie  photometric  curves  of  the  two  reflectors.  The 
difference  in  the  two  curves  speaks  for  itself, 

Fhotometrio  Corvea.  Inasmuch  as  prismatic  reflectors  act  by 
regular  reflection,  it  is  possible  to  obtain  any  desired  distribution 
curve  through  wide  limits. 


Flo.  49. — Two  Prismatic  ReRectora  of  Identical  Appearance. 

Fig.  51  shows  the  well-known  extensive,  intensive  and  focusing 
of  distribution  from  prismatic  reflectors. 

Fig.  52  shows  the  horizontal  distribution  curve  of  an  asymmet- 
rical prismatic  street  lighting  reflector,  and  illustrates  the  possi- 
bitities  of  this  type  of  construction. 


Fw.  50 .^Photometric  Curves  o(  ReRectors  Sbowa  In  Fig,  49. 


Coaolmioiu.  There  are  naturally  many  parts  of  this  subject 
which  have  not  been  touched  upon,  such  as,  for  example,  combina- 
tions of  different  shades  and  reflectors,  indirect  lighting,  semi- 
indirect  lighting,  car  lighting,  etc.  SuflBcient  has  been  given, 
however,  to  show  that  we  have  at  the  present  time  a  comparatively 
small  amount  of  exact  data  on  this  subject,  and  it  is  highly  de- 
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0  c,  p.  FrOHted  Tip,  Tung- 
sten Lamp. 

FiQ.  51a, 


0  c.  p.  Frosted  Tip,  Tnns- 
sten  Lamp. 
Fia.  51b. 


100-watt.  80  c.  p.  FroBted  Tip,  Tung- 
sten Lamp. 
Fig.  51c. 

Fio.  51. — Photometric  Curves  of  Extensive,  Intensive  and  Focusing 
Types  of  Prismatic  Reflectora. 
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-eirable  that  inveatigational  work  be  carried  on  to  find  out  definitdy 
many  points  about  which  at  the  present  time  we  know  little  or 
nothing. 


Fi«.  62. — Horltontal  DletrlbntlMi  Iram  an  Aannmetrlcal  Prlama^tlc 
Street  Llslitlns  Reflector. 
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LIGHTING  FIXTT7RES 

By  Edwabd  F.  Caldwell 

contents 

Hl8tor7  of  electric  light  fixtures. 

Modification  of  gas  fixtures. 

RequlrementB  of  Board  of  Underwriters. 
Present  reaulremento. 
Design.    Competition  with  French  artists. 
Principles  of  design. 

Question  of  Imitation  of  candles,  etc 

Use  of  old  and  new  chandeliers. 
Relation  of  fixture  to  room. 
Two  extreme  triKs  of  fixtures  called  for: 

a.  Plain,  undecorated,  geometrical. 

b.  Ornamental,  elaborate,  but  of  fine  workmanship. 
Necesalt;  of  consulting  the  purchaser. 

Influence  of  the  Illuminating  engineer  upon  design  of  flzturee,  e.  g., 

number  of  outlets  In  k  room. 
Importance  of  proper  design. 

With  your  indulgence,  and  aa  a  preliminary  introduction  to  the 
subject  which  I  have  been  asked  to  talk  about,  I  would  like  to  say 
a  few  words  about  the  hietory  of  the  indnetry  of  electric  light  fii- 
tnrea  within  the  laat  30  years.  It  might  be  interesting  for  yon 
to  know  under  what  restrictions  thia  industry  has  arrived  at  ita 
present  condition,  and  also  how  many  obstacles  it  had  to  overcome 
to  reach  a  point  of  efficiency. 

In  the  beginning,  the  lighting  fixture  industry  was  concerned 
with  the  making  of  fixtures  for  oil,  and,  probably,  for  the  10  or 
15  years  in  which  the  manufacturers  were  active,  little  or  nothing 
was  done  towards  an  improvement  of  the  designs  of  the  goods  that 
they  were  making.  When  first  making  fixtures  for  gaa,  manu- 
factnrers  followed  closely  upon  what  was  made  in  England  and 
abroad  of  the  cheaper  character,  and  paid  little  or  no  attention  to 
improving  their  own  designs  or  attempted  to  do  anything  except- 
ing to  make  a  commercial  venture  profitable.     It  was  not  until 
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tiie  exhibition  at  Philadelphia  in  1876  tliat  a  decided  impetm  ma 
gnvD  to  the  artistic  eide  of  the  indnstty,  and  from  that  time  up 
to  the  piesent  there  has  been  a  decided  change  for  tiie  better  in 
all  that  aSecta  the  deeigning  aa  well  as  the  making  of  all  gooda 
tiiat  were  to  be  naed  for  lighting  pnrpoBea. 

However,  it  waa  not  tintil  electricity  waa  introduced  that  the 
mannfactnier  really  began  to  contend  with  the  nnmerooB  difiScol- 
tiea  that  the  many  means  of  illumination  brought  to  complicate 
the  natnie  and  character  of  his  boeineaa.  .  In  the  b^inning,  the 
wires  were  rmi  on  the  outside  of  the  arms;  the  light  waa  pointed 
down,  and  the  ordinary  gaa  flztnre  of  commerce  was  utilized  by  the 
simple  attachment  of  bulbe,  or,  periiape,  in  some  inatances,  the  i«> 
Tersing  of  a  deaign  to  answer  the  purpose.  It  waa  a  matter  of 
perhaps  10  years  before  any  decided  step  was  taken  towards  a 
distinct  improvement  in  ibe  character  of  electric  lighting  fixtnrea. 
There  were  many  years  in  the  art  of  electric  lighting,  hoverer, 
when  the  fixtures  were  very  unsatisfactory  and  crude.  The  making 
of  the  flxtoree  themselTea  waa  surronnded  by  numerous  patenta; 
in  the  early  history  of  the  art,  the  people  who  connected  with 
design  the  making  of  the  simpler  fixtures  covered  everything  that 
waa  used  with  a  patent.  The  other  manufacturers,  when  th^ 
came  to  the  question  of  making  fixtnrea  for  the  purpose  of  lighting, 
found  that  almost  every  device  and  every  method  vaa  put  beyond 
them  by  the  mere  fact  of  these  patents.  Then  came  a  long  period 
of  litigation  which  covered  practically  the  entire  life  of  the  patents 
and  some  renewals;  they  were  all  disposed  of  with  the  exception 
of  one,  which,  being  a  fundamental  patent,  still  prevented  the  gen- 
eral manufacturer  from  having  a  free  hand  in  the  advancing  of 
the  industry.  The  insulating  joint,  which  was  an  essential  feature 
of  all  installation,  was  protected  by  a  patent  which  it  seemed  to 
be  impossible  to  break ;  it  held  ita  force  through  years  of  fierce  and 
expensive  litigation,  until  it  was  decided  invalid  only  a  abort  time 
before  its  final  expiration.  During  all  this  time,  the  different 
manufacturers  were  making  all  the  efforts  they  could  to  improve, 
both  artistically  and  technically,  the  product  of  their  factories.  In 
addition  to  these  difficulties  came  the  constant  and  ever-recurring 
diange  in  the  requirements  of  installation  and  supervision  of  the 
Board  of  Underwriters;  their  code  of  rules  for  the  installation  of 
all  electrical  appliances  waa  being  constantiy  added  to,  much  to 
the  diBCMBfort  and  anxiety  of  all  engaged  in  the  manufactnring  of 
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electrical  fittings.  The  general  tendmcy  on  the  part  of  all  iiutal- 
lation  work  to  leave  out  switches  and  rely  upon  the  fixture  itself 
as  a  means  of  tnming  on  and  off  the  light  had  siso  added  to  the 
difficnltieB.  All  of  tbeae  things  tended  to  focne  the  mind  of  the 
mannfacturer  upon  the  things  to  be  avoided  in  his  bosineoa  rather 
Ihan  to  the  things  to  be  realized  in  the  way  of  an  improvemmt 
in  deaign  and  methods.  On  the  expiration  of  the  patents,  npon  a 
thoron^  knowledge  on  the  part  of  the  manofactnrer  as  to  what 
was  required  of  him  from  the  Board  of  "Underwriters,  when  he 
knew  exactly  how  he  could  make  his  fiztnree,  and  the  size  of  the 
wires  that  were  required  to  be  med,  he  settled  down  to  adjusting 
his  designs  to  the  necessities  of  this  snperrision,  and  for  the  last 
10  or  15  years  the  lighting  fixture  indnstiy  of  this  ooontry  has 
made  a  rapid  and  decided  improrement,  not  only  in  design,  bat  in 
the  character  and  quality  of  the  goods  prodnced. 

I  have  been  keenly  alive,  within  the  last  few  years,  to  more  or 
lees  appwent  criticism  of  what  people  have  been  indined  to  discnas 
as  a  lack  of  progress  in  this  industry.  Comparing  it  with  other 
trades  concerned  in  the  famishing  and  decorating  of  our  private 
houaes  and  public  boildings,  I  am  of  the  opinion  that  it  has  held 
its  own,  and  perhaps  even  done  better,  considering  the  great  tech- 
nical difScolties  it  had  to  overcome.  In  the  beginning,  a  concern 
manofactnring,  as  we  do  in  this  country,  the'  fixture  in  its  entirety, 
has  to  gather  about  Itself  a  great  many  capable  and  intelligent 
woricmen,  skilled  mechanics,  modelers,  ecalptors,  moolders,  copper- 
smiths, blacksmiths,  gildore,  chasers,  chiael^^  and  nwnN«as  others 
whose  vocation  is  more  than  a  trade — it  is  an  art.  Men  of  this 
kind,  in  a  country  such  as  ours  at  the  period  of  which  I  speak, 
hardly  existed;  they  had  to  be  brought  here  by  the  inducement  of 
higher  wages  rjid  steady  employment.  Certain  parts  of  these  in- 
dustries were  entirely  unknown,  and  were  not  even  practiced  at 
that  time  by  anybody  in  this  country ;  fine  gilding,  and  the  making 
of  false-core  castings  in  bronze  or  brass  were  ttien  comparatively 
unknown ;  the  men  to  do  these  things  had  to  be  brought  here ;  the 
other  men  w^o  entered  into  the  manufacturing  of  these  finer  goods 
also  had  to  be  brongbt  here,  and  with  the  nucleus  of  these  men 
the  ti«de  was  taught  to  others ;  and  to-day  one  of  the  greatest  prob- 
lems facing  the  manufacturer  is  the  securing  of  a  sufficient  amount 
of  this  skilled  labor  to  properly  perform  the  better  class  of  goods 
which  he  is  caUed  upon  to  make. 
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The  question  of  design  became  a  very  important  matter;  in  the 
beginning,  the  manufacturer  was  called  upon  to  compete  against 
the  manufactnrerB  of  France,  who  were  &e  banners  in  all  that 
was  admirable,  both  in  design  and  manufacture,  of  all  articles  in 
bronze.  Having  every  facility,  not  only  for  the  study  of  the  de- 
signs applicable  to  the  wants  of  the  public,  they  had  the  tradition 
of  their  workmen  as  well  aa  the  many  examples  in  their  museums. 
The  American  manufacturer  was  without  these  examples,  and 
could  only  obtain,  through  photographs  or  short  visits  to  the  other 
side,  some  ideas  of  the  accumulation  of  motives  and  designs  ap- 
plicable to  the  business  in  which  he  was  engaged.  I  speak  of  this 
as  showing  the  difficulties  that  the  manufacturer  in  this  country 
labored  under  in  the  beginning,  in  attempting  to  compete  with  the 
foreign  manufacturer,  for  the  foreign  manufacturer  had  most 
decidedly  the  advantage  of  him  in  r^ard  to  design  and  finish,  and 
was  at  that  time  monopolizing  practically  all  the  very  fine  business. 
He  was  forced  to  import  and  copy,  to  make  periodical  visits  to  the 
other  side  with  a  view  of  buying  and  acquainting  himself  with  what 
the  French  were  making  fot  he  found  here  in  this  country  that 
all  of  our  decorative  sch'emes  were  founded  upon  a  French  origin, 
and  the  classic  styles  of  Louis  XIV,  Louis  XV,  Louis  XVI,  and 
others,  were  the  styles  that  he  had  to  design  in  keeping  with.  He 
also  found  that  the  attitude  of  the  buyer  was  prejudiced  largely  in 
favor  of  the  foreign  article,  that  the  progress  made  in  matters  of 
this  kind  in  this  country  had  been  slow  and,  to  a  large  sense,  un- 
satisfactory, and  the  concensus  of  opinion  of  the  buying  public 
was  largely  in  favor  of  getting  things  of  this  kind  from  abroad. 

This  was  the  aituation  that  confronted  the  manufacturer  in  the 
beginning  of  the  use  of  electricity  in  this  country;  it  is,  in  a  way, 
the  situation  to-day  as  far  as  the  prejudice  of  the  public  is  con- 
cerned; there  is  a  feeling  on  the  part  of  many  people  of  taste  and 
wealUi  tiiat  things  of  this  kind  are  bought  to  better  advantage  in 
Paris  or  London  than  they  are  in  New  York,  and  it  is  a  hard  and 
difficult  matter,  even  now,  to  convince  many  of  them  tft  the  con- 
trary. These  were  part  of  the  many  difficulties  the  industry  had 
to  go  through  with,  and  it  represents  one  of  the  many  obstacles 
that  it  had  to  overcome. 

The  quite  frequent  reference  on  my  part  to  the  foreign  competi- 
tion and  the  foreign  maker  needs,  perhaps,  a  little  explanation. 
In  the  first  place,  I  am  talking  from  the  standpoint  of  one  whose 
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dffiigning  for  electric  lighting  has  been  yery  largely  connected  with 
private  house  work  and  a  better  claas  of  fixtures-;  you  will  find 
that  my  references  are  largely  to  this  condition  when  I  speak  of  a 
condition  in  the  trade;  these  conditions  of  the  induetry  to-day  have 
been  largely  influenced  by  the  migratory  habits  of  our  people.  The 
average  person  of  wealth  is  a  traveler,  and  if  he  is  building  a  boose 
is  largely  influenced  to  buy  what  he  sees  abroad;  the  tendency  to 
buy  over  there  is  strong  and  the  tendency  to  m^e  comparisons 
is  also  strong.  The  average  decorating  house  in  New  York  is 
largely  committed  to  advising  the  use  of  foreign  flztures,  for  some 
reason  which  be  himself  can  better  explain  than  I  can;  and  we 
find  that  competition  is  not  confined  in  our  industry  entirely  to 
ourselves,  but  is  confined  to  the  foreign  manufacturer  and  dealer 
as  well ;  their  trade  haa  been  large  in  this  country,  and  their  in- 
fluence has  been  felt,  and  it  became  a  matter  of  absolute  necessity 
to  the  manufacturer  here  that  the  standard  of  what  he  made,  artis- 
tically both  in  design  and  finish,  should  reach  the  standard  of  the 
foreign  manufacturer;  otherwise  he  would  fail  to  succeed.  This, 
probably,  has  been  one  of  the  greatest  stimulants  to  the  advance 
of  the  lighting  fixture  industry,  and  has,  perhaps,  been  the  main 
factor  in  bringing  abont  a  satisfactory  result;  I  have  no  hesituncy 
in  Baying  that,  in  some  respects,  we  are  now  quite  able  to  compete 
successfully  with  even  the  beet  French  mannfacturers,  and  have, 
in  some  particulars,  a  decided  advantage  over  them  in  the  fact  that 
we  have  applied  our  inventive  talent  to  many  styles  besides  those 
which  are  distinctively  French,  and  have  utilized  wood,  alabaster 
and  marble  to  a  point  that  the  foreigner  has  never  yet  attempted, 
and  of  late  yeais  have  turned  our  attention  to  the  designing  of 
fixtures  that  met  the  requirements  of  English  styles  of  decoration 
which  have  been  very  much  in  vogue  within  the  last  few  years. 

It  must  be  admitted  that  the  fixture  business  is  in  nearly  all 
particulars  essentially  an  artistic  one;  there  is  no  use  of  evading 
this  question,  because  it  belongs  in  every  particular  to  the  adorn- 
ment in  detail  of  our  interiors;  whether  it  is  a  store,  a  factory,  a 
dwelling  or  a  building  used  for  civic  purposes,  monumental  or 
domeatic  in  character,  the  fact  remains  the  same  that  there  is  very 
little  excuse  for  it  if  it  does  not  render  itself  as  attractive  as  pos- 
sible in  line  and  appearance.  All  who  use  these  things  have  a 
right  to  expect  it,  and  there  is  no  reason  why  the  manufacturers 
should  not  meet  this  demand;  that  they  fail  to  meet  it  in  many 
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particnlBrB  goes  wittiont  aajing,  from  the  fact  that  many  people  are 
engaged  in  this  industry  to-day  vith  a  pnielj  commercial  inatinct; 
it  is  a  meana  with  tltem  of  makiDg  a  living;  it  Is  so  here,  it  is  ao 
in  other  countries,  and  it  always  will  be  so,  bnt  any  concern  arriv- 
ing at  any  importance  in  the  business  world,  and  that  faila  to  con- 
aider  its  duty  to  itself  and  the  public  in  this  one  particular,  cannot 
sncceBsfully  carry  on  iis  enteiprise.  I  am  free  to  say  that  in  the 
majority  of  instances  the  larger  and  leading  mannfactarers  in  this 
country  to-day  are  capable  and  competent,  when  it  eomea  to  a 
question  of  artistic  result  I  am  forced  to  confess,  bowercr,  that 
Uiere  are  many  engaged  in  this  work  whose  output  is  not  large  and 
whose  efforts  are  ambitions,  bnt  who  fail  to  nnderstand  the  utifltic 
necessities  in  a  great  many  eases;  they  fail  becanse  they  under- 
estimate the  importance  of  the  designer  and  the  value  of  an  aes- 
thetic side  to  their  production.  These  men,  unfortunately,  aie 
likely  to  figure  in  competitions  and,  in  many  instances,  are  suo- 
cessful  in  their  efforts;  price  ia  so  apt  to  play  a  large  part  in  the 
question  of  a>,competdtion  that  th^  succeed  largely  where  the  ques- 
tion of  price  is  the  main  thing  to  be  considered. 

As  a  r^iesentative  of  the  manufacturers,  as  one  who  has  been 
engaged  in  the  industry  for  many  yeara,  it  is  with  great  pride  that 
I  am  free  to  say,  without  any  desire  to  over-estimate,  that  the 
American  manufacturer  to-day  has  made  a  progress  which,  in  my 
opinion,  is  not  only  unusual  but  worthy  of  the  greatest  admirati<m, 
and  for  which  be  should  receive  the  greatest  credit. 

Having  disposed  of  this  part  of  the  subject,  I  will  apply  myaelf, 
gentlemen,  in  a  general  way,  to  thai  part  of  my  lecture  which  deals 
more  directly  with  the  present  and  with  the  question  that  concerns 
us  all.  In  the  first  attempt  to  adapt  artistic  fixtures  to  the  question 
of  lighting,  France  unquestionably  led  the  world,  and,  as  far  as 
my  memory  goes,  nearly  everything  at  that  time  waa  made  with 
the  light  turned  down.  At  first,  in  adapting  all  of  their  old  de- 
signs, they  adapted  them  with  a  change  which  ei^er  involved  turn- 
ing the  light  down  or  pointing  it  at  an  an^e  of  46°.  It  was  not 
usual  for  tiiem  to  nse  the  fixture  with  the  light  pointing  up.  In 
time,  however,  the  tendency  was  with  them,  as  it  also  grew  with  us, 
in  all  the  better  grade  and  class  of  goods,  to  return  to  the  original 
method  of  design  as  adopted  in  the  candle  fixture,  and  turn  the 
lights  up,  using  a  lamp  of  small  candle-power  on  top  of  an  imita- 
tion caudle — a  practice  which  has  been  condemned  very  severely  in 
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some  quartere,  and  I  find  now  that  there  are  certain  few  people 
who  have  a  dietinct  prejudice  against  what  they  consider  to  be  a 
violation  of  artistic  conditions.  The  theory  as  to  whether  the  elec- 
tric light  should  be  purely  and  simply  an  electric  light,  and  stand 
for  such  without  trying  to  disguise  it  and  make  it  look  like  a  real 
candle,  is  largely  one  of  prejudice  and  sentiment;  personally,  I  see 
absolutely  no  reason  why  the  electric  light  should  not  be  used  in 
any  way  that  one  chooses  to  use  it,  providing  they  do  not  make  it 
offensive  to  sight,  and  providing  it  harmonizes  with  the  surround- 
ings. I  am  inclined  to  believe  that  the  designer  had  very  little 
to  do  with  the  question  as  to  whether  the  light  should  be  turned 
up  or  down;  I  have  come  to  the  conclusion  that  questiooB  of  this 
kind  belong  largely  to  the  prejudice  of  the  public ;  t^e  decorator 
looks  at  these  things  from  a  large  and  varied  point  of  view  and 
settles  them  not,  perhaps,  so  much  from  his  own  standpoint  as 
from  the  standpoint  of  the  many  people  with  whom  he  comes  in 
contact.  The  result  is  that  prejudice  and  methods  that  existed 
in  the  beginning  have  changed,  by  public  sentiment,  into  what  is 
looked  upon  generally  as  the  proper  method  of  carrying  out  the 
idea.  The  practice  to-day  of  electrical  illumination,  as  it  is  carried 
on  within  the  limits  of  private  house  work  of  a  certain  high  grade 
and  character,  is  as  clearly  marked  as  the  different  orders  of  archi- 
tecture ;  conventional  ideas  prevail,  and  I  am  free  to  say  that  no 
designer,  unless  he  designs  on  a  different  basis  from  what  is  gen- 
erally accepted  can  expect  to  have  anything  excepting  the  con- 
ventional type  of  fixture  accepted.  I  would  say  further  that,  as  a 
matter  of  fact,  the  designer  of  an  electric  light  fixture  to-day,  in 
approaching  almost  any  proposition  that  is  brought  to  his  atten- 
tion, has,  to  a  very  large  extent,  the  conditions  laid  out  for  him; 
the  style  of  the  room  ie  settled,  the  general  type  of  the  fixture  is 
firmly  fixed  in  the  mind  of  the  buyer,  and  the  designer  is  supposed 
to  work  and  design  within  the  limits  of  certain  restrictions.  There 
is  very  little  reason  to  suppose  that  a  designer  goes  on  constantly 
creating  new  forms  and  new  shapes,  and  evolving  original  ideas  con- 
stantly for  the  use  of  electrical  illumination;  such  a  thing  would 
be  practically  impossible  from  the  fact  that  he,  iiie  woric,  and  hia 
design  becomes,  in  time,  only  a  part  of  the  whole,  and  he  is  to  the 
chair  itself  what  the  gnimpe  or  the  tacks  might  be — a  part,  an 
accessory,  which  must  harmonize  and  be  in  keeping,  and  in  the 
same  general  and  prevailing  style  and  tone.    It  is,  therefore,  im- 
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poBsible  to  fonnulate  any  rule  or  plan  for  the  designing  of  electric 
lighting  fixtures;  it  ia  hard  to  tell  what  to  avoid,  and  what  to 
adopt ;  we  find,  for  instance,  that  it  ia  prevalent  with  the  French 
of  to-day  to  point  their  lights  up  on  all  the  brackets  and  chande- 
liers which  they  have  in  general  use;  and  ve  also  find  that  they  arc 
reverting  back  to  the  old  and  primitive  types  of  chandeliers  and 
brackets  that  were  used  for  candles;  further  than  that,  they  are 
using  these  old  typea  and  shapes  in  exactly  the  same  way  in  which 
they  were  used  for  candlee.  This  is  the  result  of  many  years  of 
change  and  endeavor,  and  naturally  raises  the  question  as  to 
whether  an  imitation  candle,  made  of  porcelain  or  metal,  with  an 
electric  bulb  on  the  top,  instead  of  the  real  candle  itself,  is  a  proper 
conception  of  an  artistic  lighting  fixture;  cover  the  light  with  a 
silk  shade,  shield  it  from  the  eye  with  some  soft  material,  complete 
the  illusion  by  toning  your  candle  to  the  exact  color  of  the  wax, 
and  the  effect  becomes  absolutely  the  same ;  tiien,  why  should  there 
be  any  criticism?  The  fact  remains,  however,  that  it  is  not  a 
candle,  but  the  fact  cannot  affect,  in  any  sense,  the  effect  that  it  has 
upon  its  surroundings  or  upon  its  environmente. 

The  making  of  electric  lighting  fixtures,  as  I  have  said  before, 
is  an  art  that  belongs  to  the  proper  furnishing  of  the  room;  by 
the  very  nature  of  things,  it  becomes  a  part  of  the  room;  it  should 
harmonize  in  style,  be  of  the  proper  proportion,  be  of  the  proper 
finish  and  workmanship,  and  the  proper  color  of  gilding.  Having 
said  this,  what  more  can  be  said  in  regard  to  what  the  fixture  should 
be  ?  It  then  becomes  a  question  of  the  elaboration  or  the  simplicity, 
of  the  good  taste  and  judgment  of  the  man  who  designs  it;  the  ten- 
dency is,  however,  in  my  opinidn,  on  the  part  of  nearly  all  who  are 
concerned  in  designing  fixtures  of  this  type,  to  adhere  to  the  old 
motives  and  reproduce  the  old  examples.  There  has  been  a  great 
deal  of  criticism  of  the  lack  of  initiative  in  fixture  designers,  but 
I  think  the  fixture  designer  has  done  this  thing,  in  a  large  sense, 
from  the  fact  that  it  is  what  the  public  expects  to  get,  and  it  is  Kis 
business,  as  a  business  man,  to  supply  the  public  with  what  it  wants. 

It  was  my  intention,  when  I  first  began  to  take  notes  for  this 
lecture,  to  say  something  at  length  of  design  and  designing;  I 
have  found  the  subject  too  elusive ;  the  principles  that  underlie  liie 
art  of  design  are  so  varied  and,  in  a  sense,  so  indefinite,  that  I 
hesitated  to  discuss  in  theory  a  matter  that  I  know  well  only  in 
practice.    To  try  and  explain  in  any  way  the  underljinii  princi- 
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pies  of  proper  deeign  requires  one  with  more  faculty  of  expresBing 
and  a  better  knowledge  of  the  use  of  words.  I  know  that  the 
talent  for  clever  ezpresBion  in  drawing  is  not  to  be  confounded 
with  that  of  pure  design.  My  recollection  of  the  quotation  on  the 
first  page  of  the  first  bouk  on  drawing  that  I  ever  owned,  that 
"  One  who  can  leam  to  write  can  learn  to  draw,"  at  the  time  in- 
volved to  me,  in  its  meanii^,  the  whole  question  of  art.  I  found, 
in  time,  it  did  not;  one  can  learn  to  draw — eadi  within  his  limi- 
tation— but  one  cannot  leam  to  design  any  more  than  he  can  leam 
to  color :  great  designers,  as  well  as  great  colorists,  are  bom,  not 
made.  I  hold  a  great  facility  in  a  designer,  as  a  draughteman,  to 
be  a  detriment  in  most  instances;  the  desire  to  make  a  thing  look 
well  in  the  drawing  diverts  the  mind  from  the  thing  itself.  The 
tendency  that  all  clever  draughtsman  have  to  consider  the  thing 
more  or  less  as  a  picture  than  as  an  object  defeat*  their  efforts, 
and  they  are  apt  to  find  a  design  that  is  full  of  the  conceit  of  clever 
expression  does  not  please  when  made  and  put  in  place. 

There  is  one  question  that  interests  the  connaisseur  and  the 
designer  more  than  any  other,  and  that  is  the  relation  not  so  much 
of  the  light  to  the  fixture  as  the  workman  to  the  design;  in  the 
minds  of  many  people  of  good  taste  and  discrimination,  a  simplicity 
of  outline  and  detail  is  all  that  they  ask  for  and  all  that  they 
expect  to  get;  their  houses  are  furnished  in  a  Kimple  and  direct 
manner,  with  an  elimination  of  anything  that  tends  towards  detail 
or  richness  of  design.  A  great  many  things  that  are  interesting 
artistically  are  naturally  left  out  of  a  house  of  this  kind.  On  the 
other  hand,  a  man  equally  well  educated,  just  as  much  of  a  con- 
naisseur, just  as  particular  in  his  ideas  as  to  what  constitutes  a 
proper  interpretation  of  art,  will  insist  that  his  designs  have  some- 
thing more  than  a  mere  shape  and  form,  and  that  they  represent  in 
themselves  a  high  degree  of  workmanship  and  great  beauty  in 
finish.  One  person  absolutely  refuses  to  have  any  form  of  orna- 
ment in  the  house  which  embodies  a  bowknot,  basket,  mask,  or 
anything  that  is  symbolical,  and  insists  that  all  ornaments  should 
be  without  any  particular  significance,  that  only  the  motives  of 
plant  form  and  geometrical  designs  should  be  used.  The  other 
person  has  no  objection  to  any  form  of  design,  providing  the  exe- 
cution represents  great  skill,  ingenuity  and  artistic  finish.  What 
is  one  man's  meat  is  another  man's  poison.  What  is  good  in  the 
opinion  of  one  man  becomes  poor  in  the  opinion  of  another,  and  in 
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choosing  between  the  two  peraons  you  would  be  at  a  loss  to  know 
which  was  the  more  capable  and  which  the  better  poeted  in  all  the 
elementsry  ideas  of  art  and  practice.  A  designer,  in  time,  learns 
to  see  the  perfect  fallacy  of  having  any  absolutely  decided  opinions 
in  regard  to  design,  and  if  he  is  a  man  of  large  experience  and  wide 
culture,  accepts  anything  and  eTerything  tliat  shows  in  itself  an 
intelligent  rendering  and  a  skillful  craftsmanship;  the  higher  the 
art  is  carried,  althongh  it  may  be  over-ornate,  the  more  the  color 
and  the  greater  the  elaboration,  the  more  it  appeals  to  him.  It 
does  not  follow,  however,  that  he  is  called  upon  to  offer  it  to  the 
first  party  that  comes  along;  his  position  in  the  business  world 
tells  him  that  he  has  to  find  out  what  the  peculiarities  and  idio- 
syncrasies are  of  each  and  every  one  he  meets,  and  adapt  his  talent 
and  his  art  to  their  requirements. 

This  may  sound  like  dodging  the  question,  and  undoubtedly  is, 
in  a  way,  but  a  designer  of  a  thing  as  practical  and  elementary  as 
an  electric  light  fixture  generally  has  to  do  these  things  for  the 
public,  and  the  public  have  to  be  pleased;  otherwise,  he  would 
find  no  output  for  his  product  and  no  appreciation  for  his  talent 
A  designer  who  is  able  to  preach  a  doctrine  entirely  his  own,  or 
able  to  inoculate  a  eyetem  for  which  he  is  entirely  responsible,  is 
a  man  who  is  going  to  find  it  extremely  difficult  to  market  many  of 
his  wares;  all  people  of  good  taste  do  not  think  alike  in  regard  to 
what  constitutes  the  proper  thing  in  regard  to  an  electric  lighting 
fixture. 

I  have  felt,  while  noting  down  the  few  remarks  I  have  made  to 
yon,  that  I  could  have  talked  more  intelligently  if  I  had  a  specific 
subject  to  talk  about.  It  seems  as  if  I  had  rambled  a  good  deal 
and  have  said  very  little ;  this  is  largely  the  result  of  the  lack  of 
pliability  of  a  mind  which  has  been  used  to  deal  with  facts  in  the 
•concrete,  and  had  very  little  to  do  with  things  in  the  abstract. 
There  is,  generally  speaking,  a  reason  for  almost  anything  that  is 
done  in  designing,  proriding  a  man  is  conscientious  and  is  work- 
ing up  to  a  purpose.  After  years  of  study  and  application,  he  finds, 
naturally,  that  certain  fonuB,  certain  sliapes,  and  certain  materials 
are  necessary  for  the  completion  of  his  idea,  but  it  is  extremely 
difficult  for  a  man  to  discuss  these  things  and  say  very  much  that 
is  worth  while  remembering  unless  he  has  the  objects  themselves 
in  front  of  him  to  demonstrate  the  meaning  of  his  words.  Having 
made  it  a  practice,  largely,  of  using  a  pencil  in  addition  1o  his 
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tongue  in  enforcing  bis  ideas  upon  the  public,  it  becomee  difficult, 
at  a  period  like  this,  to  make  himself  clear  without  the  aid  of  his 
pencil,  and  he  realizes  that  be  might  make  his  point  much  more 
effective  if  he  had  a  picture  to  show,  or  even  the  article  itself. 

The  taste  of  tbe'public  is  a  thing  that  one  is  bound  to  consider; 
no  one  knows  it  more  thoroughly  than  the  business  man  with  bia 
300  workmen  who  have  to  be  provided  with  work,  and  that  he  has 
got  to  take  this  work  and  deliver  it  at  a  profit.  This  fact  behind 
him  maj  sometiDies  vroik  to  the  detriment  of  his  intentions,  but 
I  can  see  that  this  is  one  advantage,  in  my  opinion,  that  the  il- 
Imninating  engineer  of  the  future  may  have,  in  the  fact  that  his 
position  is  purely  a  professional  one,  and  that  his  vocation  is  largely 
one  of  an  adviser.  Whether  he  will  be  able,  in  time,  to  master  the 
intricacies  of  design  which  have  become  so  much  a  part  of  the  ne- 
cessities of  the  case  is  for  the  future  to  tell  us ;  but  one  thing  is 
very  certain,  that  his  influence  cannot  extend  to  a  very  large  estent 
unless  he  has  mastered,  in  s  degree,  the  art  of  design  as  well  as 
the  science  of  illumination,  if  it  is  his  intention  to  manage  the 
whole  thing. 

The  illuminating  engineer  will  be  able  to  rectify,  in  my  opinion, 
many  abuses  and  many  conditions  that  are  detrimental,  that  still 
exist  and  will  exist  from  the  mere  fact  that  the  manufacturer  has 
no  intention  to  change  them.  The  first  condition  of  importance 
is  the  question  of  the  less  important  fixtures  that  enter  into  the 
furnishing  of  all  our  buildings,  not  only  the  private  building,  but 
the  building  for  commercial  and  civic  use.  The  small  brackets  and 
small  lights  which  are  now  made  of  an  inferior  material  and  poor 
design  should  be  replaced  by  fixtures  of  a  better  and  higher  grade 
of  workmanship.  The  designs  themselves  are  bad,  notoriously  so 
from  the  fact  that  so  little  is  generally  paid  for  these  goods.  I  have 
noticed,  in  the  few  designs  that  have  been  sent  out  by  illuminating 
engineers  for  competition,  that  they  have  improved  the  nature  and 
character  of  the  manufacturing,  increased  the  sizes  <^  the  mate- 
rials used,  and  the  weight,  and  insisted  upon  better  construction; 
they  have  still  adhered,  in  most  cases,  to  the  obsolete  form  of  de- 
sign. Having  this  matter  entirely  within  their  own  control,  it 
would  have  seemed  a  simple  matter  for  them  to  have  adopted  a 
type,  though  it  might  have  cost  more,  which  would  have  been  a 
great  deal  more  in  keeping  vrith  the  surroundings.  The  methods 
employed  in  the  beginning  to  make  installation  easy  have  been  kept 
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up  to  the  present  time.  Large  and  ugly  shaped  backs,  which  were 
made  to  slide,  were  used  in  order  that  the  fixtures  themselves  should 
go  up  without  much  complication.  Large  boxes  were  used  in  order 
that  one  type  might  meet  all  cases;  4-inch  junction  boxes,  which 
was  the  general  type  of  junction  box  used,  had  to  be  covered,  in 
almost  all  instances ;  therefore,  large  backs  over  4  inches  in  width 
with  a  projection  of  at  leaat  2  or  3  inches  or  more  had  to  be  used. 
All  of  these  conditions  could  be  overcome  by  putting  a  cover  on 
the  box  and  reducing  the  size  of  the  backs  and  the  general  char- 
acter of  the  design  to  a  much  more  suitable  and  appropriate  con- 
dition. 

The  regulating  of  competition,  selection  of  competent  manufac- 
turers, the  equalizing  of  the  importance  of  the  designs,  and  the 
writing  of  specifications  that  would  clearly  and  comprehensively 
cover  the  requirements  involved,  will,  in  my  opinion,  all  tend 
towards  a  better  result.  This  is  not  goiog  to  be  an  agreeable  change 
to  the  manufacturer,  nor  is  he  going  to  receive  it  with  any  kind  of 
complaisance,  but  11:  is  all  in  the  direction  of  improvement,  and  if 
the  proper  amount  of  care  and  attention  is  given  to  the  designing, 
there  is  no  reason  why  the  other  questions  involved  could  not  only 
thoroughly  but  well  be  taken  care  of. 

Up  to  a  very  recent  date,  very  few  of  our  public  buildings  have 
had  the  proper  amount  of  attention  given  to  the  question  of  light- 
ing fixtures;  the  appropriations  have  never  been  large  enough  to 
cover  the  great  number  of  outlets  that  are  installed,  and  the  result 
has  been  that  cheap  expedients,  in  many  cases,  have  been  resorted 
to,  to  get  fixtures  of  a  proper  size  and  importance.  The  intro- 
duction of  plaster  and  wood  as  a  means  of  making  fixtures  has  made 
it  easy  to  make  large  things  for  little  money;  whether  a  plaster 
fixture  put  into  a  State  capitol  to  remain  there  for  time  immemorial 
is  the  proper  material  for  a  such  thing  is  a  debatable  question.  The 
permanency  of  bronze  and  marble  has  never  been  questioned,  and 
we  all  know  that  an  architect,  if  he  can  induce  his  client  to  use 
marble,  will  never  use  plaster  unless  it  is  a  place  where  plaster  is 
imperatively  called  for. 

The  illuminating  engineer,  I  hope,  will  also  have  something  to 
say  about  the  disposition  of  outlets,  and  will  be  able  to  control, 
with  hia  precise  knowledge  of  light,  a  minimum  of  outlets  in  a 
room  ;  so  that,  when  the  time  comes  for  the  question  of  fixtures,  he 
can  supply,  with  his  appropriation  of  $10,000   (we  will  say,  for 
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instance),  the  minimum  number  of  50  fixtures  instead  of  the  maxi- 
mum number  of  100.  I  have  found,  in  many  cases  where  I  have 
been  called  upon  to  compete,  a  condition  existing  where  a  large 
number  of  outlets  were  put  in  as  a  mere  matter  of  precaution,  the 
architect  saying  that  if  they  were  not  wanted  they  could  be  elimi- 
nated. This  does  not  seem  to  me  to  be  good  practice;  when  a 
matter  of  this  kind  is  put  into  the  hands  of  an  expert,  he  should 
be  able  to  tell  what  outlets  are  needed  and  the  amount  of  light 
required,  but  to  put  in  outlets  for  five  chandeliers  and  only  use  one, 
because  only  one  was  really  required,  seems  to  be  a  complication 
in  all  directions,  for  it  forces  the  fixture  man  to  bid  on  five  chande- 
liers at  $50  apiece  when  he  would  much  rather  have  bid  on  one 
chandelier  at  $150. 

These  questions,  and  many  others  which  might  be  interesting, 
BO  closely  concern  the  duties  of  the  illuminating  engineer  that,  in 
the  future,  he  will  probably  find  the  advantage  of  his  position 
will  be  great;  that  his  opportunities  for  correcting  many  abuses 
will  be  evident,  and  that  he  can  bring  about  not  .only  a  more  satis- 
factory condition  for  the  architect  and  the  owner,  but  can  also  intro- 
duce into  our  public  buildings  a  better  and  higher  grade  of  fixture 
than  have  been  heretofore  used.  The  insurance  people  will  tell  you 
that  the  badly  made  and  badly  constructed  fixture  is  one  of  the 
most  dangerous  parte  of  the  present  electrical  installation,  and  that 
they  would  be  willing  to  welcome  anything  that  would  give  them 
relief  in  this  direction;  this  refers  principally  to  those  fixtures 
which  are  used  ip  the  minor  parte  of  all  buildings  and  which,  to- 
day, are  sold  for  a  mere  nominal  sum,  and  sold  for  a  nominal  sum 
because  they  are  not  only  made  of  a  cheap  and  light  material,  but 
are  badly  constructed,  and  in  a  general  competition  it  is  almost 
impossible,  where  the  manufacturers  are  bidding  under  a  general 
competition  and  against  each  other,  to  raise  themselves  above  the 
general  level  of  what  has  been,  and  what  is  existing. 
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THE  COMMERCIAL  ASPECTS  OF  ELECTRIC  LIGHTING 

By  J.  W.  LiKB,  Jb. 

CONTBHTS 

1.  The  Public  utility  Corporation. 

Corporation  Organization. 

Franchleea. 

Pt^ments  to  the  Hnnlclpallty. 

Taxation. 

Obligation  to  Berve. 

Publicity. 

2.  State  or  Municipal  Supervision. 

Reflation  by  CommlBBlon. 
Supervision  hy  Municipality. 
Inapoction  by  Fire  Underwriteru. 

3.  Relations  with  the  Public. 

Publication  of  Ratea. 

Discrimination. 

Complaints. 

Branch  Offices. 

Wiring  Inspection. 

Supervision  of  I«mp  Installation. 

Lamp  Deliveries. 

Emergency  Repair  Service. 

BliUng. 

4.  Relations  with  Bmployeee. 

Welfare  Work. 

Workmen'B  Compensation. 

"  Personal  Equation." 

Operating  Rules. 

Sick  Benefit  Funds. 

Pensions. 

Profit  Sharing. 

Relations  of  Employee*  to  the  Public. 

Relations  with  Organized  Labor. 

5.  Service  Conditions. 

Extensions. 
Underground  Service. 


.y  Google 


946  Illuminating  Enqinsebino 
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The  field  covered  by  the  title  of  this  address  is  so  vaat,  and  it 
inclndee  such  a  number  of  details  that  it  is  hopelesE  to  attempt  to 
give  more  than  a  general  outline  of  the  subject  within  the  brief 
period  allotted  for  its  oral  presentation,  or  within  the  limits  of  a 
single  paper. 

The  PubHc  Utility  Corporation 

The  corporation  pssuming  the  business  of  supplying  electric  cur- 
rent to  a  community  for  lighting  puiposes  usually  distributes  it, 
from  the  same  circuits  or  from  special  circuits,  for  power  purposes 
also,  and  incidentally  for  heating;  it  will  be  understood,  therefore, 
that  where  reference  is  here  made  in  general  terms  to  the  lighting 
corporations  or  central  station  companies,  it  includes  broadly  the 
business  of  the  generation  and  distribution  of  electric  current  for 
light,  heat  and  power  purposes. 

Corporatioii  O^^anizatioii.  The  electricity  supply  company  in 
Xew  York  State  must  be  organized  under  the  provisions  of  the 
Transportation  Corporations  Ijaw,  a  general  statute  applying  to 
gas,  electric  and  similar  corporations.  In  most  of  the  otlier  States 
there  are  somewhat  similar  statutes.  The  corporation  organized  is 
the  creature  of  tlie  State,  enjoying  certain  privileges  and  assuming 
reciprocal  obligations  toward  the  State,  the  municipality  and  the 
public.  The  company  is,  however,  still  incomplete  and  unable  to 
do  the  business  for  which  it  was  organized  until  it  receives  from 
the  authorities  of  the  municipality  where  it  is  to  operate  tiae  right 
or  franchise  to  occupy  the  streets.  This  right  is  a  grant  or  special 
franchise  from  the  sovereign  power,  the  State,  received  through 
the  local  legislature,  board  of  aldermen,  selectmen,  etc.  When  this 
grant  has  been  conferred  upon  the  company  it  is  ready  to  com- 
mence operations. 

In  this  presentation  we  shall  have  to  deal  more  with  the  rather 
indefinite  and  almost  indefinable  obligations  which  the  corporation 
assumes  towards  the  public  at  large  and  towards  iU  consumers 
than  with  the  conditions  under  which  it  has  obtained  its  charter 
and  established  itself  as  a  business  corporation  with  the  right  to 
use  the  public  domain.  It  will  not  be  practicable,  therefore,  to 
discuss  at  length  the  form  of  the  business  organization,  its  officers 
and  their  respective  duties,  or  the  sdieme  of  departmental  or 
bureau  subdivision  of  the  business;  nor  will  it  be  profitable  to 
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present  an  ideal  scheme  of  oiganization,  as  it  will  be  found  that 
the  duties  and  responsibilities  assigned  in  conformity  with  it  to  the 
ezecutiTes  and  officials  depend  so  much  upon  the  personality  and 
esperience  of  the  individuals,  that  while  it  is  theoretically  possible 
to  devise  a  general  scheme  of  classification  of  duties  it  is  usually 
difficult  to  make  the  ideal  scheme  fit  any  set  of  actual  conditions 
or  any  particular  set  of  men. 

Prauohises.  When  the  electric  lighting  industry  was  in  its  in- 
fancy the  municipal  authorities  were  eager  to  obtain  for  their  com- 
munities a  prompt  application  of  the  new  developments,  and  fran- 
chises conld  be  readily  obtained  for  the  asking  that  were  broad  in 
character  and  perpetual  in  term.  Xew  developments  in  the  elec- 
trical industry  were  exploited  by  the  manufacturing  companies 
which  eagerly  sought  franchises  from  the  municipalities,  if  not 
for  themselves  at  least  for  their  local  agents  or  company,  often  for 
the  ultimate  purpose  of  selling  the  machinery  or  apparatus  manu- 
factured by  them.  Franchises  were  freely  given  by  the  municipal 
authorities  on  varying  terms.  Thus  the  manufacturing  corpora- 
tions representing  the  different  systems,  such  as  Brush,  Edison, 
Thomson-Houston,  Ball  and  Waterhouse,  and  others,  were  very 
early  in  the  field  of  electric  lighting.  The  franchises  or  privileges 
granted  to  these  companies  were  somewhat  similar  and  differed 
only  in  the  variety  of  conditions  to  be  complied  with,  and  which 
the  local  companies  were  willing  to  assume.  These  franchises  were 
usually  perpetual,  but  where  the  question  of  the  life  of  the  franchise 
was  considered  as  of  serious  moment,  a  restriction  to  a  50-year 
period  was  at  times  imposed,  and  often  some  consideration  was 
demanded  as  a  condition  for  granting  the  occupation  of  the  city 
streets  by  poles  and  wires. 

Payments  to  the  Municipality.  These  conditions  usually  were — 
that  the  company  must,  in  consideration  of  the  franchise  granted, 
agree  to  give  the  city  a  certain  number  of  free  arc  li^ts;  a  free 
arc  light  for  the  city's  use  for  each  50  or  100  arc  lights  supplied 
to  commercial  customers;  a  percentage  reduction  on  the  prevailing 
commercial  rates  for  the  lights  required  by  the  city,  or  a  small 
annual  payment  per  lineal  foot  of  streets  occupied  for  the  privilege 
of  opening  the  streets,  pavements  or  sidewalks  for  the  purpose  of 
layiug  tubes,  wires  and  conductors,  and  in  some  cases  even  a  per- 
centage of  the  gross  income  of  the  company.  The  latter  condition 
was  not  often  accepted  by  the  companies,  and  the  other  two  condi- 
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tions,  owing  to  the  change  in  the  method  and  manner  of  conducting 
the  electrical  busineBS,  and  also  because  of  subeequent  statutes,  are 
at  this  period  of  no  force  or  effect  in  many  of  the  States. 

A  marked  change  has  taken  place,  however,  in  the  attitude  of 
the  public  authorities  during  the  past  few  years  in  the  matter  of 
gi.inting  franchises  to  public  utility  corporations  occupying  the 
city  streets.  Long-term  franchises — 50  years  or  more — are  no 
longer  looked  upon  with  favor  by  public  opinion,  and  there  is  a 
tendency  to  limit  the  term  of  new  franchises  to  a  35-year  term,  or 
to  grant,  what  is  called  under  the  Wisconsin  statute,  an  "  indeter- 
minate permit,"  which  is  a  franchise  that  continues  until  it  ex- 
pires according  to  law,  or  until  tlie  municipality  in  which  it  is 
operated  purchases  it  pursuant  to  the  statute.  Substantial  mone- 
tary coneiderations,  also,  are  now  frequently  attached  as  condi- 
tions precedent  to  the  granting  of  the  franchise. 

It  is  evident,  of  course,  that  in  the  end  these  burdens  must  all 
be  borne  by  the  consumer,  and  where  the  company  can  obtain  its 
footing  only  under  a  short-term  franchise  it  must  provide  in  its 
scale  of  prices,  in  addition  to  a  sum  to  provide  for  the  specific  re- 
quirements, for  a  fixed  charge,  also,  sufficient  to  cover  the  rapid 
amortization  incident  to  a  short-term  franchise.  Hence  the  new 
company  cannot,  as  a  general  rule,  in  justice  to  those  who  are 
expected  to  risk  their  money  in  the  enterprise,  assume  to  compete 
with  a  similar  company  not  burdened  with  exceasiTe  conditiona 
and  enjoying  a  long-term  franchise. 

As  the  industry  has  grown  and  the  investment  therein  has  be- 
come larger,  the  municipalities  have  taken  a  more  liberal  attitude, 
from  the  point  of  view  of  the  established  companies,  in  the  matter 
of  granting  competing  franchises.  The  city  authorities  have  come 
to  recognize  the  undesirability  of  granting  the  right  of  opening  the 
streets  and  erecting  poles  and  wires,  of  laying  ducts  and  cables 
to  competing  electric  light  companies  as  well  as  to  competing  gas 
or  telephone  companies,  so  long  as  the  existing  company  renders 
efficient  and  up-to-date  service  at  reasonable  rates.  This  protects 
the  investment  and  enables  the  corporation  to  more  adequately 
serve  the  public  and  pursue  a  liberal  policy  of  extensions  into  new 
territory.  This  custom  has  now  become  so  well  established  as  to  be 
recognized  as  the  law. 

Having  hastily  gone  over  the  organization  of  the  company  and 
its  relation  to  the  municipaJity,  through  the  medium  of  its  ftan- 
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chiee,  we  must  pass  on  lo  other  elements  which  must  be  provided 
for  and  recognized  by  every  electricity  supply  company. 

TaxBtion.  Although  the  municipal  authorities  have  frequently 
annexed  burdensome  conditions  to  the  franchises,  the  legislatures  of 
our  various  States  have  not  allowed  the  public  service  companies 
to  escape  their  attention  in  the  matter  of  taxation.  Aa  has  been 
seen,  secondary  franchises  have  been  granted  by  municipalities  with 
certain  conditions  annexed,  which  must  be  accepted  by  the  corpora- 
tion to  which  the  franchise  is  granted,  and  which  must  be  per- 
formed to  avoid  a  forfeiture — such  as  free  arc  lamps  to  the  munici- 
pality, a  certain  percentage  of  tax  per  running  foot  of  underground 
or  overhead  conductors,  or  a  certain  percentage  upon  the  gross 
income  of  the  company,  as  may  seem  best  to  the  municipal  an- 
thoritiee. 

But,  in  addition  to  these  conditions,  the  corporation  is  subject 
to  various  kinds  and  degrees  of  taxation,  more  or  less  dependent 
upon  the  success  of  the  corporation  financially — as  the  most  suc- 
cessful are  also  the  most  severely  taxed.  First,  the  real  estate  of 
the  corporation  is  subject  to  the  local  real  estate  tax  for  city, 
county  and  States  purposes,  which  tax,  of  course,  varies  in  amount 
according  t«  the  extent  of  the  real  estate  owned  by  the  company 
and  the  value  thereof.  Second,  the  gross  income  of  the  company  is 
assessed  according  to  the  State  law  in  the  form  of  a  tax  on  the 
privilege  of  exercising  its  corporate  franchise.  This  tax,  of  course, 
varies  according  to  the  amount  of  the  income  of  the  company  so 
assesaed.  In  Sew  York  State  this  tax  is  at  the  rate  of  one-half 
of  1  per  cent  on  the  gross  earnings  of  the  company  for  each  year, 
and  3  per  cent  on  the  amount  of  dividends  declared  above  4  per 
cent.  Tou  will  realize  that  this  is  not  an  inconsiderable  tax  to 
a  large  company.  Third,  in  New  York  State  a  new  tax  was  inau- 
^rated  in  1899  and  levied  on  all  public  service  corporations,  called 
the  Special  Franchise  Tax,  under  which  is  assessed  the  "  in- 
tangible right  of  way"  or  "right  or  permission"  to  do  business 
in  the  streets,  which  theretofore  had  escaped  taxation.  This  law 
was  said  to  have  been  passed  to  equalize  taxation  and  incidentally 
relieve  the  farmer  of  an  unjust  burden,  but  practically  it  has  pro- 
vided more  funds  for  State  expenditures,  lake  all  other  taxes 
this  has  become  a  burden  upon  the  consumer.  The  assessed  value 
of  special  franchises  has  been  increased  yearly,  and.  of  course,  the 
.amount  collected  from  the  corporations  has  been  added  to  produc- 
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tion  costs,  and  is,  in  the  last  analysis,  paid  by  the  consumer.  The 
thing  taxed  is  called  "  real  estate,"  and  this  "  right  of  way  "  has 
been  assessed  since  1899  with  the  tangible  property  of  the  corpora- 
tion in  the  street  as  the  "  Special  Franchise."  In  the  case  of  an 
electric  light  company  this  tangible  property  is  its  conductors  and 
subsidiary  connections,  cables,  poles  and  wires  in  the  streets, 
highways  and  public  places. 

This  tax  also  varies  according  to  the  income  of  the  company  and 
the  "  nee  "  to  which  the  intangible  right  is  put.  It  would  seem  in- 
equitable and  unjust  to  tax  the  ingenuity  and  capability  of  the 
corporate  managers,  which  is  in  effect  what  is  done,  because  the 
value  of  its  "  intangible  right "  increases  or  decreases  according 
to  the  ability  and  business  management  of  those  who  operate  the 
company  owning  the  particular  franchise.  However  unjust  it  may 
seem  that  this  form  of  taxation  includes  a  tas  on  elements  not 
belonging  to  the  "intangible  right"  itself,  it  must  be  recognized 
that  it  is  popular  with  the  masses  who  ultimately  pay  the  tax,  and 
has  taken  a  place  among  the  established  forms  of  taxation  in  most 
of  our  States.  It  is  a  serious  question  now,  however,  whether  these 
special  franchises  belonging  to  regulated  monopolies  will  in  the 
future  be  of  any  value  for  taxation  purposes,  and  whether  or  not 
this  form  of  taxation  must  not  be  modified ;  because  these  regulated 
monopolies  are  compelled  to  sell  their  product  at  a  price  fixed  by 
the  legislature  and  are  controlled  by  utility  commissions  in  all 
details  of  their  operations.  Fourth,  frequently  electric  light  com- 
panies are  also  subject  to  taxes  imposed  by  the  terms  of  the  fran- 
chise granted,  such  as  I  have  already  mentioned.  These  taxes,  as 
has  been  stated,  are  sometimes  in  the  form  of  a  percentage  of  the 
gross  or  net  earnings  or  free  service  of  a  certain  number  of  arc 
lamps,  or  a  certain  amount  per  lineal  foot  of  conductors  or  other 
forms  of  payments  such  as  may  be  required  by  the  municipality. 
Fifth,  corporations  in  some  of  the  States,  including  electric  light 
companies,  are  furthermore  subject  to  a  personal  property  tax, 
which  is  called  the  capital  stock  tax.  This  tax  is  assessed  by  the 
local  assessors  and  is  based  on  the  excess  of  the  assets  of  a  corpora- 
tion over  its  obligations,  less  the  assessed  value  of  its  real  estate 
and  other  property  exempted  by  the  statute  from  taxation. 

Frequently  where  the  bond  issue  of  a  corporation  is  large,  and 
the  floating  debt  is  considerable  and  the  real  estate  holdings  large, 
as  well  as  stock  in  other  corporations,  the  company  escapes  this 
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form  of  taxation.  Very  often,  however,  a  large  aesesement  is  im- 
posed. This  tax  is  aeseased  at  the  same  time  as  the  taxes  upon 
the  real  estate  owned  by  the  corporation  and  at  the  some  rate  and 
b;  the  same  officials. 

In  addition  to  these  several  forms  of  taxation  the  Federal  Gov- 
ernment has  instituted  what  is  known  as  the  Federal  Corporation 
Tax  Law,  which  having  been  signed  by  President  Taft  on  August 
5,  1909,  became  a  law  and  is  entitled  "  an  Act  to  provide  revenue, 
equalize  duties  and  encourage  the  industries  of  the  TJnited  States 
and  for  other  purposes."  Under  the  law  corporationB  are  com- 
pelled to  make  returns  to  the  Collector  of  Internal  Revenue,  and 
the  first  tax  under  the  law  included  the  entire  year  of  1909. 

The  sum  total  of  these  variouE  publio  hardens  carried  by  the 
public  utility  corporations  in  the  form  of  taxation  amounts  to  a 
very  large  sum,  reaching  in  some  cases  to  as  high  a  figare  as 
10  per  cent  of  the  total  income  of  the  corporation. 

Obllg^tiou  to  Serve.  Notwithstanding  all  the  conditions  annexed 
to  the  granting  of  franchises  and  the  payments  to  the  municipal- 
ities, and  the  various  forms  of  taxation  to  which  they  are  subjected, 
there  are  other  obligations  which  an  electricity  supply  company 
must  assume,  to  wit,  the  obligation  to  serve  the  public.  This  is  an 
obligation  which  must  be  serioualy  considered  by  all  corporations 
embarking  in  the  electric  light  and  power  business,  and  to  which 
adherence  must  be  strictly  given. 

The  granting  of  a  franchise  to  a  public  service  corporation,  such 
as  an  electric  company,  involves  a  reciprocal  or  conditional  under- 
taking'OU  the  part  of  the  company  receiving  the  franchise  that  it 
will  recognise  its  obligation  i«  serve  the  public  as  best  it  can  and 
treat  all  customers  similarly  situated  in  like  manner.  The  obliga- 
tion is  not  only  reciprocal,  but  it  is  in  part  payment  for  the.  pro- 
visions granted  by  the  municipality,  and  it  is  an  obligation  which 
can  be  enforced  at  law.  Most  of  our  States  have  passed  laws  recog- 
nizing this  principle,  and  which  declare  that  service  shall  be  given 
to  all  customers  applying  to  electric  companies  who  are  within  a 
certain  lineal  distance  of  the  company's  mains,  under  the  conditions 
specified  in  the  statute.  An  electricity  supply  company  cansotr 
therefore,  choose  its  customers  as  a  merchant  does.  Once  having 
gone  into  business  it  must  serve  the  public,  whether  it  wishes  to  or 
not,  since  under  its  common  law  obligations  and  under  the  pro- 
visions of  the  specific  statutes  its  service  most  be  given  without 


.y  Google 


COUUEROUI.  ASPEOTS  OF  £lBOTKI0   LiaETING  963 

diBcriminatioD.  In  other  words,  the  corporation  must  render  equal 
service  to  all  cnstomers  similarly  situated  under  like  circnmstances 
end  conditions,  and  it  may  not  choose  its  customers. 

FnbUoit;.  All  of  these  obligations  and  conditions  under  which 
a  lighting  company  is  compelled  to  do  bnsiness  are  imposed  upon 
it  on  the  theory  that  the  public  has  an  interest,  to  a  certain  extent, 
in  the  business  conducted  by  the  company,  and  is  interested  in  its 
affairs  and  in  the  use  of  part  of  the  property  employed.  This  is 
probably  because  these  companies  are  recognized  as  supplying  pub- 
lic.  necessities  and  are  called  "quasi"  public  service  corporations, 
because  they  come  near  t«  the  wants  and  actual  necessities  of 
the  people.  Ko  one  at  this  date  claims  that  the  public  utility 
companies  can  be  conducted  exactly  as  private  enterprises  are 
conducted,  although  not  many  years  ago  these  quasi-public  cor- 
porations were  conducted  with  comparatively  few  restrictions  on 
their  operations,  and  sometimes,  perhaps,  without  proper  regard 
for  the  public  interest.  This  situation  existed  where  there  was 
competition,  but,  of  course,  was  more  evident  where  the  corpora- 
tions had  a  complete  monopoly. 

The  force  of  public  opinion  has  had  a  great  effect  in  bringing 
about  a  modified  condition  of  affairs  in  regard  to  the  business 
management  of  these  companies.  To  a  certain  extent  these  cor- 
porations are  really  a  part  of  the  every-day  existence  of  the  people. 
Being  a  part  of  the  public  and  being  under  obligation  to  serve 
them  because  of  the  valuable  rights  and  privileges  granted  to 
occupy  the  public  domain,  there  is  sound  reason,  therefore,  why 
such  corporations  should  be  compelled  to  consider  also  the  interests 
of  the  public  whom  they  serve  with  reasonable  publicity  of  their 
affairs,  so  as  to  assure  them  that  they  are  fulfilling  all  of  the  obli- 
gations which  they  are  bound  to  return  for  the  privileges  which 
the  people  at  large  have  conferred  upon  them,  and  which  have 
enabled  them  to  use  with  profit  the  public  domain  in  carrying  on 
their  business. 

State  or  Municipal  Supervision 
Kegulation  by  CommiHUon.  In  the  early  days  of  the  Qovern- 
ment  of  the  United  States  there  were  oo  general  incorporation  acts, 
and  in  New  York  State,  until  nearly  the  middle  of  the  last  cen- 
tury, no  general  statute  authorizing  the  incorporation  of  companies 
was  in  existence.    Special  acta  of  the  legislature  were  passed  or- 
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gauizing  vsrious  companies  and  conferriDg  franchises  apon  them. 
It  was  manj  jearg  subsequent  to  this  date  when  statutes  were 
passed  authorizing  the  incorporation  of  gae  companies,  which 
statutes  were  subsequently  amended  to  include  also  electric  light 
tompanies. 

For  many  years  after  electric  corporations  began  to  spring  up 
all  over  the  country  the  policy  of  the  various  States  was  the 
"laiseez  fairs"  (let  alone)  policy.  The  managers  of  the  corpora- 
tions were  allowed  to  cany  on  their  buBinees  as  they  saw  fit,  without 
interference  or  regulation  on  the  part  of  the  State  or  National 
Government,  but  the  aggregation  of  capital  invested  in  these  enter- 
prises eventually  became  so  large,  and  the  possibility  of  the  danger 
from  the  abuse  of  the  privileges  granted  by  the  States  and  munici- 
palities seemed  to  be  so  great,  that  the  limits  within  nhich  the 
corporations  were  permitted  to  work  and  conduct  their  activities 
gradually  becanie  narrower.  The  State  extended  its  field  of  action, 
from  time  to  time,  over  the  steam  and  electric  railroads,  and  finally 
also  to  the  gaa  and  electric  companies.  This  "  supervision  "  which 
has  taken  the  place  of  the  "  let  alone  "  action  of  the  State  is  founded 
on  the  reciprocal  relations  of  the  public  utility  corporations  and 
the  public. 

The  first  of  the  States  to  undertake  the  supervision  of  gas  and 
electric  companies  was  Massachusetts,  where  a  statute  was  passed 
in  1885.  Since  that  time  gas  and  electric  companies  in  that  State 
have  been  under  the  supervision  of  the  Board  of  Gas  and  Electric 
Commissioners,  but  they  have  not  been  subjected  to  supervision 
in  such  great  detail  as  have  similar  corporations  in  adjacent  States, 
nor  have  these  companies  been  practically  placed  under  the  control 
of  the  Commissioners  in  the  State  of  Massachusetts,  as  appears  to 
have  been  the  intent  in  other  States. 

In  1907  the  State  of  Wisconsin  amended  its  railroad  law  so  as 
to  include  the  gas  and  electric  companies  among  the  corporations 
which  were  to  be  under  the  supervision  and  control  of  the  State. 
The  State  of  New  York  followed  its  first  Act  of  1905  with  a  more 
complete  Act  in  1907,  which  has  since  been  amended,  and  during 
the  past  year  or  two  Indiana,  New  Jersey,  Ohio,  South  Carolina, 
Marj-Iand  and  Virginia  have  followed  by  instituting  public  utility 
commissions  entrusted  with  more  or  less  sweeping  powers  under 
the  respective  statutes.  There  is  at  the  present  time  a  considerable 
Agitation  in  various  States  as  to  the  advisability  of  passing  public 
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service  laws,  bo  called,  and  a  wide  difference  of  opinion  as  to  how 
far  the  State  should  go  in  these  matters — whether  its  delegated 
ofiRcers  should  merely  Bupervise  the  relations  existing  between  the 
customers  and  the  corporation,  and  see  that  the  laws  which  are  on 
the  statute  books  are  obeyed,  or  whether  the  law  should  be  so 
drastic  as  to  place  not  only  the  supervision  but  the  control,  and 
even  what  is  equivalent  to  placing  the  management  of  these  corpo- 
rations in  the  hands  of  public  seirice  commissioners  who,  at  least 
in  the  beginning,  are  untried  and  unskilled  in  the  administration 
of  these  properties.  There  is  no  doubt  great  danger  in  permitting 
too  much  centralization  and  control  by  the  Government,  and  I 
assume  that  as  long  as  these  statutes  exist— and  they  probably 
will  as  long  as  the  public  service  corporations  exist — there  will 
be  a  wide  difference  of  opinion  as  to  how  far  these  regulatory 
measures  adopted  on  the  part  of  the  State  should  go.  It  would 
seem  that  we  are  facing  a  tendency  to  drift  away  from  our  former 
simplicity  in  the  matter  of  centralized  government  and  setting 
aside  the  safe  old  political  maxim  that,  at  any  rate  under  a  repub- 
lican form  of  government,  the  least  governed  people  are  the  beat 
governed.  It  does  not  seem  right,  as  appears  to  be  the  tendency, 
where  the  details  of  business  management  and  judgment  and  fore- 
sight are  concerned,  that  the  dictum  of  a  public  service  commission 
should  be  supreme,  or  that  the  management  of  the  companies 
should  be  directed  by  the  commission,  thereby  depriving  those  who 
are  financially  interested  of  exercising  their  own  judgment  in  the 
details  of  the  business  management  of  their  own  property.  It  is 
no  doubt  wise,  on  the  other  hand,  that  the  State  should  protect 
the  public  against  the  evils  of  over-capitalization,  and  enforce 
proper  relations  between  the  company  and  its  customers  and  insist 
upon  proper  treatment  of  the  public  where  questions  of  serrice 
are  involved. 

There  is  danger  from  an  arbitrary  and  too  drastic  enforcement 
of  the  law,  as  it  is  capable  of  being  interpreted  in  a  number  of  our 
States  at  the  present  time,  and  an  abuse  of  the  powers  of  super- 
vision and  control  may  drive  away  capital  from  investment  in  these 
corporations,  so  that  the  future  may  offer  no  inducement  to  the 
financier  wlio  has  been  successful  in  the  past  in  obtaining  the  nec- 
essary capital  to  bring  about  large  undertakings  and  important 
industrial  expansion,  because  of  the  inducements  offered  for  profit- 
able investment. 
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If  the  statutes  in  exiBtence  at  the  present  time  had  existed  some 
few  years  ago,  we  might  truthfully  say  that  very  few  of  our  most 
important  industrial  enteiprises  would  now  be  in  existence.  They 
are  the  result  of  combinations,  consolidations  and  aggregations 
which  have  not  only  been  successful  as  financial  ventures  for  their 
promoters,  but  have  given  and  are  giving  the  best  possible  service 
to  the  public  and  at  a  low  cost. 

It  must  be  admitted,  of  course,  that  there  are  two  sides  to  this 
question — but  is  it  not  barely  possible  that  public  opinion  may 
have  forced  the  legislatures  of  our  States  to  go  too  far,  and  must 
not  the  pendulum  swing  backwards  again?  There  is  a  danger  at 
the  present  time  which  may  come  from  too  much  regulation  and 
too  drastic  control  of  public  utilities,  the  fact  that  these  com- 
missions  are  likely  to  alarm  capital  bo  that  it  will  not  invest  in 
corporations  of  this  nature,  but  seek  investment  in  other  channels, 
and  that  the  progress  of  the  art  and  industry  will  be  retarded.  I 
think  that  I  may  safely  state,  however,  that  the  large  majority 
of  the  managers  of  the  public  service  corporations  sincerely  believe 
in,  and  will  welcome,  a  reasonable  regulative  statute,  which  affords 
adequate  protection  alike  to  the  general  public,  the  consumer  and 
to  the  corporation. 

The  public  service  commission  of  the  two  districts  of  the  State 
of  Xew  York,  appointed  by  Governor  Hughes,  have  been  remark- 
ably free  from  political  influence;  the  appointees,  without  excep- 
tion, have  been  men  of  an  unusually  high  standard,  and  it  may 
be  said  that  the  decisions  they  have  thus  far  rendered,  and  the 
o£5cial  orders  they  have  issued,  have  been,  as  a  rule,  characterized 
by  fairness,  justice  and  courage,  and  they  were  made  with  an  evi- 
dent desire  to  serve  the  public  interest  and  also  to  treat  the  corpo- 
rations fairly  and  justly.  The  public  service  commissions  thus  far 
created  have  served,  as  a  matter  of  experience,  a  very  useful  pur- 
pose in  standardizing  the  various  practices  of  companies  operating 
in  the  same  or  contiguous  territories  and  have  afforded  a  popular 
court  of  appeal  to  the  public  to  which  it  might  have  recourse, 
without  coat,  and  secure  a  hearing  for  complaints  or  grievances 
involring  real  or  imaginary  injustice  suffered  or  discriminatory 
treatment  received,  at  the  hands  of  the  corporations. 

It  must  be  said,  in  full  justice  to  the  New  York  commissions, 
that  they  have  recognized  broadly  the  general  principle  that  where 
the  public  service  corporatione  are  effectively  controlled  and  super- 
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vised  by  a  connnission  they  should  also  be  protected  by  it  iii  the 
enjoyment  of  their  frsDchiBe  rights,  and  even  their  bttsiness  monop- 
oly, if  they  render  efficient  service  at  proper  and  reasonable  ratei 
and  treat  the  public  with  consideration  and  fairness. 

Saperviaiou  by  Hnnioipality.  During  the  eariy  history  of  elec- 
tric companiee  in  New  York  State  the  various  municipalities  in 
which  the  special  franchises  were  operated  recognized  the  advisa- 
bility that  there  should  be  some  regulations  concerning  the  opera- 
tions of  the  companies,  which  were  in  the  nature  of  police  regula- 
tions, and  which  should  be  enforced  by  the  municipality  for  the 
protection  of  life  and  property.  These  regulations  in  cities,  gen- 
erally, throughout  the  State  were  passed  and  enforced  by  the  local 
legislative  body,  the  common  council,  board  of  aldermen  or  select- 
men, and  in  some  of  the  larger  cities  they  were  enforced  by  special 
departments  having  charge  of  the  operations  of  such  companies 
in  the  highways  and  streets.  In  New  York  City  the  right  to  make 
and  enforce  these  regulations  was  for  a  time  vested  in  a  special 
commiseion  authorized  by  statute  passed  in  the  early  days  of  ihe 
electric  lighting  industry. 

When  electricity  was  first  used  for  lighting  purposes  in  our 
large  cities,  the  wires  were  Strang  on  poles,  the  same  as  they  are 
at  the  present  time  in  most  cases  in  the  smaller  cities  and  towns, 
or  in  the  rural  districts.  In  the  City  of  New  York  these  wires 
became  a  great  menace  to  property,  and  also  to  life,  and  there  was 
much  agitation  among  the  citizens  in  regard  to  the  placing  of 
electrical  conductors  underground.  They  were  a  source  of  great 
danger  in  case  of  fire,  and  they  had  multiplied  to  such  an  extent 
that  they  became  very  unsightly.  A  special  Board  of  Commis- 
sioners was  appointed  by  the  Governor  to  consider  the  question. 
This  board  was  succeeded  by  another  board  and  several  statutes 
were  passed  in  the  years  1884,  1885,  1880  and  1887,  authorizing 
and  directing  that  the  wires  be  placed  underground.  This  board 
promulgated  numerous  rules,  which  were  in  the  nature  of  police 
regulations,  and  the  power  which  was  theretofore  vested  in  the  local 
authorities  to  make  such  regulations  was  thereafter  vested  in  this 
board.  Subsequently  this  board  was  merged  into  a  city  depart- 
ment, and  that  department,  the  Department  of  Water  Supply,  Gas 
and  Electricity,  now  has  the  supervision  of  the  operation  of  these 
companies  throughout  the  streets,  both  underground  and  overhead, 
and  all  wires  must  be  placed  in  accordance  with  the  plans  and  regu- 
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lations  of  this  particular  department  and  tlie  statutes  referred  to. 
Permits  must  he  procured  from  the  department  before  wires  or 
poles  can  be  erected  or  conductors  placed  underground,  all  of  which 
is  done  under  its  supervision. 

Inspection  by  Fire  Underwriten.  In  addition  to  this  form  of 
eupervision  the  insurance  companies,  in  order  to  protect  them- 
selves, have,  through  the  National  Board  of  Fire  UnderwriterB, 
a  corporation  representing  and  supported  by  the  fire  insurance 
interests,  adopted  certain  regulations  relative  to  the  interior  wiring 
of  premises  lighted  by  electricity  and  they  enforce  them  by  control 
over  the  policies  of  fire  insurance  covering  the  premises.  All  prem- 
isea  which  are  to  be  supplied  with  electricity  are  inspected  by  the 
representatives  of  the  Board  of  Fire  Underwriters,  and  the  wiring 
must  be  placed  within  the  building  in  strict  accordance  with  the 
rules  and  regulations  adopted  by  that  body,  and  no  current  can 
be  furnished  to  any  prospective  customer  without  the  permit  of 
thi^  board  first  having  been  issued.  It  would  seem,  therefore,  that 
the  public,  the  customer  and  the  company  are  fully  protected  by 
these  forms  of  supervision  which  are  carried  out  by  the  ci^  and 
the  insurance  companies. 

So  much,  therefore,  for  the  supervision,  regulation  and  control 
of  the  electric  company — by  the  municipal  authorities,  the  State 
ofBcials,  the  tax  ofBcers,  and  the  various  commissions.  What  form 
of  business  carried  on  with  private  capital  and  under  the  guidance 
of  experienced  and  capable  men,  such  as  this  industry  can  boast  of, 
is  more  subjected  to  government  control,  super\ision  and  regula- 
tion? The  affairs  of  these  companies  are  indeed  not  private,  «e 
can  be  seen  from  their  reports  to  the  city,  State  and  utility  com- 
missions, but  they  are,  in  fact,  more  public  than  the  moat  enthuai- 
astie  believer  in  government  control  and  management  ever  dreamed 
of.  Xotwithetanding  all  these  restrictions  surrounding  the  man- 
agement of  the  business,  and  in  spite  of  occasional  complaints  from 
the  public,  it  can  be  fairly  and  justly  said  that  these  corporations 
are  to-day  conducted  by  persona  who  are  actuated  by  a  deeire  to 
give  tlie  best  service  at  the  most  reasonable  cost,  and  tbey  are 
imbued  with  a  proper  sense  of  their  full  responsibility  to  the  public 
by  whose  privilege  they  are  permitted  to  exist  and  transact  their 
business. 
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Relations  witk  ike  Ptiblic 

Pnblioatioii  of  Sates.  One  of  the  first  requirements  which  a 
State  eommiBsioD  entrusted  with  the  superviBion  or  control  of  the 
rates  of  a  public  utility  corpoTation  considers  it  necessary  to  put 
into  effect  is  the  publication  of  its  schedule  of  rates  or  tariffs. 

A  corporation  engaged  in  the  business  of  electricity  supply  in 
a  community,  whether  regulated,  supervised  or  controlled  by  a 
specific  statute  or  not,  has  certain  plain  and  evident  responsi- 
bilities toward  the  public,  and  among  these  no  one  will  question 
the  reasonableness  and  propriety  of  the  obligation  to  make  known 
to  the  public  the  rates  of  charge  which  it  makes  to  its  several 
classes  of  customers,  and  the  forms  of  contract  under  which  they 
may  coutract  for  scr\-ice.  The  distribution  by  the  company  of  its 
rate  schedules  in  pamphlet  form  to  its  consumers  would  seem  to- 
fulfill  the  conditions  of  publication,  but  a  posting  of  tariffs  in  a 
conspicuous  place  in  the  business  ofBces  may  avoid  friction  with 
the  customers  and  eliminate  any  question  as  to  whether  they  have 
been  given  general  publicity  or  whether  each  and  every  consumer 
has  been  given  due  notice  of  such  changes  and  additions,  as  it  may 
be  necessary  to  incorporate  from  time  to  time.  ' 

These  rate  schedules  should  set  forth  clearly  and  in  detail  the 
various  options  and  privileges  which  are  available  to  the  public 
and  the  service  conditions,  as  far  as  they  may  involve  any  obliga- 
tions or  responsibility  on  the  part  of  the  consumer  or  of  the 
company. 

Diloriiiiination.  Such  a  procedure  becomes  necessary,  moreover^ 
if  the  company  desires  to  occupy  the  strongest  position,  shonld 
any  question  arise  that  may  lead  as  far  as  the  courts,  involving  the 
question  of  discrimination.  It  is  a  well-recognized  canon  of  the 
common  law  that  a  corporation  engaged  in  the  conduct  of  a  quasi- 
public  business  must  treat  all  of  its  consumers  alike,  and  must 
give  each  consumer  the  same  rate  it  may  make  to  any  other  con- 
sumer under  like  or  substantially  like  conditionB.  It  is  erident 
that  a  very  definite  duty  is  imposed  on  the  corporation,  in  that  it 
must  accord  the  same  treatment  alike  to  all  consumers  as  to  the 
cost  to  them  of  the  service  rendered. 

It  does  not  follow,  however,  that  the  conduct  of  the  business 
of  a  public  utility  corporation  engaged  in  the  complicated  undertak- 
ing of  the  supply  of  electricity  for  light,  heat  and  power  purposes 
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should  be  reduced  to  the  level  of  a  penny-in-the-siot  operation, 
where  the  proper  contract  form  adapted  to  each  class  of  con- 
sumer ie  produced  by  pressing  the  appropriate  button,  as  it  were, 
and  it  18  only  right  that  proper  and  reoEonable  facilities  which 
may  or  may  not  happen  to  appear  in  the  contract  should  be  ex- 
tended to  the  individual  consumer,  especially  when  they  may  not 
in  any  way  affect  the  rate  or  the  cost  of  the  service  rendered. 

In  the  conduct  of  this  business  involving  many  kinds  of  service 
contracts,  wholesale  and  retail,  with  supply  of  lamps  or  without, 
with  care  of  the  installation  or  without,  conditions  will  often  arise 
under  which  a  consumer  desires  some  special  attention  or  desires 
some  guarantee  of  continuity  of  service;  the  company  should  be 
in  a  position  to  meet  the  wishes  of  the  consumer,  provided,  always, 
that  it  ia  ready  to  accord  hke  treatment  to  every  other  customer 
under  like  conditions,  and  provided  no  consumer  receives  special 
consideration  which  may  in  any  sense  reach  the  point  of  prefer- 
ential treatment  or  undue  discrimination.  These  are  broad  lines 
of  business  policy  followed  by  every  company  alive  to  the  im- 
portance of  maintaining  good  relations  with  the  public,  and 
whether  it  is,  or  is  not,  under  the  supervision  of  a  public  service 


Complainta.  As  a  company  extends  its  business  and  broadens 
its  field  of  activity,  it  becomes  necessary  to  provide  in  its  plan  of 
organization  for  a  complaint  department.  It  is  impracticable 
to  make  it  necessary  for  the  consumer,  who  may  be  dissatisfied 
with  the  service,  with  the  bills,  the  pressure  of  supply,  or  with  the 
lamps  supplied  him,  to  hunt  up  the  proper  department  having 
that  particular  matter  under  its  jurisdiction,  or  to  search  for  the 
proper  ofBcial  charged  with  the  du^  of  surveillance  of  that  branch 
of  the  service.  A  well-organisjed  complaint  department,  where  the 
consumer  will  receive  courteous  consideration,  and  where  he  is 
received  by  alert  and  patient  clerks,  who  at  least  for  the  time  being 
will  take  his  view  of  the  case,  will  be  found  to  assist  greatly  in 
the  development  of  that  great  asset  of  every  company,  the  good- 
will of  the  public.  But  it  is  not  only  in  the  lodging  of  the  com- 
plaint that  the  customer  receives  his  impression  of  the  company's 
business  methods,  but  in  the  promptitude  with  which  his  complaint 
is  investigated,  and  the  form  in  which  the  findings  are  transmitted 
to  him.  In  case  the  company  is  found  to  be  at  fault,  which  will 
occasionally  happen  in  all  large  and  complex  business  orgauiza- 


.y  Google 


CoMttiBciAL  AaPBCTS  or  Electbic  Liohtiko  961 

tiona,  a  prompt  acknowledgment  of  the  error  of  omission  or  com- 
mission will  go  far  toward  mollifying  the  irate  complainant.  It 
should  be  continually  held  before  the  employeee  that  it  is  their 
duty  to  serve  the  public  and  to  see  that  it  is  well  served,  and  to- 
realize  that  the  customer  who  preBents  a  proper  complaint  is  in 
that  way  actually  rendering  the  company  a  serrice,  since  it  enables 
the  management  to  apply  the  necessary  remedies  and  strengthen 
the  weak  links. 

Branch  Offioei.  With  the  wide  range  of  territory  which  the 
rapidly  expanding  companies  cover,  it  is  impossible  to  conduct  all 
of  the  badness  at  one  central  point,  and  it  soon  becomes  necessary- 
to  establish  local  or  branch  offices.  It  is  an  unsettled  question  in 
corporation  economics  as  to  how  far  it  is  wise  to  go  in  the  assign- 
ment of  activities  to  be  centered  at  the  branch  <^ce,  and  how  far 
to  go  in  the  direction  of  rendering  the  local  office  autonomous. 
Mach  will  depend,  of  course,  on  the  character  of  the  territory'  it 
is  proposed  to  serve,  and  whettier  it  is  merely  a  district  or  ward 
of  a  great  city,  or  one  of  a  number  of  small  towns  ot  villages 
supplied  as  a  distributing  center  from  a  common  generating  plant. 

A  village  or  small  town  will  expect  to  have  a  special  local  repre- 
sentative assigned  to  it,  and  the  central  administration  will  see  to 
it  that  the  little  community  will  feel  that  its  growing  importance 
is  recognized,  and  that  its  public  can  have  all  but  its  most  im- 
portant questions  handled  locally  and  without  transmission  to  the 
distant  headquarters. 

The  branch  offices  in  the  divisions  of  a  large  city  need  not  neces- 
sarily be  equipped  for  the  conduct  of  such  a  wide  range  of  bnsinesB, 
and  their  activities  are  usually  confined  to  the  acceptance  of  appli- 
cations for  service  and  payment  of  bills.  As  the  office  grows  it  is 
soon  found  necessary,  however,  to  extend  its  activities  and  to  afford 
place  for  local  inspectors,  and  then  follow  in  due  course  local 
show  rooms,  store  rooms,  repair  headquarters,  etc. 

In  the  early  days  of  the  electric  lighting  industry  it  was  neces- 
sary for  the  central  station  to  engage  in  many  activities  which  have 
now  been  left,  in  many  cases,  to  independent  enterprise.  It  was 
necessary  for  the  station  to  undertake  the  vriring  of  premises,  the 
supply  of  lighting  fixtures,  the  rental  and  sale  of  motors  and  other 
branches  which  are  in  these  days  left  to  wiring  contractors,  supply 
houses  and  manufacturers'  agents. 

The  wiring  of  houses,  stores  and  business  buildings  had  formerly 
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to  be*done  by  workmen^— admittedly  not  always  experts — who  were 
a  combination  of  mason,  plumber  and  carpenter,  and  this  material 
had  to  be  utilized  by  the  central  station  companies  to  wire  the  eon- 
sairi fir's  premises. 

Wiring  Inspection.  As  the  art  advanced  the  skilled  wireman 
was  developed,  as  well  as  the  more  generally  skilled  artisan  known 
as  the  electrical  worker,  and  the  central  station  soon  found  itself 
in  a  position  to  leave  this  branch  of  work  entirely  in  the  hands  of 
the  electrical  contractors, 'and  devote  ail  of  its  ener^ee  to  the 
lighting  and  power  business.  While  it  was  practicable  to  formulate, 
rules  and  make  specifications  with  which  the  installatione  must 
«omply  before  being  connected  to  the  company's  supply  mains 
(and  these  were  as  necestary  a  protection  to  the  prospective  light- 
ing customer  as  they  were  to  the  company),  and  to  prevent  one 
oustomer  from  causing  disturbances  which  might  possibly  interfere 
with  the  service  to  others,  it  was  found  that  it  was  still  necessary 
for  the  company  to  make  a  final  inspection  of  the  customer's  wir- 
ing before  the  service  was  connected. 

Wiring  inspection  by  the  company  has  been  rendered  almost 
superfluous  by  the  excellent  rules,  and  particularly  by  the  National 
Code  formulated  by  the  Board  of  Fire  Underwriters  in  co-opera- 
tion with  committees  from  the  national  technical  societies,  and 
by  the  inspections  made  under  the  auspices  of  the  Fire  Under- 
writers. It  is  still  necessary,  however,  to  cover  by  company  in- 
spection such  other  important  details  as  the  balancing  of  the  load 
on  the  two  legs  of  the  three-wire  system,  the  inrush  current  of 
motors,  power  factor  of  translating  devices,  etc. 

It  is  highly  desirable  that  the  companies  assume  no  responsi- 
bility for  the  customers  wiring  installations,  either  in  connection 
with  the  first  installation  or  for  subsequent  maintenance  and  re- 
pairs. The  ideal  condition  to  be  reached  is  to  have  the  electric 
lighting  company  as  free  from  responsibility  for  the  interior  wir- 
ing on  customer's  premises  as  the  gas  companies  are  free  from 
assuming  any  care  of  the  consumer's  interior  gas  piping. 

It  must  be  admitted,  however,  that  it  is  important  for  the 
progress  of  the  electric  lighting  company  that  its  customers  shall 
be  able  to  get  their  premises  wired  conveniently,  safely  and  econom- 
ically, and  ihey  will  not  hesitate  to  look  after  this  work  themselves 
if  they  feel  that  the  public  is  not  efficiently  served  by  the  local 
wiring  contractors. 
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While  the  station  should  avoid  asBumiiig  responsibility  for  tbe 
conmuner's  wiring,  it  must  be  ready  to  answer  promptly  the  custo- 
mer's call  for  emergency  repairs.  All  companies  have  repair  men 
on  hand  day  and  night  to  respond  to  telephone  calls  to  replace 
bumcd-out  safety  fuses,  make  temporary  repairs  in  case  of  grounds 
and  short-circuits,  and  do  whatever  may  be  necessary  to  promptly 
re-eetablish  tbe  customer's  service,  at  least  as  a  temporary  repair; 
the  complete  repair  to  be  made  by  his  own  wiring  contractor. 

It  is  owing  to  the  very  close  and  ^cient  co-operation  of  the 
Board  of  Fire  Underwriters  and  electrical  contractors  with  the 
central  station  companies  that  the  present  high  standard  of  elec- 
trical service  has  been  attained. 

Snperviiion  of  Lamp  InstaUatton.  It  is  generally  appreciated  that 
the  key  to  success  of  the  electric  lighting  industry  in  this  country 
is  the  general  supervision  and  control  exercised  by  the  central  sta- 
tions in  the  matter  of  the  supply  of  incandeecent  lamps  to  the 
customers. 

The  practice  of  including  in  the  price  of  current  to  the  consumer 
a  liberal  supply  of  incandescent  lamps  without  extra  charge  has 
always  been  an  important  feature  of  the  policy  of  the  larger  sta- 
tions. It  was  largely  followed  also  in  the  smaller  communities. 
The  establishment  of  this  policy  was  probably  due  in  a  large  meas- 
ure to  the  fact  that  in  the  early  days  of  tbe  industry  the  local  com- 
panies, usually  licensees  of  the  large  manufacturing  companies, 
controlled  the  sale  of  lamps  in  their  respective  territories,  tbe  com- 
panies early  recognizing  the  fact  that  the  success  of  the  electric 
lighting  business  was  absolutely  dependent  upon  the  quality  and 
service  given  by  the  incandescent  lamps,  and  it  was  fatal  to  the 
business  to  have  poor  lamps  get  into  the  bands  of  the  consumer. 

The  incandescent  lamp  is  a  difficult  proiluct  to  manufacture 
in  uniform  quality,  and  it  is  not  to  be  expected  that  the  average 
customer  should  possess  sufficient  knowiedpe  and  experience  to 
enable  him  to  purchase  wisely  a  product  of  whose  quality  it  is  so 
difficult  to  judge.  While  tests  made  at  the  moment  of  purchaise 
may  reveal  some  of  the  characteristics  of  the  lamps,  yet  it  is 
practically  impossible  to  obtain  any  knowledge  of  the  true  value 
of  an  incandescent  lamp  without  making  a  careful  test  covering 
practically  the  whole  life  of  the  lamp.  Such  tests  it  is  quite  im- 
practicable for  the  consumer  to  make,  and  he  is  therefore  at  the 
mercy  of  those  selling  cheap  and  nnsatisfactory  lamps  of  poor 
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efficiency,  poor  selection  of  voltage,  depreciating  candle-power  and 
short  life.  A  customer  furnished  with  such  lamps  would  soon  b« 
dissatisfied  with  electric  lighting,  probably  attributing  his  troubles, 
in  part,  at  least,  to  defective  service  of  the  lighting  company. 

In  Europe  the  practice  is  general  not  to  include  the  free  supply 
of  renewal  lamps  with  the  cost  of  the  current  and  the  customer 
purchases  his  lamps  in  the  open  market.  He  is  very  likely  to  con- 
sider the  life  of  the  lamps  the  important  feature  of  their  quality, 
obtaining  long  life  at  a  sacrifice  of  either  efficiency  or  candle- 
power,  or  purchasing  lamps  marked  for  his  voltage,  bat  which  are 
really  marked  tip  by  the  manufacturer  several  volte  above  the 
proper  rating.  The  result  is  a  long  life,  perhaps,  but  excessive 
bills  and  poor  light.  If  left  to  his  own  devices  the  customer  would 
purchase  3.5-watt  lamps,  because  they  would  give  a  long  life,  which 
is  the  factor  that  makes  immediate  appeal  to  his  pocket,  when  at 
the  price  he  may  be  paying  for  current  he.  is  wasting  the  price  of 
three  or  four  lamps  in  excessive  current  cooBumption.  The  central 
stations  have  quite  generally  pursued  the  policy  of  supplying  their 
customers  only  with  lamps  of  the  highest  efficiency,  and  as  com- 
panies usually  purchase  their  lamps  under  close  specifications  as 
to  voltage,  rating  and  efficiency,  and  in  very  laige  quantities,  the? 
are  able  to  procure  them  at  a  favorable  price,  and  can,  therefore, 
aSord  to  supply  the  public  with  the  very  best  lamps,  and  are 
enabled  to  include  in  the  price  for  current  only  B  very  moderate 
charge  for  their  renewal.  The  result  has  been  a  very  high  standard 
of  lighting  with  lamps  uniform  in  candle-power,  of  high  efficiency, 
and  with  a  good  life.  In  European  countries  the  result  is  most 
unsatisfactory  and  the  customer's  circuits  are  found  to  be  loaded 
up  with  very  inefficient  lamps  giving  rise  to  continued  complaints 
of  high  bills.  It  is  in  this  practice  of  supplying  free  renewals  of 
incandescent  lamps  that  the  large  central  stations  differ  most 
from  European  practice,  and  in  this  particular  our  American 
companies'  policy  has  much  to  commend  it,  in  fact  it  is  believed 
that  it  is  largely  responsible  for  the  rapid  extension  of  the  elec- 
tric lighting  business  in  our  large  cities.  With  the  advent  of 
the  higher  efficiency  metallic  filaments,  such  as  the  tantalum  and 
tungsten  lamps,  it  was  impracticable  to  include  the  free  renewal 
of  these  high-priced  lamps  in  the  cost  of  current,  and  it  has 
made  the  preservation  of  high  standards  of  uniformity  increaa- 
ingiy  difficult,  and  while  not  so  manifest  in  the  candle-power  of 
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the  iadiTidnal  lamps,  it  is  at  least  apparent  in  their  lack  of  uni- 
formity of  voltage  rating  and  eflScienoy.  In  the  endeavor  to  BtiU 
preserve  in  a  measure  the  control  of  the  high  lighting  standards, 
the  larger  stations  have  followed  the  policy  of  supplying  the  metal 
filament  lamps  on  payment  by  the  consumer  of  the  difference  in 
cost  between  the  renewal  cost  to  the  company  of  the  carbon  lamps 
and  the  price  of  metal  filament  lampe. 

Lamp  Deliveriea.  In  applying  the  free  renewal  lamp  policy  the 
companies  have,  as  a  rule,  furnished  renewals  very  freely,  exchang- 
ing without  qnestion  any  tamps  that  have  become  dim  or  depreciated 
in  candle-power,  and  they  have  in  most  cases  established  lamp  de- 
liveries to  the  consumer's  premises  at  regular  intervals  in  addition 
to  efltecting  the  exchange  of  lamps  at  the  companies'  local  store- 
rooms. 

With  the  prevailing  prices  for  current  very  considerable  savings 
are  possible  to  the  public  by  the  use  of  tsjitalum  and  tungsten 
lamps,  but  where  the  lamps  are  borned  under  conditions  of  only 
occasional  use,  or  where  the  cost  of  current  is  very  low,  high- 
priced  lamps  of  the  highest  eflBciency  may  not  be  the  most  econom- 
ical in  the  end. 

This  supervising  care  of  the  customer's  lighting  unite  by  the  sta- 
tion may  savor  of  paternalism,  and  may  be  a  radical  departure 
from  the  attitude  of  the  gas  companies  toward  the  consumer's 
equipment,  yet  the  uniformly  satisfactory  results  to  the  public 
and  to  the  electric  lighting  companies  fully  justify  the  policy. 

Emei^noy  Repair  Bervice.  It  is  necessary  to  provide  at  the  cus- 
tomer's service  and  in  the  installations  safeguards  ag&inat  defective 
insulation,  short-circuits  and  overloading  of  circuits  by  installing 
safety  fuses  and  cut-outs  with  fusible  strips  or  wires. 

When  these,  on  occasion,  burn  out  the  customer's  lighting  ser- 
vice is  seriously  impaired,  and  in  order  to  restore  the  service  ae 
promptly  as  possible  the  stations  keep  on  hand,  day  and  night,  at 
convenient  local  points,  repair  men  or  emergency  employees  ready 
to  respond  instantly  to  any  calls. 

This  service  the  company  performs  to  avoid  inconvenience  to 
the  public  and  to  restore  the  customer's  service  without  loss  of  time, 
and  without  the  necessity  of  hunting  up  the  local  electrician  or 
electrical  contractor.  The  repairs  may  be  only  of  a  temporary  na- 
ture, until  the  electrical  contractor  at  his  convenience  may  make 
them  permanent,  but  it  is  a  service  appreciated  by  the  consumer, 
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and  it  has  made  possible  the  equipment  of  the  most  important 
electric  lighting  installations  without  any  other  auxiliary  or  re- 
serve equipment. 

Billing.  In  another  place  consideration  will  be  given  to  the 
methods  of  charge  for  current,  and  we  will  refer  here  briefly  to 
the  rendering  of  bills  to  the  consumer.  These  are  mailed  to  the 
consumer  or  presented  by  a  personal  call  from  a  collector.  The 
bills  usually  give  the  readings  of  the  supply  meters  at  the  begin- 
ning and  the  end  of  the  period  they  cover,  with  the  difference 
in  the  readings  so  that  the  customer  may  himfleif  check  the  read- 
ings and  verify  the  accuracy  of  the  bill.  It  is  unfortunately  true 
that  more  than  one  visit  is  often  necessary  to  collect  the  bill,  and 
it  is  sometimes  necessary  even  to  disconnect  the  service  when  pay- 
ment of  the  bills  cannot  be  secured. 

The  matter  of  the  credit  standing  of  consumers  and  the  require- 
ment of  making  guarantee  deposits  is  also  important,  and  while 
it  is  the  general  practice  to  require  deposits  from  consumers  whose 
credit  is  not  well  established,  they  are  usually  allowed  interest  on 
the  deposits  at  the  legal  rate. 

It  is  in  these  matters  that  the  relations  between  the  company 
and  the  public  are  put  to  the  most  severe  test,  and  it  ie  necessary 
to  carefully  follow  a  liberal  but  well-defined  policy,  avoiding,  on 
the  one  hand,  the  danger  to  the  company  of  accumulating  uucol- 
leotible  accounts,  or,  on  the  other  hand,  of  appearing  to  the  public 
harsh  and  arbitrary  in  its  methods. 

Rdations  with  Employees 

The  relations  of  the  company  to  its  employees  are  secondary  in 
importance  only  to  its  relations  with  the  public,  and  it  is  well 
nigh  impossible  for  a  public  utility  company  to  maintain  the  good- 
will of  the  public,  if  it  has  not  the  loyal  support  and  co-operation 
of  its  employees,  with  whom  the  public  cornea  in  direct  contact, 
and  from  whom  it  gets  its  impressions  of  the  company. 

But  I  must  not  forget  to  commend  also  the  loyal  construction 
forces  and  the  faithful  band  of  operating  men  who  are  not  seen  of 
the  public — BUT  BY  THBiB  woEKs — and  who  labor  without  praise 
and  without  glory,  like  the  Scotch  Engineer  McAndrew,  of  whom 
Kipling  has  sung. 

In  no  industry  is  the  loyal  co-operation  of  its  employees  so  nec- 
essary to  the  success  of  the  corporation  as  in  the  electric  lighting 
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industry,  for  in  do  industry  are  the  little  details  of  so  mnch  im- 
portance, and  ne^gence  or  careless  service  capable  of  doing  such 
aerioufl  dajnage. 

Welfare  Work,  It  is  also  true  that  no  industry  is  served  by  a 
more  enthusiastic,  loyal  and  faithful  body  of  workers.  The  work- 
men engaged  in  the  electric  lighting  industry  are,  as  a  mle,  young 
men,  ambitious  to  learn  and  with  a  desire  for  improvement  and 
advancement;  they  are,  therefore,  interested  in  all  forms  of  wel- 
fare work,  particularly  in  the  various  forms  of  educational  activ- 
ity. The  central  station  companies  have  always  been  leaders  in 
the  movements  for  improving  the  conditions  of  the  workers,  and 
in  furthering  every  progressive  endeavor  which  will  improve  the 
relations  with  their  employees. 

All  of  the  larger  companies  have  employees'  meeting  and  club 
rooms,  libraries  and  reading  rooms,  athletic  and  social  associations, 
and  mutual  benefit  organizations  of  various  kinds  among  tlieir 
employees.  Many  of  the  companies  have  organized  lecture  courses 
for  their  employees,  presenting  technical  subjects  directly  related 
to  their  work,  or  laborator}'  courses  where  it  is  possible  to  become 
familiar  with  the  handling  of  electrical  instruments  and  the 
making  of  the  eimpler  teats.  Many  of  the  lighting  companies' 
employees  have  enjoyed  educational  advantages  beyond  the  public 
school  curriculum,  and  others  have  followed  correspondence  school, 
night  school  or  trade  school  courses,  but  all  have  opportunity 
through  the  various  forms  of  welfare  work  conducted  by  the  central 
station  companies  of  increasing  their  knowledge  of  the  industry 
and  of  increasing  their  value  to  the  companies. 

Workmen's  Compensation.  In  line  with  these  various  welfare 
activities  the  companies  have  been  most  successful  in  adjusting 
directly  with  their  employees  claims  for  accidents  growing  out  of 
their  employment,  and  only  in  very  few  cases  has  it  been  necess&ry 
for  them  to  have  recourse  to  the  slow  processes  of  the  courts. 

It  has,  therefore,  been  possible  for  the  companies  to  readily  ad- 
just themselves  to  the  requirements  of  any  legislative  enactments 
providing  for  workmen's  compensation,  and  in  some  cases  they 
have  been  able,  through  their  experience  in  these  matters,  to  give 
valuable  assistance  in  shaping  legislation. 

In  addition  to  the  usual  hazards  incident  to  the  conduct  of  the 
industries  involving  the  use  of  machinery,  our  industry  has  certain 
peculiar  risks  growing  out  of  the  character  of  the  production  and 
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distributing  apparatus  which  it  employs.  It  is  a  matter  of  experi- 
ence vith  the  companies  that  many  of  these  accidents,  some  of 
them,  unfortunately  fatal,  are  due  to  the  lack  of  proper  precaution 
and  care,  or  over  familiarity  amounting  often  to  carelessness  and 
negligence. 

"  Fenonal  Equation."  The  "  personal  equation  "  and  "  human 
element"  enters  largely  as  a  contributing  factor  in  these  acci- 
dents, and  they  often  involve  others  besides  the  principal ;  errors 
made  in  mistaking  a  live  circuit  for  a  dead  one,  in  selecting  the 
wrong  switch  or  cutting  the  wrong  cable,  are  often  responaible  for 
serious  and  fatal  accidents. 

In  spite  of  every  precaution  and  the  exercise  of  every  care,  Uiese 
accidents  will  happen,  but  no  company,  has  yet  done  too  much  in 
the  direction  of  avoiding  them  or  exhausted  all  the  possibilities  of 
preventive  measures, 

Opeiatinf  fiules.  One  of  the  means  taken  by  the- larger  com- 
panies to  reduce  accidents  is  by  the  formulation  of  a  comprehensive 
code  of  operating  rules  in  which  provision  is  made  for  possible 
errors  in  human  judgment,  where  mistakes  are  rendered  less  likely 
by  having  two  minds  at  work  instead  of  one,  where  written  in- 
structions take  the  place  of  oral  orders. 

As  the  transmission  and  distributing  systems  expand  and  cover 
larger  and  lai^er  areas,  as  the  voltages  increase  and  apparatus  be- 
comes more  complex  and  varied  in  character,  it  becomes  absolutely 
necessary  to  lay  down  certain  fundamental  rules  for  the  guidance 
«f  employees,  and  while  tt  is  impossible  to  so  safeguard  all  opera- 
tions as  to  make  errors  or  mistakes  impossible,  they  must,  in  any 
case,  have  the  moral  effect  of  increasing  precaution  and  making 
each  employee  feel  a  sense  of  responsibility  in  these  matters  to- 
wards his  fellow  workers. 

Sick  Benefit  Funds..  But  it  is  not  only  a  protection  against  acci- 
dent that  the  worker  needs  for  himself  and  his  family,  but  also 
against  the  possibility  of  sickness  and  impaired  efficiency. 

Protection  to  the  worker  against  sickness  may  not  be  provided 
by  the  State  or  as  a  legal  obligation  on  the  employer  for  many 
years,  but  the  public  utility  companies  should  see  to  it  now  that 
their  employees  have  such  protection  through  the  organization  of 
sick  benefit  funds  and  free  medical  seriace  to  which  the  companies 
should  be  liberal  contributors,  considering  such  contribationo  as  a 
legitimate  part  of  their  operating  expenses. 
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FensiosB.  The  industry  is  of  too  recent  creation  for  any  con- 
siderable part  of  its  workers  to  have  reached  an  age  when  their 
usefulness  and  efficiency  has  become  senously  impaired,  and  when 
they  must  consider  laying  down  their  burdens.  Such  is  the  case, 
however,  in  many  other  industries,  and  the  time  is  ripe  for  the 
serious  consideration  of  this  problem,  Germany,  Great  Britain 
and  France  have  all  enacted  legislation  which,  in  various  ways, 
affords  at  least  a  partial  solution  of  this  serious  problem  in  sociol- 
ogy, and  it  behooves  our  flourishing  industries  to  take  hold  of  this 
problem  and  press  for  a  solution.  This  problem  will  not  wait  for 
solution  on  so  broad  a  basis  as  action  by  the  Federal  Government 
would  involve,  and,  paving  the  way  for  such  more  general  govern- 
mental action  in  the  future,  the  large  and  prosperous  enterprises 
of  our  country  should  lead  the  way  and  make  liberal  provision  for 
taking  care  of  their  disabled  and  superannuated  workers.  Some- 
thing  is  already  being  done  by  a  few  of  the  great  industrial  corpo- 
rations, notably  some  of  the  railroads,  but  they  represent  only 
isolated  exceptions  to  the  general  rule  of  making  no  provision  for 
the  worn-out  and  now  unproductive  employee. 

Profit  Sharing.  But  it  is  not  only  a  provision  for  the  dead  or 
disabled  worker  to  which  the  forward  movement  for  the  better- 
ment of  the  condition  of  the  working  classes  aspires;  it  is  some 
participation,  however  small,  in  the  good  things  of  life  while  they 
are  alive,  some  little  latitude  which  will  enable  them  to  emancipate 
themselves  from  the  constant  stru^le  for  a  mere  existence,  some 
provision  for  an  education  for  their  children,  which  they  desire, 
and  the  enjoyment  of  some  of  the  modest  comforts  which  a  contin- 
ually advancing  civilization  provides.  That  it  is  possible  to  ac- 
complish something  in  the  direction  of  removing  such  movement 
for  the  improvement  of  _the  condition  of  industrial  workers  from 
the  sphere  of  Utopian  dreams  or  socialistic  aspirations,  is  shown 
by  the  recent  action  of  some  of  our  largest  employers  of  labor  who 
have  already  adopted,  or  who  are  considering  adopting,  some  form 
of  proiit  sharing  or  savings  investment  for  their  employees. 

Such  a  movement  should  signally  appeal  to  the  large  public 
utility  corporations  for  it  is  they  who  would  profit  moat  by  the 
kind  of  co-partnership  arrangement  between  capital  and  labor 
which  some  such  plan  would  establish. 

It  is  already  recognized  that  it  is  part  of  a  wise  policy  for  large 
corporations  to  offer  inducements  to  their  employees  to  become 
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investors  in  their  securities  and  place  the  savings  o'  their  em- 
ployees on  a  participating  basis  with  their  stockholders. 

It  is  hardly  to  be  expected  that  such  a  co-operative  relation  be- 
tween capital  and  labor  and  between  the  company  and  its  em- 
ployees, will  solve  all  labor  questions,  but  it  will  undoubtedly 
ameliorate  the  condition  of  the  worker,  incite  him  to  thrift,  con- 
tribute towards  his  uplift  and  make  him  feel  that  his  interests  are 
also  the  interests  of  the  corporation,  and  vice  versa. 

Relations  of  Employees  to  the  Fnblic.  One  of  the  aims  of  the 
management  of  a  public  service  corporation  is  to  establish  an  "  esprit 
de  corps  "  among  its  employees,  such  that  they  will  feel  it  an  honor 
to  be  a  part  of  it,  and  be  enthusiastic  in  co-operating  with  their  fel- 
low workers  in  maintaining  a  high  standard  of  service  ^ciency,  and 
in  securing  for  their  company  the  good  will  of  the  public.  In  order 
to  secure  this  much  desired  end,  it  is  necessary  to  al'ow  no  oppor- 
tunity to  pass  by  for  impressing  upon  the  employees  the  necessity 
for  treating  the  public  with  courtesy  and  consideration,  making 
clear  to  them  the  peculiar  relation  which  they  bear  to  the  com- 
pany's customers  and  to  the  public  as  quasi-public  servants.  The 
attitude  which  the  representative  of  the  company  takes  toward  a 
complainant,  and  the  attention  which  is  given  to  any  cause  for 
dissatisfaction  with  the  service  and  the  thoroughness  of  the  in- 
vestigation, will  largely  determine  the  standing  of  the  company  in 
the  public  view  and  determine  the  value  of  that  precious,  though 
intangible,  asset  of  a  public  utility  corporation — its  good-will. 

It  is  interesting  to  note  the  pleasure  with  which  the  employees 
regard  the  characteristic  pin  or  button  of  the  popular  company, 
and  their  desire  to  wear  it  in  a  conspicuous  place,  regarding  it  not 
as  a  badge  of  servitude,  but  as  a  badge  of  honor. 

Belatloni  with  Oi^:aiiized  Labor.  Such  a  relationship  will  go  far 
toward  solving  the  vexing  and  troublesome  problems  which  arise  in 
regard  to  relations  with  organized  labor  in  the  form  of  labor  unions 
and  trade  organizations. 

Where  the  whole  or  a  part  of  the  employees  are  ot^anized  as  a 
union,  it  is  well  to  impress  upon  them  by  a  wise  but  determined 
policy  that  the  company  will  expect  them  to  hold  its  interests  above 
that  of  the  organization,  and  that  loyalty  to  its  service  must  be  the 
unvarying  attitude  of  its  employees.  Where  such  organization 
becomes  effective  it  is  ]ust  as  well  to  recognize  the  fact  and  estab- 
lish good  relations  with  it,  considering  it  as  one  of  the  modem 
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forms  of  co-operation  and  a  proper  form  of  combination  as  long 
as  ita  attitude  does  DOt  overstep  proper  limits  or  undertake  to 
dictate  to  the  management  how  it  shall  conduct  its  businesB. 

The  relations  with  organized  labor  give  rise  to  some  of  the  most 
difficult  questions  with  which  the  industrial  enterprise  has  to, deal, 
and  calls  for  the  exercise,  by  the  executive  officers,  of  patience, 
justice  and  determination,  all  at  the  same -time. 

Service  Conditions 

In  order  to  provide  for  meeting  the  continually  augmenting  de- 
mands for  service  made  on  the  central  station,  it  is  necessary  to 
give  consideration  from  time  to  time  to  increases  of  equipment  and 
adequate  provision  must  be  made  to  take  care  of  the  toad  in  the 
generating  and  converting  stations,  as  well  as  in  the  transmission 
and  distributing  system.  This  provision  must  be  made  several 
years  ahead  of  the  actual  requirements,  for  the  large  types  of  power 
stations  now  necessary  cannot  be  designed  and  erected  in  less  than 
"2  years'  time,  and  3  years  is  none  too  liberal  a  time-allowance  when 
land  must  be  purchased,  dockage  and  coaling  facilities  secured, 
rights  of  way  obtained,  plans  drawn  and  contracts  let  all  in  ad- 
vance of  the  actual  work  of  construction. 

When  conditions  are  normal  with  no  unusual  disturbing  factors 
such  as  a  period  of  business  depression,  or  some  radical  change  in 
the  state  of  the  art  as,  for  instance,  the  introduction  of  high 
efficiency  lamps,  it  is  possible  to  predict  the  requirements  from 
year  to  year  with  almost  mathematical  certainty  and  with  close 
approximation  in  advance  for  5-year  periods. 

Extensions.  The  absorption  of  other  interests  or  extension  into 
new  territory  will  also  disturb  the  ordinary  rate  of  increase,  and 
these,  too,  must  be  provided  for.  It  has  already  been  pointed  out 
that  the  law  under  which  the  company  is  organized  lays  upon  it 
the  obligation  to  connect  any  customer  applying  for  service  when 
located  within  100  feet  of  its  mains.  Extensions  of  a  greater 
distance  are  optional  with  the  company,  and  are  usually  provided 
for  in  accordance  with  a  general  plan  of  extension  or  made  in  any 
specific  case  by  considering  the  probable  annual  return  from  the 
service  as  compared  with  the  cost  of  making  the  extension. 

It  is  the  general  practice  to  make  these  extensions  beyond  the 
100-foot  limit,   when   the   estimated   return   will   cover  the   cost 
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of  cODBtniction  within  a  reasooable  time,  say  in  1,  3  or  3  years, 
the  return  being  figured  on  the  average  for  the  particular  clasa  of 
bueinesa  baEed  on  the  company's  experience. 

Undergroand  Serrioe.  Where  the  extenaiou  ia  made  to  an  un- 
derground system  the  new  investment  required  is,  of  course,  much 
greater  than  in  the  case  of  an  overhead  system,  and  extension  into 
an  undeveloped  territory  can  therefore  be  undertaken  with  greater 
liberality  in  the  latter  case  than  in  the  former.  It  must  also  be 
borne  in  mind  that  where  an  underground  extension  is  necessary 
the  large  proportionate  cost  of  excavation  and  repaving  makes  it 
desirable  to  provide  in  advance  for  reasonable  future  requirements 
at  a  considerable  immediate  cost  for  ducts  and  manholes;  whereas, 
in  the  overhead  construction  suflBcient  flexibility  is  secured  by  the 
character  of  the  construction  without  special  provision  for  reason- 
able additions  to  the  line  capacity  and  without  heavy  expense. 
These  considerations  make  it  clear  wKy  it  is  possible  to  develop 
a  new  territory  much  more  readily  with  an  overhead  system,  and 
why  the  company  hesitates  to  place  its  wires  underground  until 
the  density  of  distribution  has  reached  a  certain  value,  or  the 
character  of  the  territory  makes  it  imperative  for  other  reasons. 
The  preference  of  the  public  and  of  the  authorities  ie,  of  course, 
for  underground  construction,  and  it  ie  good  business  policy  to  meet 
the  public  demands  where  practicable,  but  it  is  not  always  possible 
to  do  so  on  account  of  the  very  high  cost  of  underground  construc- 
tion and  its  lack  of  flexibility. 

It  is  often  necessary,  however,  to  face  the  larger  outlay  rather 
than  turn  down  the  business  and  leave  the  territory  undeveloped, 
particularly  in  view  of  the  increasing  diiBculty  of  obtaining  per- 
mits to  set  poles  where  the  consents  of  property  owners  are  re- 
quired, as  is  often  the  case  under  the  municipal  ordinances  or 
State  laws.  It  is,  of  course,  admitted  that  service  from  an  under- 
ground system  is  subject  to  less  disturbance  with  a  lesser  mainte- 
nance cost  than  an  overhead  system,  but  the  first  cost  is  much 
higher. 

A.  C.  and  D.  C.  Supply.  It  was  not  so  very  long  ago  that  a  large 
part  of  the  time  of  the  meetings  of  electro-technical  societies  was 
taken  up  with  interminable  discussion  of  the  relative  advantages 
and  disadvantages  of  the  direct-current  and  alternating-current 
systems  of  distribution.  These  questions  are  no  longer  the  subject 
of  heated  discussion  and  debate,  as  time  has  gradually  succeeded  in 
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bringing  about  the  logical  solution  of  the  problem,  and  both  sys- 
temB  are  now  uBnally  developed  side  by  Bide,  not,  perhaps,  in  the 
same  territory,  but  under  the  auspices  of  the  same  company,  that 
system  being  chosen  which  is  best  adapted  to  the  territory,  having 
in  view  its  immediate  and  its  future  requirements.  With  the  vaat 
improvement  that  has  taken  place  in  transformers  within  the  last 
decade,  and  in  alternating-current  motors,  the  service  is  very  un- 
usual which  cannot  with  equal  facility  be  taken  care  of  by  direct- 
or by  alternating-current  distribution,  and  in  view  of  the  flexibility 
of  the  alternating-current  system  in  providing  easily  and  efiBciently 
step-up  or  step-down  voltages,  it  has  the  field  quite  to  itself  in  the 
lees  populated  communities,  and  is  usually  adopted  for  the  out- 
lying districts  of  the  larger  systems,  and  only  the  districts  of  com- 
paratively high  density  are  developed  with  direct-current  service. 

The  development  of  rotary  converters  and  transformers  of  very 
large  capacity  and  of  high  efficiency,  and  particularly  of  high- 
tension  transmission  with  underground  cables,  have  made  it  pos- 
sible to  make  considerable  extensions  to  existing  direct-current  sys- 
tems, and  in  the  centers  of  the  larger  cities  electric  service  is  now 
usually  available  in  every  street,  and  this  is  largely  true  of  the 
outlying  districts,  the  suburbs  being  supplied  from  alternating 
circuits  aod  distant  communities  by  high-tension  transmission 
circuits. 

^hting.  The  multitude  of  electric  illuminants  made  available 
by  the  rapid  pn^resa  in  the  art  give  a  wide  range  of  choice  in 
efficiencies,  size  of  unite,  color  values  and  distributing  power.  In 
all  three  of  these  characteristics  the  advances  made  in  the  art 
within  the  last  few  years  have  been  equally  striking,  and  improve- 
ments are  in  the  order  of  each  day. 

A  business  organization  forwards  its  material  interests  when  it 
sets  and  conforms  to  a  high  standard  of  service,  and  this  is  par- 
ticularly true  of  an  electric  lighting  company. 

Quite  aside,  however,  from  the  purely  material  benefits  which, 
with  this  end  in  view,  obviously  dictate  a  liberal  policy,  it  must  be 
remembered  that  improvements  in  service  by  a  central  station  com- 
pany, even  though  apparently  slight  in  character,  afFect  a  com- 
munity so  generally  that  the  aggregate  benefit  to  the  cause  of  im- 
proved illumination  is  very  large. 

Improvements  in  pressure  regulation,  assured  continuity  of  ser- 
vice, increased  efficiency  of  lamps,  proper  attention  to  reflectors 
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and  globes  for  the  protection  of  eyes  against  excessively  brilliant 
light  sources,  and  for  the  better  distribution  of  the  light,  even 
though  elements  of  activity  which  find  their  motives  in  the  ordi- 
nary approved  commercial  policy,  are  strong  factors  in  the  ad- 
vancement of  the  illuminating  engineering  cause. 

A  truly  n'onderful  advance  has  been  made  in  the  standard  and 
in  the  quality  of  illumination  obtaining  in  our  stores,  business 
offices  and  our  homes,  due  to  the  introduction  of  the  tungsten 
lami>s  and  with  the  efficient  and  pleasing  appliances  for  diffusing 
and  distributing  the  light,  we  have  arrived  at  a  point  where  radical 
improvement  seems  well  nigh  impossible. 

To  make  the  most  efficient  and  most  effective  application  of  these 
various  developments  requires  specialized  skill  and  wide  experience, 
and  it  is  a  most  timely  movement  that  has  been  happily  initiated 
by  this  great  seat  of  learning  in  its  organization  of  this  course  of 
lectures  on  Illuminating  Engineering,  under  the  auspices  of  the 
Illuminating  Engineering   Society. 

Street  L^htisg.  In  the  open  arc  lamp  the  electricity  supply 
corporations  were  early  in  possession  of  a  cheap  and  effective  means 
for  lighting  the  public  streets  and  large  areas,  open  or  enclosed. 

In  the  fitful  glare  of  these  lamps,  uncertain  in  quantity  and 
quality,  it  must  be  admitted,  many  arc  light  companies  had  a 
source  of  income,  steady  and  substantial,  which  laid  the  founda- 
tions of  their  prosperity  and  made  possible  their  advance  into  other 
fields  in  which  the  business,  and  apparatus  for  conducting  it,  was 
more  flexible  and  the  opportunities  for  expansion  much  broader. 

The  change  that  was  wrought  by  the  introduction  of  the  enclosed 
arc  lamp  was  a  serious  indictment  of  the  older  type,  for  the  new- 
comer was,  in  comparison,  sadly  inefficient,  but  it  had  the  advan- 
tage of  steadiness  which  was  not  a  conspicuous  characteristic  of 
the  open  series  type,  and  it  notably  reduced  expense  in  maintenance. 

In  Europe  these  characteristics  did  not  give  it  a  footing,  for  the 
European  types  of  open  arc  lamps  were  reasonably  steady  with  the 
superior  cored  carbons,  and  labor  is,  or  was,  much  cheaper  than 
with  us,  the  result  being  that  the  enclosed  arc  lamp  received  very 
slight  appreciation  of  application  on  the  Continent.  With  the 
advent  of  the  flame  arc  lamps  and  metallic  electrode  lamps,  Ihe  arc 
lamp  has  obtained  a  new  lease  of  life,  at  any  rate  as  regards  its 
application  to  street  illumination.  That  some  of  these  types  se- 
cure their  high  efficiency — considering  efficiency  in  its  purely  tech- 
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nical  sense  of  candle-power  per  watt — at  a  sacrifice  of  beauty  and 
aesthetic  effect,  is  unfortiinately  true,  and  it  is  likely  that  the 
more  flagrant  violators  of  modesty  and  unobtrusiveneea  will  be 
relegated  to  places  where  mere  intensity  of  illumination  is  the 
only  desideratum. 

The  encloBcd  arc  lamp,  in  addition  to  its  other  advantages, 
contributed  notably  to  the  improvement  of  light  distribution  in 
our  street  illumination,  and  really  secured  for  electric  street  light- 
ing a  permanent  place  removed  from  mere  show  or  display  effects. 

In  this  direction  it  paved  the  way  for  the  introduction  of  in- 
candescent electric  street  lighting  which  was  matle  possible  by  the 
development  of  the  tungsten  lamp,  the  Welsbach  lamp  having  put 
the  carbon  incandescent  lamp  out  of  the  race  as  far  as  street  light- 
ing was  concerned. 

The  electric  lighting  companies  have  not  yet  reaped  the  full 
benefit  of  the  possibilities  presented  by  this  field,  and  they  have 
been  rather  dilatory  in  pressing  the  advantages  the  new  lamp  gave 
them  in  opening  up  this  field  to  electricity  supply. 

Power  Service.  While  the  subject  of  electric  power  service  is 
somewhat  foreign  to  the  field  covered  by  these  lectures,  yet  the 
dependence  of  the  electric  light  companies  on  their  power  business 
is  so  great  and  their  progress  is  so  intimately  concerned  with  the 
applications  of  the  electric  current  to  industrini  power  that  it  is 
impossible  not  to  say  a  few  words  on  this  subject.  The  electric 
motor,  as  a  source  of  power,  occupies  a  field  all  to  itself;  its  re- 
liability, efficiency  and  convenience  are  so  far  in  advance  of  any 
other  method  of  supplying  energy  to  moving  machinery  that  the 
central  stations  have  in  it  a  field  of  application  for  their  output, 
giving  large  returns  at  remunerative  rates  and  affording  on  the 
whole  the  largest  measure  of  satisfaction  to  the  consumer. 

Heating.  The  application  of  electricity  to  heating  purposes 
presents  a  most  attractive  field,  and  need  only  be  referred  to  here 
owing  to  its  economic  relations  to  our  subject. 

The-  sales  of  electric  current  made  by  the  central  station  for 
heating  purposes  are,  as  yet,  modest,  indeed,  but  this  application 
has  proved  such  a  great  convenience  in  the  household  and  is  so 
much  appreciated  by  the  public  that  it  undoubtedly  gives  a  great 
stimutus  to  the  introduction  of  electric  service  into  the  house. 

The  convenience  of  the  smoothing  iron,  curling  iron,  toaster, 
chafing  dish  and  other  household  utensils  ably  flanked  by  the  use- 
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fulness  of  the  electric  motors  aa  applied  to  the  washing  machiue 
and  vacuum  cleaner,  make  electric  service  in  the  house  simply  in- 
dispensable, quite  apart  from  its  applications  to  lighting.  The 
larger  commercial  applications  of  electric  heating  have  yet  to  be 
developed,  and  the  prospect  here  is  not  so  bright  as  in  other 
directions,  although  considerable  applications  have  been  made  in 
industrial  processes  and  in  certain  manufacturing,  including  the 
bookbinding,  ha;t  and  laundry  industries. 

Storage  Battery  Charpng,  The  supply  of  current  for  the  pur- 
pose of  charging  storage  batteries  for  commercial  and  pleasure  ve- 
hicles promises  to  develop  into  considerable  proportions  serving  to 
further  popularize  central  station  suppiy.  With  the  notable  im- 
provements in  lead  batteries  and  the  introduction  of  new  types, 
making  the  batteries  more  dependable,  less  liable  to  destruction, 
more  robust  and  capable  of  being  handled  by  other  than  skilled  ex- 
perts, and  particularly  with  a  greatly  increased  life,  there  should 
develop  a  large  field  for  their  usefulness. 

With  high  capacity  types  it  is  practicable  to  secure  a  sufficient 
radius  of  action  for  the  pleasure  vehicle  to  make  it  areilahle  for 
all  but  extensive  tours,  and  the  commercial  vehicle  for  tracking 
and  delivery  purposes  should  ultimately  largely  replace  the  horse 
and  vagon  in  all  our  large  cities.  The  progressive  central  stations 
are  doing  much  to  encourage  this  business  by  providing  charging 
stations  scattered  over  the  territories  where  on  emergency  the 
vehicle  may  obtain  at  least  sufficient  current  to  get  back  home,  and 
in  some  cases  the  companies  assume  maintenance  of  the  vehicle 
as  well  as  the  battery  to  stimulate  its  introduction. 

Continuity  of  Service.  The  one  factor  upon  which  the  com- 
mercial success  of  a  public  service  company  most  depends  is  con- 
tinuity of  service.  No  central  station  can  assume  to  provide  com- 
pletely for  all  the  electricity  required  by  large  communities  and 
over  extended  territories  for  important  industrial  and  manufac- 
turing and  traction  purposes,  as  well  as  the  requirements  of  the 
home  and  the  store,  unless  the  service  is  rendered  reliable  and 
dependable. 

The  large  companies  have  most  enviable  records  in  this  par- 
ticular, and  they  have  exhausted  every  possible  provision  which 
skill,  experience  and  a  liberal  provision  of  capital  can  provide  in 
order  to  secure  this  most  important  desideratum.  The  supply  of 
current  for  traction  purposes,  for  the  vertical  transportation  of 
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the  public  by  electric  elevators  in  the  tall  ofiBce  building,  the  elec- 
tric drive  of  factory  and  workshop,  and  the  lighting  of  theateie, 
auditoriniuB  and  public  buildings  where  vast  crowds  congregate, 
require  a  regularity  and  constancy  of  service  which  exceeds  the 
Qecessities  of  the  residence  or  the  shop.  In  order  to  secure  the 
general  application  of  electric  service  to  old  buildings,  &b  well  as 
the  newly  constructed,  it  is  necessary  to  provide  electric  wiring 
of  moderate  cost,  and  if  it  is  not  necessary  to  give  any  thought  to 
the  provision  of  an  alternative  system  of  illumination  to  provide 
against  failure  of  the  electric  service,  then  the  wiring  for  electricity 
is  not  handicapped  by  the  necessity  of  such  additional  outlay.  It 
is  necessary  to  maintain  a  high  standard  of  service  to  obtain  the 
important  business  that  might  otherwise  go  to  isolated  plants, 
which,  providing  usually  for  large  blocks  of  business,  represents 
large  output  which  it  is  absolutely  necessary  for  the  central  station 
to  secure.  Continuity  of  service  ia  secured  by  liberal  provision 
of  reserve  capacity  usually  located  in  several  power  houses  with 
tie  counections,  so  that  they  may  assist  or  even  substitute  one 
another  in  case  of  need,  duplicate  high-tension  transmission  and 
feeder  lines  following  different  routes,  substations  distributed  over 
the  territory  at  the  important  nuclei  of  consumption,  and  where 
direct-current  supply  is  concerned,  provided  with  adequate  storage 
battery  capacity  and  a  well-meshed  distributing  system  securing 
the  customers  supply  from  a  secondary  network  feeding  the  cus- 
tomer from  more  than  one  direction.  The  modem  types  of  power 
station  and  substation  apparatus  have  large  overload  capacities, 
and  with  equipment  of  the  necessary  flexibility,  provision  is  made 
for  all  ordinary  contingencies.  The  huge  concentration  of  power 
in  our  largest  power  stations  with  units  of  20,000  kilowatts,  and 
large  capacities  of  generating  apparatus,  all  operating  in  multiple, 
and  irith  the  enormous  instantaneous  capacity  for  giving  out  power 
supplied  by  the  fly-wheel  effects  of  rotary  converters  and  motor 
generator  sets,  the  problem  of  providing  against  every  possible 
contingency  becomes  more  complex,  but  the  manufacturers,  de- 
signers and  the  engineering  staffs  of  the  companies  have  succeeded 
in  mastering  the  problem. 

Voltage  Befpilation.  It  is  not  enough,  however,  to  provide 
merely  for  continuity  of  service  to  satisfy  the  high  standard  re- 
quirements of  the  central  station  service  of  to-day,  since  the  cur- 
rent must  be  supplied  also  at  constant  voltage.     In  this  respect 
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also  there  has  been  marked  progress,  and  the  adequately  equipped, 
wcH-managod  and  carefully  operated  etationB  experience  no  diiB- 
culty  on  this  score.  The  delicacy  of  the  filaments  of  our  inean- 
desc<>nt  lamps  (notably  less  sensitive  to  fluctuations  in  voltage  are 
the  new  types  of  metallic  filament  lamps  than  the  old  carbon 
lamps)  require  a  fairly  constant  pressure  to  be  maintained,  else 
we  have  poor  light,  lack  of  brilliancy  and  dissatisfaction  on  the 
part  of  the  consumer  on  the  one  hand,  or  poor  life  of  lamps, 
depreciation  in  candle-power  and  excessive  bills  on  the  other. 

Adequate  Eqnipment  in  Stationi.  The  state  of  the  art  provides 
modern  substation  equipment  of  sufBcient  reliability  and  flexibility 
to  satisfy  the  most  exacting  requirements,  and  the  ability  to  render 
perfect  service  resolves  itself  into  the  dependability  on  human 
nature  and  the  reliability  of  the  employee,  backed  by  the  ever- 
ready  storage  battery  always  connected  to  the  bue-barp,  and  able 
to  furnish  current  instantly  to  the  limit  of  its  capacity. 

"  Enman  Element."  It  is  a  fact,  however,  that  notwithstanding 
every  possible  care  and  attention,  and  every  safeguard  and  check 
with  which  the  operations  depending  upon  the  "human  element" 
in  the  service  arc  surrounded,  a  considerable  number  of  derange- 
ments of  the  service  are  attributable  to  the  failure  of  the  human 
element  to  properly  perform  its  functions. 

Yet  notwithstanding  these  small  failures  to  operate  properly  on 
the  part  of  links  in  the  system,  animate  and  inanimate  (and  these 
small  failures  referred  to  are  usually  of  a  character  that  do  not 
affect  the  consumer  and  pass  unnoticed  by  him),  the  standard  of 
central  station  service  is  very  high — it  compares  most  favorably 
with  the  service  rendered  by  other  comparable  industries,  and  is 
giving  undoubted  satisfaction  to  the  public. 

ArtounttHg — Operating  Costs  and  Fixed  Charges 

The  development  of  a  suitable  accounting  system  to  record  the 

diverse  and  manifold  business  activities  of  a  modern  public  utility 

(■(>r)H>ration  has  been  the  work  of  years  of  experience  and  careful 

thought. 

In  a  corporation  the  owners  or  stockholders  themselves  rarely 
engage  actively  in  the  conduct  of  its  ailairs,  which  are  usually 
i-arrii'd  on  by  the  directors  and  oDicers  acting,  as  it  were,  as  trustees. 
The  directors  must  periodically  account  to  the  stockholders  or  the 
owners  as  to  the  I'onduct  of  their  stewardship,  and  their  report 
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nniBt  set  forth  with  exactness  the  essential  facts.  The  records, 
therefore,  must  be  of  stich  a  character  &a  to  show  the  transactions 
in  detail  and  be  also  of  a  permanent  nature,  bo  that  the  facts  can 
be  determined  at  any  future  time.  Such  records  constitute  ac- 
counting in  the  full  sense  of  the  term.  An  electric  lighting  and 
power  company  shares  in  this  common  obligation  of  the  corporate 
form  of  organization,  but  as  it  is  a  public  service  corporation 
operating  under  a  franchise  granted  by  the  State  or  municipal  au- 
thorities with  the  privilege  of  using  the  public  highways  in  the 
public  conduct  of  its  business,  it  has  special  obligations  to  the 
State  and  to  the  public,  and  is  compelled  to  record  its  transactions 
in  accordance  with  regulations  promulgated  by  the  supervising 
authorities.  The  operations  of  a  modem  public  utility  corporation 
frequently  extend  over  an  area  of  100  square  miles,  or  more,  and 
employ,  in  their  various  capacities,  thousands  of  employees;  it  is 
necessary  for  the  management  to  keep  in  direct  touch  with  all  the 
various  transactions,  widely  separated  by  character  and  locality, 
and  if  is  enabled  to  accomplish  this  through  its  system  of  accounts- 
These  accounts,  in  addition  to  containing  the  necessary  informa- 
tion, must  present  the  essential  facts  in  a  condensed  form,  yet  so 
as  to  bring  out  the  more  important  details  in  a  clear  and  striking 
manner. 

N.  £.  L.  A.  "  Accounting  Sjrstem."  It  lias  long  been  the  aim  of 
the  national  associations  representing  the  more  important  public 
utilities,  steam  railroads,  street  railways,  gas  and  electric  light,  to 
standardize  their  respective  systems  of  accounting  so  that  each 
company  operatiug  the  same  utility  might  keep  its  accounts  on  the 
same  general  scheme,  enabling  rapid  examinations  and  comparisons 
to  be  made.  In  conformity  with  this  concept  the  National  Elec- 
tric Light  Association,  representing  the  central  station  industry  of 
the  country  has  adopted  and  published  a  uniform  system  of  ac- 
counts which  fulfills  ail  the  necessary  requirements.  It  is  not 
possible  to  attempt  here  a  lengthy  description  of  this  system,  or  of 
its  details,  and  a  glance  at  the  main  accounts  must  suffice  (sum- 
mary headings  only  are  here  given),  providing  for  construction 
and  operating  disbursements. 
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C1.AS8IFTCATIOH  OF  Accounts 
Oonttruction  and  Bqutfiment 

DIVIBION  SUBDtVlBIOtt. 

1.  OrganlzatloD. 

2.  Roraltlee,  frnnchlees  and  llceoBes. 

3.  Generating  plant — steam Land. 

Structure. 
Boiler  plant. 
Prime  movers. 
Electrical  plant. 
MlBcellaneouB. 

4.  Generating  plant — hydraulic Land. 

Structure. 

Dame,  canal  and  pipe  lines. 

Turbines  and  water  wbeela. 

Electrical  plant 

MiscellaneouE. 

6.  Generating  plant — gas Land. 

Structure, 

Oas  producers  and  accessories. 

Gas  engines. 

Electrical  plant. 

Miscellaneous. 

6.  Underground  conduits. 

7.  Poles  and  fixtures. 

8.  Transmission    Conductors — overhesd,    under- 

ground. 
Land. 
Structure. 
Substation  equipment. 

9.  Storage  batteries. 

10.  Distribution    Overhead  conductors  and  devices. 

Underground  conductors. 

Services. 

Meters  and  line  transformers. 

11.  Arc  and  glower  lamDs. 

12.  Customers'  installation. 

13.  Municipal  street  lighting  system. 

14.  Qenerai  ofBce  and  branches Land. 

Structure. 

Furniture  and  fixtures. 

15.  Other  equipment  Land. 

Structure, 

Coal  storage  equipment 
Sbop  equipment. 
Storeroom  equipment. 
Stable  equipment. 
Laboratory  equipment 
Tools  and  Instruments. 
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16.  MlBcellaaeoua — during    conetnic- 

tlon  Engineering  and  auperlntendeace. 

Law  expenditures. 

Taxes. 

Interest 

Injnrlee. 

0«neral. 


Classification  of  Kxfenbe  Accounts 
Operating  AocounU 
cLAssincATioH  etxffB 

1.  Production   Cost   o(   electric   current   dellTered   to    station 

terminal  board. 

2.  Transmission    Cost  of  conducting  current  to  substations  and 

cost  as  delivered  to  distribution  sratem. 

3.  Storage  battery   Cost  of  storage. 

4.  Distribution    Cost  of  conducting  electric  current  from  sub- 

station terminal  board  to  customers'  premises 
and  including  repairs  to  electrical  meters. 

5.  Utilization    Cost  in  customers'  premises,  Including  first  in- 

stallation and  renewal  of  incandescent  lamps, 
trimming  arc  lamps  and  Incidental  repairs. 

6.  Commercial  expense.  All    office    expenses    in    connection    with    cus- 

tomers' accounts. 

7.  New  business   Cost  of  securing  new  business. 

8.  General   Administration  and  miscellaneous. 


It  should  be  understood  that  each  of  these  classification  heads 
in  turn  includes  many  distinct  and  clearly  specified  aubdivisiona 
representing  the  various  elements  which  go  to  make  up  the  several 
important  elements  of  which  it  is  a  summary'.  For  instance,  under 
Production  these  separate  items  are  as  follows : 


station  lundrlBB 

Bupt'ce  and  care 

Boiler  labor I 

BnglnB  labor ; 

Djna  mo  labor I 

ToMl  labor | 

Water  (iDcl.  boiler oomp.).. 
Fael  ilDcl.  reroovlDg- asbM) 
Lubric,  wMtaandpaak..,.! 

Total I 

GraDdtoUl—  Produc  tlo  n .  .^ 


Produotlon  Repairs 


Ueobaa.  appHratui 

Bloot.  apparatui 

Station  etnictuce 

TooU  and  ImplemeDts 


Total.. 
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Subdivisions  are  specified  for  each  of  the  other  eight  classifica- 
tion heads,  giving  the  important  items  under  each.  It  is  impos- 
sible to  present  these  in  detail,  but  the  above  example  shows  the 
general  features  of  the  scheme. 

Analyaii  of  Bevenne.  In  compiling  monthly  expense  statements 
in  accordance  with  the  foregoing  schedule,  there  is  also  included  a 
statement  of  the  kilowatt-hours  sold,  and  each  item  of  cost  is 
reduced  to  the  corresponding  cost  per  unit  of  product  sold;  the 
statement  disclosing  at  a  glance  the  actual  conditions.  In  order 
to  facilitate  comparisons  with  previous  periods,  it  is  customary 
to  present  the  statement  in  a  comparative  form,  that  is  to  say, 
showing  in  parallel  columns  the  exijenses  for  a  given  mouth  com- 
pared with  those  of  the  previous  month  of  the  same  year,  or  the 
corresponding  month  in  the  previous  year. 

As  with  the  expenses,  so  also  with  the  revenues  of  the  corpora- 
tion. It  is  not  sufficient  to  know  that  the  monthly  income  amounted 
to  a  certain  figure,  the  important  items  must  also  appear.  The 
quantity  of  electrical  energy  supplied,  the  rate  classification  under 
which  it  is  sold,  must  all  find  a  place  in  the  modern  accounting 
exhibit.  Thus  the  management  will  receive  a  monthly  statement 
containing  income  statistics  arranged  somewhat  as  follows: 


il  etreet  lighting..., 
building  llghttng;. 
buildlufi:  power... 


We  have  already  shown  how  the  unit  cost  per  kilowatt-hour 
sold  is  accounted  for,  and  we  now  have  for  comparison  therewith 
the  income  per  Idlowatt-hour  sold,  and  it  is  only  necessary  to  add 
that  the  difference  between  these  two  figures  is  the  operating  profit 
per  unit  per  kilowatt-hour  sold. 

Depreciation.  There  are  two  kinds  of  depreciation,  namely, 
depreciation  ("wear  and  tear")  and  supercessional  depreciation. 
Depreciation  arising  from  use  or  wear  and  tear  is  a  reasonably 
well-known  factor,  and  life  tables  exist  which  give  fairly  closely 
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the  annual  rate  as  approved  by  recognized  authorities,  to  be 
applied  for  buildings,  generating  and  distributing  apparatus. 
Supercessional  depreciation,  however,  is  entirely  a  matter  of  judg- 
ment and  conjecture.  Increase  in  the  business  and  improvements 
in  the  machinery  and  devices  used  in  the  business  require  the 
discarding  of  old  apparatus  still  in  good  working  condition,  the 
limit  of  whose  useful  life  has  not  been  reached.  Nevertheless, 
depreciation  is  a  fact  and  must  be  treated  in  all  financial  exhibits 
before  the  true  status  of  affairs  can  be  known,  the  allowance  to 
be  made  for  this  purpose  must  therefore  be  estimated.  The  charge 
for  depreciation  cannot  be  distributed  over  the  items  in  the  oper- 
ating schedule,  and  the  amount  set  aside  for  this  purpose  must  be 
deducted  in  one  item  from  the  net  profit.  The  amount  of  the 
depreciation  is  not  an  expenditure  of  cash  made  during  the  period 
involved,  but  is  a  reserve,  and  it  should  therefore  be  treated  sepa- 
rately and  independently  in  the  accounts. 

It  was  not  intended  to  give  here  more  than  a  very  general  out- 
line of  the  scheme  of  accounts  necessary  for  the  conduct  of  an 
electric  light  company,  to  emphasize  their  importance  in  maintain- 
ing close  touch  with  all  important  transactions  of  the  business, 
to  show  how  they  provide  ready  comparisons,  and  to  point  out 
their  usefulness  in  detecting  increases  or  decreases  in  expense  or 
income,  and,  in  short,  to  facilitate  the  economical  conduct  of  the 
enterprise. 

Bond  Interest,  Stock  Dividends,  Etc.  Before  the  net  profit  or  sur- 
plus belonging  to  the  stockholder  is  renched,  however,  several  very 
important  general  factors  must  receive  consideration.  Thus  far  we 
have  dealt  with  specific  items  of  distribution  and  income  of  a  tangi- 
ble nature,  and  which  can  each  be  allocated  to  a  definite  division  or 
subdivision  of  the  aeconnting  system.  Non-operating  items  of  in- 
come and  expense  being  of  local  significance  only,  can  be  disre- 
garded here,  but  interest  on  bonds  and  depreciation  reserves  are 
common  to  all  enterprises  and  must,  therefore,  be  taken  into  ac- 
count. Bonds  are  issued  for  the  general  purposes  of  the  business, 
and  can  very  rarely  be  identified  with  specific  items  of  investment. 

The  accounting  system  discloses  the  operating  cost  of  current 
delivered  at  the  switchboard  of  the  generating  plant,  but  to  obtain 
the  total  cost  there  must  be  added  interest  on  the  amount  invested 
in  real  estate,  buildings,  plant  and  equipment,  and  a  proper  allow- 
ance for  depreciation.     As  a  matter  of  practice  bond  interest  is 
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Tienall;  deducted  in  one  item  from  the  net  operating  profit.    Sim- 
ilarly also  the  item  of  depreciation. 

Rate  Schedules 

There  ie  no  subject  with  which  the  administration  of  an  elec- 
tricity supply  company  is  concerned,  about  which  there  is  such  a 
wide  diversity  of  opinion  as  the  system  of  charging  for  the  current 
sold  or  the  schedule  of  rates.  It  was  recognized  in  the  early  days 
of  the  industry,  almost  at  the  same  time  that  the  incandescent 
lamp  itself  became  a  commercial  possibility,  that  in  order  to  secure 
success  to  the  electric  companies  they  must  be  provided  with 
proper  means  to  measure  the  current  delivered  to  the  consumer, 
and  that  it  must  be  paid  for  in  accordance  with  the  quantity  con- 
sumed as  recorded  by  the  meter.  The  basis  of  charge,  rate  schedule 
or  tariff  to  which  the  meter  records  sha'l  be  applied  to  produce 
the  consumer's  bill,  present  in  their  preparation  the  most  diiBcult 
problems  with  which  the  management  has  to  contend,  and  the 
endeavor  to  arrive  at  a  satisfactory  solution  will  call  forth  all  the 
resourcefulness  and  skill  which  it  can  command. 

Philosophy  of  Bates.  To  attack  this  problem  requires  an  ac- 
curate knowledge  of  the  business  of  the  company,  its  various  classes 
of  coneumere,  the  extent  and  the  way  each  class  makes  use  of  the 
current,  the  necessity  of  meeting  the  competition  of  other  illumi- 
iiants  and  the  competition  of  the  private  plant;  also  au  apprecia- 
tion of  the  importance  of  the  presentation  of  the  rate  to  the  public 
in  a  form  that  will  be  at  once  simple,  logical,  and  easily  under- 
stood— that  provides  a  reasonable  relation  between  the  price 
charged  and  the  cost  of  the  service  rendered — and  that  accom- 
plishes the  important  end  of  encouraging  the  profitable  consumer, 
attracting  all  classes  of  consumers,  and,  finally,  providing  an  ade- 
quate revenue  to  the  company. 

These  are,  indeed,  diversified,  and,  to  a  certain  extent,  incom- 
patible requirements,  and  to  find  a  reasonably  satisfactory  solu- 
tion calls  for  comproniise  between  the  desirable  and  the  attainable. 
Learned  discourses  may  be  written  on  the  relation  of  cost  to  selling 
price,  the  relation  between  the  rate  and  the  value  of  the  service 
rendered,  on  where  classification  ends  and  discrimination  begins, 
on  increment  costs  and  what  the  traffic  will  bear,  and  on  sliding 
scales,  differential  tariffs,  etc.,  but  they  will  be  of  comparatively 
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little  assistance  when  it  conies  to  formulating  a  rate.  Each  sta- 
tion manager,  when  this  subject  is  presented  to  him,  after  studying 
the  analogies  afforded  by  other  industries,  and  after  making  a 
careful  study  of  the  rates  of  other  companies  similarly  situated, 
tinds  not  one  entirely  satisfactory  or  adapted  to  Ms  particular  local 
conditions,  and  he  forthwith  proceeds  to  devise  a  new  method  of 
charging  or  of  changing  the  discounts  or  values  on  some  schedule 
already  in  operation,  making  more  or  less  of  a  misfit.  As  early 
as  1892,  in  the  classic  on  "The  Cost  of  Electricity  Supply,"  by 
Dr.  J.  Hopkinson  (presidential  address,  read  before  the  Junior 
Engineering  Society^  Manchester,  England),  this  subject  of  rates 
received  analytical  treatment  by  a  master  hand.  This  paper  should 
be  the  station  manager's  primer  on  this  subject,  as  it  contains 
(even  though  now  quite  out  of  date)  a  clear  statement  of  the 
underlying  principles  on  which  the  establishment  of  a  logical  sys- 
tem of  charging  should  be  based,  although  his  practical  application 
of  the  principles  would  not  satisfy  the  requirements  of  to-day. 

In  this  paper,  under  his  preliminary  considerations.  Dr.  Hop- 
kinson says: 

"You  are  all  familiar  with  tbe  fact  tbat  tbe  expensH  ol  an  under- 
taking may  be  broadly  divided  Into  two  cIssseB.  On  the  one  hand  there 
are  expeneeB  which  are  quite  Independent  ot  the  extent  to  which  the 
nndertaklng  la  used;  »nd  on  tbe  other,  expenses  which  are  absent 
nnlesB  tbe  undertaking  1b  used,  and  which  tncreaeee  In  proportion  to 
tbe  use.  For  example,  tbe  charges  for  Interest  on  tbe  conatructlon  of 
a  bridge  ara  the  same  whether  that  bridge  is  used  much  or  little  or 
at  all.  and  the  cost  of  maintaining  the  bridge  Is  also  practically  Inde- 
pendent of  its  use.  The  same  is  true  in  a  large  measure  of  a  harbor 
or  a  dock.  Such  undertakings  lie  at  one  extreme  of  the  scale.  It  is 
less  easy  to  find  good  examples  at  the  present  day  of  the  other  ex- 
tremes, as  nearly  all  undertakings  with  which  engineers  have  to  deal 
require  tbe  employment  of  some  capital,  and  there  will  be  a  fixed 
charge  for  the  use  of  that  capital  and  for  maintaining  against  the 
assaults  of  time  the  things  in  which  the  capital  is  embodied.  But  we 
can  readily  see,  for  example,  in  the  case  of  a  cotton  mill,  that,  if  on  the 
one  hand  there  are  expenses  of  interest  and  dilapidation  which  are 
Independent  of  the  amount  of  yarn  actually  manufacturfid  in  a  given 
factory,  there  are  other  expenses  for  material  and  labor,  and  even  for 
actual  wear  ot  machinery,  which  will  be  very  nearly  proportional  to 
the  output  Undertakings  vary  enormously  in  the  proportion  ot  these 
two  classes  of  expenses;  on  some  the  expense  is  quite  Independent  of 
the  extept  of  the  use,  in  others  it  is  for  the  greater  part  proportional 
to   the    use.     But   undertakings   differ   from    each    other    in    another 
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respect.  In  eome  cases  a  service  which  the  undertaking  Is  deeigned  to 
render  can  be  performed  at  a  time  selected  bj'  the  undertaker;  In  otbera 
at  a  time  selected  by  him  to  whom  the  service  Is  rendered.  In  the  case 
of  most  manufacturers  It  matters  not  it  the  thing  made  le  made  to-da; 
or  to-morrow.  In  the  morning  or  In  the  evening,  for  It  will  not  be 
used  for  a  month  hence,  perhaps;  the  thing  can  in  fact  be  extensively 
stared  and  kept  till  It  is  wanted.  Other  services  must  be  rendered  at 
the  moment  a  person  served  desires.  For  example,  the  Metropolitan 
District  Rallwaj'  must  be  prepared  to  bring  In  its  thousands  of  pas- 
sengers to  the  city  at  the  beginning  of  the  day  and  take  them  back  In 
the  evening,  and  for  the  rest  of  the  day  It  must  be  content  to  be  com- 
paratively Idle.  In  this  case  the  services  cannot  be  stored.  The  line 
must  be  of  a  carrying  capacity  equal  to  the  greatest  demand,  and  tl 
this  be  great  for  a  very  short  time  the  total  return  for  the  day  must 
be  small  In  comparison  with  the  expense  of  rendering  the  service. 
In  such  a  case  It  would  not  be  inappropriate  to  charge  more  for  carry- 
ing a  person  In  the  busy  time  than  In  the  slack  time,  for  It  really 
costs  more  to  carry  him.  IiCt  us  see  how  these  considerations  apply 
to  the  supply  of  electricity  for  lighting.  Electrical  engineers  now 
realize  that  they  have  to  provide  the  same  plant  and  no  more  to  give 
a  steady  supply  day  and  nlgbt  as  to  give  a  supply  for  one  hour  out 
■  of  the  twenty-four.  They  also  now  realize  that  If  they  are  to  be  ready 
to  give  a  supply  at  any  moment  they  must  burn  much  coal  and  pay 
much  wages  for  however  short  a  time  supply  is  actually  taken.  Indeed 
the  term  load  factor  proposed  by  Mr.  Crompton  Is  as  constantly  In  the 
mouths  of  those  who  are  Interested  in  the  supply  of  electricity  as  volt, 
ampere  or  horse-power.  The  importance  of  the  time  during  which  a 
supply  of  electricity  Is  used  was  so  strongly  impressed  on  ray  mind 
years  ago  that  In  1SS3  I  had  introduced  Into  the  provlBional  orders. 
with  which  I  had  to  do,  a  special  method  of  charge  Intended  to  secure 
some  approach  to  proportionality  of  charge  to  cost  of  supply.  Unfort- 
unately the  orders  of  that  day  all  came  to  naught  A  supply  of 
electricity  must  be  delivered  at  the  very  moment  when  the  consumer 
wishes  to  use  It,  and  as  long  and  no  longer  than  be  pleases  to  use  It; 
it  cannot  be  very  readily  or  cheaply  stored,  and  much  of  the  cost  of 
production  is  fixed  charge  for  plant  and  conductors.  Furthermore,  the 
provisional  orders  require  that  the  supply  shall  be  available  at  all 
hours;  hence  coal  must  be  consumed  and  workmen  must  attend, 
though  but  few  consumers  are  drawing  eupply.  The  service  of  supply- 
ing electricity  has,  from  an  economic  point  of  view,  a  great  deal  of 
similarity  to  the  service  of  providing  s  breakwater  for  an  harbor.  A 
great  deal  of  the  expense  Ib  Independent  of  the  number  of  hours  in  the 
day  during  which  the  supply  la  used.  To  put  It  In  another  way,  the 
cost  of  supplying  electricity  for  1000  lamps  for  10  hours  Is  very  much 
less  than  ten  times  the  cost  of  eupplying  the  same  1000  lamps  tor  one 
hour,  particularly  If  it  Is  Incumbent  on  the  undertaker  to  t>e  ready  with 
a  supply  at  any  moment  that  it  Is  required.  The  actual  Importance  of 
considerations  of  this  kind  can  only  be  realized  by  examining  flgnres." 
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We  will  not  follow  Dr.  Hopkinson  in  the  figuTes  lie  presents, 
but  will  atld  hie  own  conclusions  from  their  analysis: 

"  The  ideal  method  of  charge,  then,  la  a  fixed  charge  per  quarter 
proportioned  to  the  greateat  rate  of  supply  the  conaumer  will  ever 
talce,  and  a  charge  hy  meter  for  the  actual  consumption.  Such  a 
method  I  urged  In  18S3  and  obtained  the  Introduction  Into  certain 
provisional  orders  of  a  clause  aanctionlng  '  the  charge  which  Is  calcu- 
lated partly  by  the  quantity  of  energy  contained  In  the  supply  and 
partly  by  a  yearly  or  other  rental  depending  upon  the  maximum 
strength  of  the  current  required  to  be  aupplled," " 

It  should  be  pointed  out  that  the  system  of  charging  proposed 
in  this  paper  was  suggested  by  Prof.  G.  Colombo,  and  used  by  the 
Italian-Edison  Company,  operating  the  Edison  station  at  Milan, 
Italy,  as  early  as  1885-1886. 

Let  us  consider  for  a  moment  the  unit  of  charge.  At  first  that 
most  indefinite  unit,  the  lamp-hour,  was  in  current  use;  then 
the  ampere-hour,  still  in  use  to  a  certain  extent;  and,  finally, 
the  kilowatt-hour — to  which  it  has  been  proposed  to  assign  the 
name  of  the  illustrious  Keh'in — and  which  conveys  an  exact  meas- 
ure of  the  energy  supplied  to  the  consumer,  whether  that  energy  be 
applied  for  light,  heat  or  power  purposes. 

Flat  Batea.  The  flat-rate  system  of  charging  a  fixed  price  per 
unit  {a  fixed  rate  per  kilowatt-hour),  which  prevailed  to  a  certain 
extent  in  the  early  years  of  the  industry,  is  not  based  on  any  logical 
principle,  does  not  result  in  an  equitable  charge  to  the  consumer, 
and  does  not  provide  a  fair  return  to  the  company. 

This  form  of  rate  does  not  encourage  the  prolitable  consumer,. 
makes  it  impossible  to  express  in  the  rate  the  relation  between  the 
price  charged  and  the  cost  of  supply,  and  makes  it  impracticable  to 
establish  any  classification;  it  is  absolutely  jnflexible,  and,  in  short, 
utterly  fails  to  recognize  the  essential  conditions  of  the  business. 
Sucli  a  rate  is  quite  out  of  consideration  as  utterly  unadapted  to 
the  business  of  electricity  supply,  however  satisfactorily  it  may 
meet  the  conditions  of  gas  supply. 

In  some  instances  an  effort  iins  been  made  to  partially  overcome 
the  inflexibility  of  the  flat-rate  system  by  establishing  varying 
flat  rates  based  on  a  classification  of  the  service  into  power,  lieating, 
storage- battery  service,  etc. 

Bate  Diflerentiali.  The  formulation  of  a  special  price  for 
charging  storage   batteries   has  a  -logical   ba.sis   on   tlie   score   of 
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diminished  cost  to  the  supply  company,  proviilod  the  hours  of 
charge  are  limited  to  hours  when  part  of  the  station  machin- 
ery would  otherwise  be  idle;  the  current  can  then  bo  sold  at  a 
decreased  price,  no  additional  capital  investment  being  required 
for  station  equipment,  if  the  hours  of  the  station's  maximum  load 
are  excluded.  Moreover,  the  current  required  for  charing  in 
quite  constant,  and  it  extends  over  a  considerable  period,  normally 
5  to  10  hours,  and  it  can,  therefore,  be  generated  at  a  low  cost. 

Current  for  industrial  motors  is  usually  supplied  at  a  lower 
price  per  unit  than  current  for  incandescent  lamps,  even  excluding 
the  cost  of  lamp  renewals.  While  the  load  factor  of  the  average 
motor  is  much  better  than  in  the  average  incandescent  installa- 
tion— ^the  average  use  per  unit  of  connected  capacity  being  con- 
siderably over  double  that  of  an  incandescent  installation,  while 
the  maximum  yearly  demand  per  connected  unit  is  less  than  one- 
third  of  an  equivalent  incandescent  installation — it  would  seem 
that  this  special  characteristic  of  the  motor  load  entitling  motorn 
to  lower  rates  per  unit  of  current  might  better  be  taken  care  of  by 
the  application  of  one  of  the  systems  to  be  referred  to  later  on 
rather  than  by  fixing  a  lower  fixed  rate  for  this  class  of  service. 
Moreover,  some  classes  of  motors,  for  instance,  elevator  motors,  do 
not  have  these  favorable  characteristics,  and  owing  to  the  low 
return  they  give  per  unit  of  capacity  or  maximum  demaud,  and 
the  intennittent  nature  of  the  service  requiring  special  precaution 
to  avoid  interference  with  the  lighting  service,  they  should  not 
be  entitled  to  such  special  consideration.  This  difficulty  is  often 
met  by  fixing  a  minimum  charge  per  month  per  unit  of  capacity 
or  of  maximum  demand. 

This  system  of  classified  rates  does  not  fully  accomplish  the  pur- 
pose of  a  fiexible  differential  rate  system,  and  preserves  to  a  large 
extent  all  the  disadvantages  of  the  single  flat-rate  system. 

We  now  come  to  a  consideration  of  some  of  the  several  differen- 
tial rate  systems.  In  applying  practically  the  Hopldnson, 'or  as 
it  is  called,  the  Manchester  system,  a  fixed  price,  sometimes  varying 
in  amount,  is  charged  for  each  kilowatt  of  "  installed  "  capacity 
(installation  equivalent)  plus  a  price  per  kilowatt- hour,  the  unit 
price  sometimes  varying  in  amount  according  to  a  eliding  scale. 

The  Manchester  or  Hopkinson  system  has,  in  general,  however, 
a  serious  objection — it  discourages  the  installation  of  lamps  except- 
ing where  they  are  burned  for  long  hours,  or  where  they  are  con- 
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sidered  a  necesBity.  The  consumer  losee  the  great  convenience  of 
lamps  installed  in  closets  or  other  situationB  of  rare  or  intermittent 
use,  and  he  has  no  inducement,  but,  on  the  contrary,  is  deterred 
from  using  the  electric  light  throughout  his  building.  It  also 
tends  to  make  the  cost  of  purely  residential  lighting  prohibitive, 
a£  the  high  price  which  it  is  necessary  to  make  as  a  fixed- charge 
per  month  or  per  year,  esclusive  of  the  actual  consumption,  puts 
the  cost  of  electric  light  out  of  the  reach  of  the  average  householder. 

In  this  sliding  scale  or  variable  price  per  uoit  schedule,  we  have 
an  effective  method  of  giving  a  premium  in  the  shape  of  low  rates 
to  the  long-hour  consumer.  It  is  not  altogether  satisfactory,  how- 
ever, in  that  it  fails  to  give  proper  recognition  to  the  wholesale, 
or  quantity,  consumer. 

The  gross  bills,  or  the  total  units  supplied,  are  divided  by  the 
installation  equivalent  to  determine  the  average  hours  use  per 
month  per  installation  equivalent ;  the  hill  at  the  end  of  the  month 
is  made  up  according  to  a  sliding  scale  of  rates  based  on  the 
average  use  of  the  installation.  For  instance,  15  cents  per  kilowatt- 
hour  would  be  charged  for  a  consumer  using  his  installation  an 
average  of  1  hour  per  day  for  each  lamp  installed,  13  cents  per 
unit  in  case  the  average  use  per  lamp  installed  reaches  2  hours  per 
day,  12  cents  for  3  hours'  use,  etc.,  etc. 

HoTse-HiTe  Analogy.  This  system  does  not,  as  above  pointed 
out,  reach  the  wholesale  customer  at  all,  but  considers  only  the 
advantages  of  long  hours'  use'  of  the  installation.  As  a  practical 
illustration  of  the  relation  of  long-hour  use,  enabling  a  rate  to  be 
made  even  below  the  average  cost  of  current  the  following  analogy 
may  be  used :  If  a  stable-keeper  had  four  saddle-horses,  which 
cost  him  for  investment  and  keep  $1.00  a  day  each,  he  might  let 
one  horse  at  $1.00  an  hour,  and  if  for  only  1  hour  in  the  day  he 
would  get  no  profit  out  of  him.  But  if  he  let  a  second  horse  at 
t5  cents  an  hour  for  3  hours,  he  would  make  50  cents  profit.  A 
third  horse  hired  for  4  hours  at  40  cents  an  hour  would  make  60 
cents  profit.  And  if  he  let  the  fourth  horse  at  85  cents  an  hour 
for  8  hours,  he  would  make  $1.00  profit  from  him.  The  four 
horses  would  have  cost  him  $4.00  per  day,  or  26^  cents  an  hour 
for  each  of  the  15  hours  of  use.  He  would  have  received  from  them 
$6.10,  or  40^  cents  per  hour  of  use,  and  he  would  have  made  the 
most  money  out  of  the  customer  to  whom  he  chaiged  35  cents 
an  hour,  or  less  than  the  average  cost. 
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Bate  Discoonta.  Recognizing  the  deficiencies  of  all  the  foregoing 
systems,  a  schedule  has  been  devised,  and  is  Iwing  extensively  used 
iu  Europe  and  America,  which  lakes  account  at  the  pame  time  of  the 
claims  to  consideration  of  both  the  wholesale,  or  quantity  consumer, 
and  of  the  retail,  but  long-hour  consumer,  by  providing  a  discount 
based  on  the  amount  of  gross  bills  or  units  supplied,  and  an  addi- 
tional discount  based  on  the  average  use  of  the  installatioD,  the- 
importance  given  to  each  class  being  governed  in  eqch  case  by  the 
relative  values  of  the  discounts  given  under  each  head.  This  sys- 
tem enables  the  company  to  show  its  apprtciotion  of  the  import- 
ance fo  its  business  of  the  consumer  using  large  quantities  of  cur- 
rent, and  in  addition  recognizes  hia  further  claim  fo  consideration 
if  he  uses  his  installation  on  the  average  for  a  considerable  number 
of  hours  each  day  by  giving  him  an  additional  discount.  It  also 
enables  the  company  to  recognize  in  some  degree  the  desirability 
of  the  small,  but  long-hour,  consumer  by  giving  him  discounts  on 
his  bills  based  on  long  average  use,  even  though  his  bills  may  not 
run  high.  Some  companies  choose  to  make  these  two  discounts 
cumulative,  adding  the  quantity  discount  to  the  long-burning 
discount  to  arrive  at  the  net  bill ;  others  take  off  first  one  discount 
from  the  bill,  and  from  the  resultant  net  take  off  the  second 
discount. 

The  objection  to  this  system  of  charging  for  current,  and  to 
many  of  the  schedules  already  referred  to,  is  that  they  do  not 
preserve  a  uniform  proportional  relation  between  gross  and .  net 
bills  all  along  the  schedule;  in  other  words,  the  curve  of  discounts 
is  not  smooth,  but  broken  into  steps.  For  instance,  in  a  schedule 
under  which  a  discount  of  5  per  cent  is  allowed  on  a  $100  bill,  a 
consumer  using  current  representing  a  gross  bill  of  $100  would 
get  his  current  for  $95,  whereas  a  consumer  using  current  repre- 
senting a  $98  gross  bill  would  pay  the  full  amount  ($98),  or  act- 
ually more  than  the  first  case,  although  a  sinalk-r  amount  of  cur- 
rent had  really  been  supplied.  This  shortcoming  may,  however,, 
be  taken  care  of  in  the  liguring  of  the  bills  by  making  the  neces- 
sary adjustment  on  the  bill  so  that  no  consumer  will  be  charged 
a  larger  price  for  a  smaller  amount  of  current  actually  supplied. 

It  may  be  well  to  refer  here  to  a  factor  in  the  determination  of 
the  discount  in  the  systems  mentioned  thus  far,  which  has  been 
made  the  subject  of  much  discussion  of  late,  i,  e.,  the  "  equivalent '' 
unit  of  installation  (installation  equivalent)  as  a  basis  on  which 
to  figure  discounts. 
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It  is  very  difficult,  particularly  in  large  installations  where 
changes  are  made  almost  daily,  to  keep  track  of  the  exact  installa- 
tion "  equivalent "  and  to  check  it  at  the  time  of  each  meter  read- 
ing would  be  impossible.  The  alternative,  the  substitution  of  the 
unit  of  maximum  demand  as  a  hasis  for  determining  the  average 
use,  is  certainly  more  logical  and  gives  to  the  more  profitable  con- 
sumer a  further  advantage  to  which  he  is  justly  entitled.  It  re- 
quires, however,  the  use  of  special  apparatus  in  addition  to  the 
ordinary  supply  meter,  and  this  introduces  a  serious  and  very  un- 
desirable complication. 

Wr^-ht  Demattd  System.  We  now  come  to  the  Wright  or 
'Brighton  demand  system. 

If  the  accounts  of  an  electricity  supply  company  are  analyzed, 
it  appears  at  a  glance  that  the  amounts  entering  into  them  can  be 
classified  under  two  general  heads :  Fixed  Charges— dividends  on 
capital  stock,  interest  on  bonds,  depreciation,  a  part  of  the  ex- 
penses of  management,  taxes,  insurance,  etc.;  and  Operating 
Charges — coal,  labor,  repairs,  supplies,  etc. 

From  a  first  analysis  it  \vill  appear  that  the  items  coming  under 
the  first  heading  are  largely  independent  of  the  output,  and  would, 
generalizing  broadly,  go  on  even  if  the  company  ceased  operating. 

The  items  under  the  second  head  will  appear  to  bear  a  certain 
relation  to  the  output,  increasing  with,  but  perhaps  not  strictly 
proportional  to,  such  increase. 

On  further  and  more  detailed  study  of  the  monthly  accounts  and 
making  comparisons  extending  over  several  years,  it  will  appear 
that  certain  items  under  the  second  heading  are  also  practically 
fixed,  and  while  appearing  under  the  head  of  operating  expenses, 
they  are  quite  independent  of  the  output,  and  represent  a  class  of 
expense  intermediate  between  the  fixed  charges  and  an  operating 
expense.  These  intermediary  expenses,  usually  generalized  under 
the  t«rm  "  standby  "  charges,  cover  a  part  of  the  coal,  a  part  of 
the  lat>or,  some  supplies,  etc.  They  represent  an  intermediary 
step  between  the  expenses  incideut  to  the  organization  of  a  com- 
pany and  the  expenditure  of  capital  for  prospective  future  oper- 
ating and  the  actual  regular  operating  or  purely  "  Running  Costs." 

They  are  a  class  of  expense  which  a  company  would  be  under  in 
merely  getting  ready  the  plant  for  instant  service ;  part  of  the 
station  force  on  hand,  steam  up,  steam  pipes  hot,  steam  traps, 
taking  care  of  condensation,  etc.,  etc. 
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It  will  appear  evident  that  these  items  will  amount  in  the  aggre- 
gate to  a  considerable  Eum,  and  many  of  them  would  go  on  con- 
tinualtj  night  and  day,  winter  and  Bummer,  even  if  the  plant 
never  actually  put  out  current,  and  they  are  quite  independent  of 
the  amount  of  such  output  if  operating  actually  begins.  They 
represent  the  expenses  a  company  is  under  in  getting  ready  to 
serve  a  cuHtomer  instantly  on  his  immediate  demand.  These  so- 
called  "  standby  "  charges  will  also  be  found  to  bear  a  certain  rela- 
tion to  the  amount  of  the  maximum  demand  (kilowatt),  and  not 
necessarily  to  its  duration  (kilowatt-hours).  They  are,  therefpre, 
in  the  nature  of  a  fixed  chaise,  and  may  be  logically  considered 
as  such  in  making  an  investigation  as  to  the  cost  of  electricity  sup- 
ply and  the  price  at  which  electricity  can  be  sold  to  the  consumer. 

To  make  a  charge  to  a  customer  of  a  fixed  price  per  lamp, 
whether  he  uses  it  or  not,  even  if  that  fixed  charge  be  only  a  part 
(though  necessarily  an  important  one)  in  the  total  price  of  the 
current,  is  to  him  obnoxioue  and  illogical,  and,  moreover,  hae  the 
tendency  already  pointed  out  to  limit  him  in  his  inBtallation  to 
only  such  lamps  as  he  uses  continually. 

Mr.  Arthur  Wright,  of  the  Brighton  (England)  Company,  many 
years  ago,  having  these  facts  in  view,  devised  a  system  according 
to  which  each  consumer  shall  pay  to  the  company  his  equitable 
quota  of  the  strictly  fixed  charges  and  also  of  the  standby  charges. 
He  included  these  charges  in  the  charge  per  hour  made  for  the 
first  hour's  use  of  a  number  of  lamps  equivalent  to  practically  the 
maximum  number  of  lamps  he  used  contemporaneously,  and  for 
the  current  used  in  excess  of  the  first  hour's  average  use  of  his 
maximum  demand  he  charged  the  customer  a  different  rate,  which 
is  proportional  to  the  additional  expense  which  the  company  is 
under  in  supplying  him  with  the  additional  current. 

For.  instance,  in  his  Biighton  station  in  1896,  the  charge  for 
the  first  hour's  use  of  the  maximum  demand  was  7  pence  (14 
cents).  When  the  equivalent  consumption  of  1  hour's  use  of  the 
maximum  demand  had  been  taken,  the  further  supply  taken  was 
charged  for  at  the  rate  of  only  3  pence  (6  cents)  per-unit. 

In  order  to  apply  this  system  to  any  given  case,  it  is  necessary 
to  make  a  careful  analysis  of  the  company's  accounts  to  det«rmine 
the  proper  ratio  between  these  two  rates.  Mr.  Wright  started  out 
with  the  proposition  that  once  a  customer  asks  for  current  supply  he 
should  pay  his  quota  of  fixed  and  standby  charges  (covered  by  the 
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rate  charged  for  the  first  hour's  use  of  maximuin  demand)  in  the 
ratio  which  liia  maximum  demand  bears  to  the  maximum  demand 
of  all  the  consumers — on  the  basis,  that  he  actually  found  to  be 
the  case  in  Brighton,  that  the  maximum  demand  on  the  station  is 
only  66  per  cent  of  the  sum  total  of  the  consumers'  maximum  de- 
mands. This  assumption  is  not  strictly  correct  or  altogether  log- 
ical, as  the  fixed  charges  and  the  standby  charges  ought  rather  to 
be  apportioned  to  each  consumer  in  proportion  to  his  maximum 
demand  ai  the  day  and  very  hour  the  maximum  load  of  the  year 
occurred  at  the  station.  As  it  is  impoBsible  to  determine  this  in 
practice,  Mr.  Wright,  therefore,  made  the  above  generalization  and 
assumption  as  a  near  approach  to  the  theoretical  requirements  of 
the  case. 

This  system  requires  the  installation  of  a  special  instrament  to 
determine  the  maximum  demand,  for  which  the  "  Demand  Indi- 
cator "  was  devised,  which  indicates  at  the  end  of  a  given  period 
the  maximum  current  (amperes  or  kilowatts)  supplied  to  the 
installation. 

By  inspection  of  the  demand  indicator  the  consumer  can  see 
directly  how  many  units  he  must  take  at  the  high  rate  before  he 
can  enjoy  the  low  rate  for  any  additional  supply. 

This  form  of  rate  is  haded  upon  the  fundamental  principle  of 
making  of  every  consumer  a  profitable  customer,  and  automatically 
placing  upon  each  a  proportionate  burden  of  the  fixed  and  standby 
charges.  The  Brighton  rate  has  lost  considerable  of  its  popularity 
in  late  years,  even  in  England,  and  in  the  City  of  Brighton  itself, 
and  it  is  now  viewed  as  failing  to  recognize  certain  important  com- 
mercial principles,  and  in  order  to  apply  it  practically,  it  is  neces- 
sary to  modify  it  considerably,  making  it  rather  complex.  It  is 
based,  however,  on  a  theoretically  correct  principle  of  charging  and 
recognizing  certain  fundamental  features  in  the  relations  between  ' 
the  rate  and  cost  of  supply. 

Eapp  System.  Another  rate  which  should  be  considered  here 
briefly  is  the  two-rate  or  Kapp  system  of  rates,  based  on  the  time 
of  the  maximum  demand  of  the  consumer  ae  compared  with  the 
time  of  the  station's  maximum  load. 

There  is  an  essential  difference  between  this  two-rate  system  of 
rates  and  the  Wright  demand  system ;  whereas,  in  the  former  the 
rate  is  baaed  on  the  relation  between  the  customers'  maximum  de- 
mand and  the  maximum  demand  of  the  station  as  a  whole,  in  tlie 
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latter  case  the  rate  is  based  on  the  customere'  maximum  demanil 
aod  a  demand  which  is  not  the  station  maximum,  but  the  assumed 
sum  total  of  the  maxima  of  all  the  consumers.  If,  as  has  been 
generally  admitted,  it  is  equitable  to  grant  di!>counts  to  the  most 
profitable  consumers,  it  follows  that  the  consumer  who,  for  the 
same  total  current  Eiipplied  to  him,  contributes  least  to  the  station 
maximum  load  should  benefit  most  largely  by  the  discount.  It  is 
quite  reasonable  that  all  consumers  should  pay  some  proportion  of 
the  standing  charges,  but  it  is  not  altogether  reasonable,  at  least 
theoretically,  to  charge  an  early  morning  consumer,  whose  demand 
ceases  before  the  hour  of  the  station  maximum,  the  same  rate  as 
a  consumer  whose  demand  requires  an  additional  capital  invest- 
ment in  station  equipment. 

In  applying  this  syptom  at  first,  a  switch  was  installed,  the  duty 
of  which  was  to  automatically  control  the  registration  of  the  meter 
in  such  a  way  that  the  current  consumed  during  certain  limited 
hours  shall  be  charged  for  at  the  full  rate,  and  the  current  con- 
sumed during  the  remaining  hours  of  the  day  shall  be  charged  for 
at  a  reduced  rate. 

Where  the  system  is  in  use  at  the  present  time  a  two-rate  meter 
is  installed  which  automatically  controls  the  registration,  the  time 
periods  being  adjustable.  In  the  practice  of  some  electric  lighting 
companies,  usually  where  the  current  is  generated  bv  water-power, 
a  special  rate  is  made  to  mills  and  factories  who  agree  to  shut 
down  their  industry  during  the  duration  of  the  "  peak,"  usually 
an  hour  to  an  hour  and  a  half. 

Nearly  all  of  the  differential  or  classification  rate  systems  at 
present  in  use  are  either  a  combination  or  a  modification  of  one 
or  more  of  the  principles  above  outlined. 

A  very  common  system  is  in  use  in  this  country  which  seeks  to 
■  accomplish  the  same  results  as  the  Brighton  system,  without  using 
the  individual  customers  and  avoiding  the  installation  of  a  sepa- 
rate "demand  meter"  by  using  the  eustomei-'s  total  installation 
equivalent  as  a  basis  for  determining  the  average  use  of  the  in- 
stallation, basing  the  rate  on  the  general  average  ratio  of  total 
installation  equivalent  to  total  demand  of  all  the  consumers  in  the 
class,  and  providing  a  sliding  scale  of  discounts  or  prices  depend- 
ing upon  the  hours  average  use  of  the  total  installation.  Anothei 
modification  in  use  to  some  extent  in  this  country  subdivides  the 
charges  as  applied  under  the  JIanchcster  system  into  four  separate 
factors. 
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Wholesale  or  Bulk  Supply.  The  above  systems  are  all  directly 
applicable  to  retail  lighting,  and  also  power  schedules  by  proper 
pricing,  and  it  is  usual,  in  applying  them  to  retail  power  schedules, 
to  make  a  lower  price  for  power  recognizing  the  long-hour  use  of 
this  class  of  service  where  the  rate  itself  does  not  give  this  factor 
full  consideration.  All  of  the  above  rates,  in  principle  at  least, 
omit  to  recognize  that  when  large  quantities  of  current  are  sold 
it  is  proper  and  equitable  to  make  a  better  rate  than  for  a  small 
retail  user,  on  account  both  of  the  lesser  cost  of  supply  under 
these  conditions,  from  the  broad  commercial  viewpoint,  and  from 
the  standpoint  that  it  is  absolutely  necessary  to  secure  this  class 
of  business — which  is  oftentiipes  competitive — and  to  obtain  it 
a  lower  rate  must  be  made  which  may  provide  a  smaller  margin 
of  profit  than  the  other  classes  of  business.  It  is  recognized 
that  such  wholesale  or  bulk  supply,  while  the  proportionate  cou- 
tributioD  which  the  rate  provides,  for  application  to  the  fixed 
and  standby  charges  may  not  be  so  large  as  in  the  case  of  the 
retail  consumers,  it  still  provides  a  sufficient  margin  to  apply  to 
the  reduction  of  prices  to  the  retail  consumer,  who  may  thereby 
obtain  service  at  a  lower  rate  than  if  the  company  were  not  in  a 
position  to  obtain  this  business,  for  which  it  can  only  obtain  a 
price  which  would  compare  with  the  market  price  of  home  pro- 
duction or  of  other  competitive  means  of  rendering  the  service. 
_  In  "  American  Railroad  Rates,"  by  W.  C.  Noyes,  this  question 
is  referred  to  in  the  following  terms: 

"Competitive  trafDc  etande  upon  the  same  basis  as  long  distance 
traffic;  at  points  upon  tbe  railroad  where  there  are  carriers — water  or 
rail — the  road  must  meet  competitive  rates  to  obtain  competitive  busi- 
ness. In  order  to  meet  these  rates  It  ma?  be  necessary  to  reduce  Its 
charges  to  an  extCnt  which,  If  applied  to  the  whole  business,  would 
throw  the  road  Into  bankruptcy.  There  are  onlj  two  alternatives. 
It  may  not  compete,  In  this  case  non-competitive  traffic  must  bear  the 
«ntlre  expenses  of  the  railroad.  It  may  compete,  and  while  tbe  rates 
ma;  be  low  there  will  still  be  a  small  surplus  which  will  help,  so  far 
as  It  goes,  tbe  non-competltlve  traffic  to  pay  expensee," 

In  rendering  service  to  wholesale  customers  the  current  is  used 
for  all  the  purposes  to  which  it  can  be  applied — lighting,  power 
and  heating — all  of  which  is  usually  metered  in  bulk  and  a  single 
bill  rendered  for  the  combined  service. 

The  wholesale  rates  and  contracts  often  contemplate  other  mat- 
ter.'! than  mere  current  supply,  such  as  providing  room  on  the 
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premises  for  converting  or  distributing  apparatus,  switching  gear, 
etc.,  and  unlike  retail  ratee  the  contracts  do  not  generally  provide 
for  the  free  renewal  of  incandescent  lamps  or  the  care  and  main- 
tenance of  arc  lamps.  These  wholesale  rates  usually  take  the- 
form  of  a  special  discount  for  quanti^  used  applied  to  the  standard 
or  retail  rate  on  one  or  the  other  systems  above  outlined,  or  are 
based  entirely  on  the  quantity  of  current  used  or  total  amount  of 
the  bills  per  month  or  per  year.  In  some  cases  th^  are  based  on 
minimuin  guarantees  of  consumption,  and  in  others  on  reaching; 
a  minimum  of  monthly  or  yearly  bills. 

It  is  usual  to  formulate  special  rates  in  contracts  with  the  city 
authorities  and  other  public  bodies,  and  these  need  not  be  referred 
to  here. 

"  Breakdown "  8«mce.  Public  service  corporations  are  ofteir 
called  upon  to  supply  a  special  character  of  service  need  as  a  re- 
serve, auxiliary  or  insurance  against  the  breakdown  or  failure  of  an 
isolated  plant.  It  is  the  policy  of  some  stations  not  to  supply  this 
unusual  kind  of  service,  but  where  contracted  for  it  is  usually  done 
on  specific  agreements  for  each  case  or  on  the  basis  of  a  minimum: 
guarantee. 

Ballioad  Serrice.  Another  special  kind  of  service,  usually  sup- 
plied by  the  larger  companies,  is  for  high-tension  current  furnished 
usually  in  considerable  quantities  and  delivered  as  high  tension, 
either  at  the  switchboard  of  the  company's  generating  station,  at 
a  substation,  or  at  the  consumer's  premises. 

It  is  usually  a  bulk  supply  for  railroad  service — furnished  to 
local  authorities  to  be  distributed  by  them — or  for  large  industrial 
operations  like  compressor  plants,  pumping  stations,  etc. 

This  service  is  usually  rendered  on  the  basis  of  a  fixed  charge 
per  kilowatt  of  maximum  demand  plus  an  operating  charge  per 
kilowatt-hour  delivered. 

As  before  stated,  the  rates  for  electricity  supply  must  be  flexible 
and  adaptable  to  all  these  different  classes  of  service.  In  a  recent 
paper  on  "  Price  of  Electricity  Supply,"  by  B.  W.  Cowan,  read 
before  the  British  Association,  he  says: 

"  A  buatnesB  Is  not  and  cannot  be  made  wholly  a  machine,  tt  Is  more 
aktn  to  an  organism  and  aa  such  must  develop  powers  of  adaptation 
to  varying  conditlona  which  are  beyond  the  range  of  the  tuactlona  ot 
mere  mechanlBmB." 
and  again 
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"  Th«  attempt  to  reduce  business  to  a  proceBB  of  mechanically  grind- 
ing out  equal  percentages  ot  profit  upon  all  operations  renders  the  ob- 
taining of  the  maximum  aggregate  profit  to  producers  and  consumers 


"  With  a  acientlflcally  adjusted  scale  of  charges,  having  due  regard  to 
the  market  price  of  each  class  of  commodity  supplied  whether  light, 
power,  heat,  etc.,  It  Is  poasible  In  many  cases,  not  only  to  confer  benefits 
upon  the  power  and  beat  users,  but  to  supply  the  light  user  at  a  lower 
price  than  would  be  possible  If  the  principle  of  a  uniform  rate  of  profit 
from  each  class  of  consumer  were  adopted." 

Metering 

The  proper  metering  of  the  energy  delivered  by  an  electric 
lighting  company  to  the  consumer  is  one  of  the  important  func- 
tions of  the  company,  and  lies  at  the  very  foundation  of  its 
euceeee.  It  is  obvious  that  the  supply  meters  should  register  cor- 
rectly for  the  protection  of  both  the  consumer  and  the  lighting 
company,  From  the  standpoint  of  the  consumer  the  meter  fur- 
nishes the  record  on  which  his  indi^'idual  bill  is  based,  and  it  is 
the  duty,  therefore,  ^of  the  company  to  provide  proper  types  of 
meters  on  the  consiuner'B  premises  and  maintain  them  in  a  condi- 
tion to  record  his  current  consumption  accurately,  in  order  that 
proper  bills  for  the  energy  delivered  may  be  furnished  to  the 
consumer. 

From  the  standpoint  of  the  lighting  company  the  meter  is  the 
apparatus  which  registers  and  determines  the  amount  of  its  in- 
come, it  is,  therefore,  also,  in  the  interest  of  the  company  ^  main- 
tain its  meters  in  proper  condition  to  insure  the  receipt  of  its 
rightful  revenue.  The  loss  of  revenue  occasioned  by  alow  meters 
can  properly  be  considered  an  increased  cost  of  distribution,  and 
an  increased  cost  of  distribution  would  need  to  be  met  with  a 
higher  rate.  Under  such  conditions  the  consumer  whose  meter  is 
accurate  would  be  paying  in  part  for  the  loss  occasioned  by  the 
slow  meters  in  other  consumers'  premises.  The  proper  equaliza- 
tion, therefore,  of  rates  and  charges  makes  it  neccBsary  to  insure 
the  continued  maintenance  of  the  accuracy  of  the  supply  meters, 

Liniita  of  Accnracy.  The  statement  that  meters  are  to  be  main- 
tained in  accurate  condition  naturally  raises  the  question  of  what 
constitute  the  limits  of  accuracy  within  which  a  supply  meter  can 
be  considered  ae  commercially  accurate  while  in  operation  on  tbe 
consumer'a  premises.    It  appears  to  be  reasonable  to  allow  a  lati- 
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tilde  of  5  per  cent  on  either  side  of  absolute  accuracy,  when  the 
meter  is  tested  in  situ  on  the  consumer's  premises,  and  a  com- 
merciallj  accurate  meter,  under  these  conditions,  may,  therefore, 
be  defined  as  one  registering  less  than  5  per  cent  fastj  and  less  than 
5  per  cent  slow  when  compared  with  absolute  accuracy.  Thfse 
limits  are  quite  fair  for  direct-current  meters  which  are  all  of  the 
commutator  type;  they  could  possibly  be  restricted  somewhat  for 
Induction  meters. 

Conditions  of  Test.  A  meter  used  in  the  consumer's  premises 
should  preferably  be  calibrated  on  the  premises  under  the  actual 
conditions  of  use.  It  is  quite  impossible  for  the  purpose  of  a  test 
in  situ  to  surround  the  meter  with  laboratory  conditions  or  to 
bring  to  it  the  precision  standard  inetruments  used  for  obtaining 
the  extreme  refinements  of  accuracy  possible  in  a  laboratory.  For 
the  tests  on  the  customer's  premises  instruments  must  be  used 
which  combine  a  high  degree  of  accuracy  with  portability.  The 
majority  of  meter  tests  neceBsitiite  readings  and  observations  ob- 
tained by  two  men  on  from  two  to  four  calibrating  instruments. 
Possible  errors  may  arise  in  connection  with  each  of  the  measuring 
instruments  and  the  two  observers.  These  possible  errors  while 
individually  small  may  be  cumulative,  and  may  easily  introduce  a 
final  error  in  excess  of  2  per  cent.  Tests  on  consumers'  premises 
should,  therefore  be  put  on  a  different  basis  from  tests  in  the 
laboratory,  and  the  above  facts  should  be  taken  into  consideration 
when  studying  the  various  laws  and  regulations  which  have  been 
enacted  in  several  States. 

UoniGipal  Requirements.  Some  of  the  laws  defining  legal  meter- 
ing accuracy  enacted  thus  far  are  as  follows; 

Public  Service  Commissioks  Law  for  thb  State  or  New  York 

Paragraph  5,  page  6S 
If  any  consumer  to  wbom  b,  meter  baa  been  furnished  shall  request 
the  commlBSlon  in  writing  to  inspect  such  meter,  the  commisBlon  shall 
have  the  same  Inspected  and  teated:  If  the  same  on  being  so  tested 
Bball  be  found  to  be  more  than  four  per  centum,  if  an  electric  meter, 
or  more  than  two  per  centum  If  a  gaa  meter,  defective  or  Incorrect  to 
the  prejudice  of  the  consumer,  the  expenae  of  such  Inspection  and  tost 
shall  be  borne  by  the  corporation  or  municipality.  If  the  same  on  being 
HO  tested  shall  be  found  to  be  correct  within  the  limits  of  error  pre- 
scribed by  the  proviaions  of  this  subdivision,  the  expense  of  such  In- 
epectlon  and  test  shall  be  borne  by  the  consumer. 
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Railroad  Commibsion  of  Wibcorbid 

Ruling  of  the  Commission,  July  24,  190S 

Ruling  No.  15 

No  electric  meters  shall  be  placed  In  service  or  allowed  to  remain 

In  service,  wbose  error  of  registration  is  in  excess  of  4  per  cent  at  light 

load,  halt  load  or  full  load. 

MASSACHL'SE-rrS   COMUISSION 

Section  36  Revised  Laws 

Chapter  121 

A  meter  shall  be  deemed  correct  for  the  purposes  of  this  section  If 

It  appears  from  such  examination  or  test  tbat  it  does  not  vary  more  than 

6  per  cent  from  the  standard  approved  by  the  Board. 

Canadian  Laws 

6-7  Edw.  VII 

Section  IE 

No  meter  shall  be  correct  which  Is  found  by  the  Inspector  to  register 

quantities  under  or  over  the  legal  standard  of  electricity,  more  than 

3  per  cent  tn  favor  of  the  contractor  or  purchaser. 

Aside  from  the  more  or  less  definite  limits  of  accuracy  eBtab- 
lished  by  these  local  enactments,  the  laws  are  usually  silent  in 
reference  to  the  method  and  form  of  teat  and  place  where  it  is 
to  be  made.  In  applying  the  New  York  State  law  the  Public 
Service  Commission  of  the  First  District  has  promulgated  regu- 
lations as  to  the  method  to  be  followed  in  conducting  the  tests. 
They  provide  that  three  readings  be  taken,  one  at  light  load,  or 
about  10  per  cent  of  meter  capacity;  one  at  full  load,  or  approxi- 
mately 100  per  cent  of  meter  capacity,  and  a  third  at  what  is 
called  "  normal  load."  This  normal  load  is  the  load  at  which  it 
is  assumed  the  consumer  generally  uses  the  current,  or  at  least 
most  of  it,  and  it  is  taken  to  be  represented  by  a  certain  percentage 
of  the  meter  capacity  as  prescribed  in  an  empirical  schedule  formu- 
lated by  the  commission.  This  schedule  for  determining  the  nor- 
mal load  is  as  follows: 

Classification  of  Installation  to  be  Used  is  Testing  Metebs  at 
nohmal  i»ad 

A.  Residence  and  apartment  lighting 26% 

B.  Elevator   service    40 

C.  Factories  (individual  drive),  churches  and  offices 45 

D.  Factories   (shaft  drive),  theaters,  clubs,  entrances,  hallways 

and  general  store  lighting  60 

E.  Saloons,  restaurants,  pumps,  air  compressors,   Ice  machines 

and    moving-picture   theaters    70 

F.  Sign  and  window  ligbting  and  blowers....' 100 
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When  a  meter  is  found  to  be  connected  to  an  installation  con- 
sisting of  two  or  more  of  the  above  classes  of  loads,  the  normal 
load  used  must  be  obtained  by  taking  the  average  of  the  percentages 
for  the  cUsaeB  so  connected. 

These  three  readings  aa  above  defined  are  then  combined  into 
what  is  known  as  the  final  average  accuracy  of  the  meter,  by  the 
following  arbitrary  method :  The  light-load  and  the  full-load  ac- 
curacies are  added  to  three  times  the  accuracy  at  normal  load  and 
the  result  divided  by  five  (5),  the  quotient  is  the  full-load  accuracy. 
This  is  equivalent  to  assigning  in  the  computation  a  determining 
value  to  the  normal  load  of  three  times  the  light  load  or  full  load. 

The  testing  and  sealing  of  meters  while  in  the  meter  labora- 
tory, before  installation  in  the  consumer's  premises  is  also  speci- 
fied in  some  of  the  legal  regulations,  notably  in  Canada.  This 
method  while  entirely  practicable  when  applied  to  gaa  meters  is 
quite  impracticable  when  applied  to  electric  meters,  particularly 
of  the  commutator  type.  It  is  absolutely  essential  to  the  proper 
calibration  and  adjustment  of  a  meter  that  access  to  the  moving 
element  be  obtained  during  the  test,  and  any  subsequent  adjust- 
ment that  may  he  necessary.  Experience  has  shown  that  it  is 
desirable  that  meters  be  calibrated  in  situ  under  the  service  condi- 
tions obtaining  on  the  consumer's  premises.  The  local  electrical 
and  general  physical  conditions  immediately  surrounding  the 
meter  in  the  premises  where  it  has  to  operate  are  the  conditions 
under  which  the  meter  should  be  tested. 

Approval  of  Types.  The  approval  and  testing  of  meters  abroad, 
notably  in  Great  Britain  and  Germany,  takes  the  form  of  ap- 
proval by  the  regulating  authority  of  the  type  of  meter  rather 
than  of  each  individual  meter.  In  this  country  the  State  of 
Xew  York  Public  Service  Commission  for  the  First  District  has 
also  ado])tpd  this  procedure,  and  it  was  necessary  for  the  oper- 
ating companies  to  obtain  from  the  commission  approval  of  the 
various  types  of  meters  already  in  actual  use  by  the  companies 
operating  in  the  district.  Several  meters  of  each  type  were  sub- 
jected to  a  rigorous  series  of  tests  specified  by  the  commission, 
and  types  of  meters  that  successfully  met  the  requirements  were 
formally  approved  for  use,  and  those  which  did  not  were  rejected 
by  the  commission  as  not  being  proper  meters  for  use  in  the  con- 
sumer's premises.  The  various  tests  to  which  the  several  types  of 
meters  were  subjected,  covered,  with  the  mechanical  construction 
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of  the  meters,  the  range  of  the  adjustments  and  the  performance 
under  the  varying  conditions  to  which  the  meter  might  be  sub- 
jected when  in  service. 

The  teste  covered  the  performance  under  the  following  con- 
ditions : 

Variation  of  load  and  of  voltage. 

Variation  of  temperature, 

Effect  of  temporary  overload, 

Effect  of  nearby  conductors  carrying  current; 
and  in  addition  for  altemating-carrent  meters. 

Effect  under  change  of  power  factor, 

Effect  under  change  of  frequency. 

Fut  and  Slow  Xeten.  It  is  evident  that  the  framers  of  State  and 
local  regulations  have  not  adequately  considered  the  question  of 
meter  operation  in  all  of  its  aspects.  While  accuracy  limits  for  fast 
meters  are  established  in  some  cases,  nothing  is  said  in  the  law 
about  slow  meters,  whereas  meters  in  this  class  greatly  outnumber 
those  that  are  found  fast.  It  is  found  that  in  the  case  of  complaint 
tests  roughly  8i>  per  ceht  of  the  meters  tested  have  been  found 
within  the  legal  limits  of  accuracy,  of  +4  and  —4  per  cent  from 
absolute  accuracy,  and  about  4  per  cent  have  been  found  fast  or 
outside  these  limits,  and  the  balance,  11  per  cent,  have  been  found 
to  be  slow.  In  the  case  of  the  regular  periodic  tests  it  is  found  that 
approximately  80  per  cent  of  the  meters  have  been  found  correct 
on  test,  only  2  to  3  per  cent  have  been  found  to  be  fast  and  the 
balance,  17  to  18  per  cent,  represent  meters  which  on  the  average 
have  been  found  to  be  slow. 

Nothing  has  been  said  here  of  what  should  be  done  with  records 
of  the  slow  meters — ^those  showing  an  accuracy  below  the  inferior 
limit  of  approved  accuracy.  It  would  be  eminently  proper  and 
just  to  ask  the  consumer  to  pay  the  company  for  the  current  he 
has  used,  but  which  was  not  properly  registered  by  the  meter  and, 
in  fact,  in  some  cases  such  a  course  is  pursued,  but,  ae  a  general 
rule,  and  as  a  matter  of  business  policy,  the  companies  have  not 
assumed  to  collect  for  the  shortage  due  to  slow  meters.  If  the 
meter,  on  account  of  some  defect,  should  show  no  record  at  all, 
the  consumption  is  agreed  upon  with  the  consumer  on  a  basis  that 
is  in  all  cases  entirely  satisfactory  to  him. 

The  refunding  to  the  consumer  of  a  certain  percentage  of  the 
revenue  derived  from  a  meter  which  has  been  found  to  register 
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in  excess  of  the  limits  of  proper  accnracy  is  not  governed  by  aoy 
exact  rules.  The  period  for  which  euch  refund  should  be  made 
should  take  into  consideration  the  elapsed  time  since  the  last  pre- 
vious test  at  which  themeter  was  found  or  left  registering  accu- 
rately but  this  affords  no  clue  as  to  the  time  at  which  the  over- 
registration  began  or  whether  the  deviation  from  accuracy  was  a 
gradual  or  a  eudden  process.  The  usual  bases  for  adjustment  are 
as  follows: 

A  certain  number  of  months  r^ardless  of  the  length  of  time  to 
the  last  test. 

One-half  of  the  period ;  adjustment  with  the  conenmer. 

The  agreement  with  the  consumer  as  to  what  is  the  proper  period 
over  which  the  adjustment  should  be  operative  or  the  amount  of 
the  refund  is  a  proper  matter  of  adjustment  between  the  com- 
pany and  the  consumer,  unless  based  on  some  agreement  with  the 
proper  supervisory  authority. 

In  some  companies  the  period  over  which  the  adjustments  are 
made  is  taken  as  a  full  allowance  of  the  excess  over  100  per  cent 
accuracy  for  one-quarter  of  the  period  back  to  the  last  previous 
test,  a  certain  number  of  months  regardless  of  the  elapsed  time, 
or  one-hatf  the  period,  or  one-half  the  rate  of  excess  for  the  full 
period.  The  practice  of  the  companies  operating  under  the  juris- 
diction of  the  Public  Service  Commission  of  the  First  District, 
New  York  State,  is  to  allow  the  full  rate  in  excess  of  100  per  cent 
accuracy  for  one-half  the  period  back  to  the  last  previous  test. 

Feriodio  Testa.  Meters  to  be  maintained  in  a  condition  of  proper 
accuracy  should  be  tested  at  certain  periodic  intervals;  the  length 
of  the  interval  between  tests  should  be  regulated  by  local  condi- 
tions. As  a  general  principle  meters  should  be  tested  often  enough 
to  maintain  them  in  operation  at  the  highest  accuracy,  but  the  cost 
of  the  test  should  not  be  allowed  to  exceed  the  loss  of  revenue  where 
the  tendency  is,  invariably,  for  the  meters  to  run  slow,  but  they 
should  not  be  tested  so  often  as  to  be  a  source  of  irritation  and 
annoyance  to  the  consumer. 

The  results  obtained,  year  by  year,  should  be  carefully  scruti- 
nized by  the  meter  department,  and  should  be  used  as  the  basis 
for  the  determination  of  the  proper  period  for  the  periodic  test  of 
its  meters. 

Complaint  Tests.  In  addition  to  the  periodic  tests  the  meter 
departments  of  the  best  equipped  companies  are  called  upon  to 
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make  tests  called  for  by  the  comiimeT,  witness  tests  conducted  by 
the  Public  Service  Commission  or  by  the  city  authorities,  inquiry 
testa  originating  with  the  company  for  the  purpose  of  investi- 
gating the  cause  of  abnormal  and  unexplained  fluctuations  in  the 
registration  of  individual  meters,  and  varioua  other  special  tests. 

Baxiimim  Demand  Heten.  Mazimum  demand  meters  or  indi- 
cators are  instruments  which  give  a  record  graphic  or  visual  of 
the  maximum  load  which  has  prevailed  in  the  consumer's  circuit 
during  any  given  time.  These  instruments  are  not  designed  to 
indicate  instantaneous  maximum  points,  but  rather  to  record  maxi- 
mum loads  existing  for  some  more  or  less  definite  period.  These 
maximum  demand  instruments  may  be  of  various  types ;  one  leaving 
a  record  by  means  of  a  maximum  reading  pointer  and  another  con- 
sisting of  a  printing  attachment  connected  with  the  regular  vrati^ 
hour  meter  register.  This  latter  form  of  instrument  prints  at 
certain  predetermined  periods  the  demand  for  the  preceding  inter- 
val, A  visual  type  reads  off  the  maximum  demand  on  a  graduated 
mercury  column. 

Location  of  Heters.  The  proper  location  of  meters  and  services 
in  the  consumer's  premises  is  an  important  factor  governing  their 
maintenance.  Care  should  be  taken  at  the  time  of  installation 
to  insure  that  the  best  available  location  is  selected.  Unfavorable 
conditions  to  be  guarded  against  are,  vibration,  possible  corrosion 
due  to  dampness  or  acid  fumes,  dust,  mechanical  damage,  prox- 
imity to  conductors  carrying  heavy  currents,  etc. 

As  stated  in  a  recent  report  of  the  National  Electric  Light  As- 
sociation : 

"  The  electric  meter  operates  under  more  varied  and  exacting  con- 
ditions than  almost  any  other  piece  of  apparatus.  It  Is  frequently  aub- 
Jected  to  vibration,  moisture  and  extremea  of  temperature;  H  must 
regiBt«r  accurately  on  Tarylng  voltages,  frequencies  and  various  wave 
forms;  It  must  operate  for  many  months  without  any  Bupervialon  or 
attention  whatever;  and  In  spite  of  all  these  conditions  It  Is  expected 
to  reKlster  with  accuracy  from  a  few  per  cent  of  Its  rated  capacity  to 
fifty  per  cent  overload." 

It  would  appear  that  the  attitude  of  suspicion  with  which  the' 
public  is  apt  to  regard  the  electricity  supply  meter  is  entirely  un- 
just and  altogether  unwarranted,  as  appears  from  the  wide  ex- 
perience of  the  operating  companies  and  by  the  results  of  the 
numerous  ofHcial  tests  of  the  public  service  commissions  and  other 
super\'iBory  authorities. 
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Advertising  and  Canvassing 

"  Show  Booms."  One  of  the  most  important  and  effective  agen- 
cies for  promoting  the  business  of  an  electric  light  company  is 
the  show  room,  a  tastefnily  decorated,  handsomely  furnished  store 
in  the  center  of  the  town,  and  on  its  main  thoroughfare  where  all 
the  latest  electrical  devices  are  on  exhibition.  The  show  room 
should  be  a  model  of  good  taste,  pleasing  to  the  eye,  yet  modest 
and  subdued  in  its  prevailing  tone,  so  as  not  to  detract  from  the 
goods  on  display. 

Here  should  be  found  all  the  very  latest  devices  for  the  home, 
and  the  many  novelties  and  conveniences  which  contribute  so 
much  to  popularizing  central  station  electric  service. 

There  should  also  be  on  exhibition  some  of  the  practical  appli- 
cations of  electricity  to  industrial  uses  with  live  demonstration 
apparatus,  and,  as  far  as  practicable,  some  of  the  simpler  types 
of  electrically  operated  machinery. 

A  well-equipped  show  room,  or  a  number  of  them,  if  the  terri- 
tory requires  it,  should  be  effectively  lighted,  thereby  establishing 
a  high  standard  for  all  of  the  surrounding  shops  and  setting  an 
example  of  the  best  methods  of  illumination  which  will  make  a 
strong  appeal  to  the  enterprising  merchant  who  is  ever  alert  to  dis- 
play bis  goods  to  the  best  possible  advantage. 

.^lenoy  Serrioe.  The  progressive  company  will  always  have  an 
efficient  staff  of  agents  and  canvassers,  men  of  good  address,  cour- 
teous to  the  public,  and  well  informed  on  the  different  subjects 
they  are  to  present  to  the  prospective  customer.  The  best  results 
will  be  obtained  by  having  different  agents  handle  the  various 
branches  of  the  business;  solicitors  for  power  service  confining 
themselves  to  that  particular  field;  canvassers  for  wholesale  busi- 
ness, foT  isolated  plants,  for  heating  and  cooking,  for  automobiles 
and  battery  work ;  illuminating  engineers  and  other  specialists. 

These  men  should  be  experts  in  their  several  lines,  well  posted 
on  all  the  latest  developments,  resourceful  in  making  useful  and 
helpful  suggestions  to  customers,  and  familiar  with  the  general 
public  policy  of  the  company.  They  should  constantly  have  in 
mind  that  they  represent  the  company  to  the  public,  and  should 
not  bear  their  responsibility  lightly. 

In  a  smaller  company  the  individual  canvasser  will  find  it  nec- 
essary, of  course,  to  cover  a  much  broader  field,  and  he  must 
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therefore,  be  an  all  round  man,  generally,  posted  on  all  branches 
of  agency  work. 

ninminating  Experta.  In  no  claae  of  electrical  application  is 
the  consiuner  so  much  in  need  of  expert  advice  as  in  the  matter  of 
illumination,  and  a  competent  staff  who  can  give  sound  advice 
to  cuetomers  as  to  how  to  light  their  stores  and  shop  windows  most 
effectively  and  most  economically  should  be  at  the  service  of  the 
public. 

A  well-lighted  shop  window  is  a  good  advertisement  for  the  com- 
pany as  well  as  the  merchant,  and  it  is  necessary  to  eliminate  the 
black  and  shady  spots  in  the  brightly  lighted  thoroughfares,  and  a 
resourceful  illuminating  engineer  with  an  energetic  staff  will  soon 
weed  them  out. 

Power  Experts.  The  average  customer  is  not  familial  with  elec- 
tric power  applications  and  needs  expert  assistance  to  advise  him 
as  to  the  best  method  of  applying  his  motors,  whether  individual 
drive  or  group  drive,  and  on  such  matters  as  the  most  economical 
speeds  of  operating  tools,  the  power  required  to  drive  the  various 
classes  of  machinery,  -  etc. 

In  all  of  these  directions  the  company  can  be  of  the  greatest 
assistance  to  its  customers  and  aid  them  in  saving  money  in  cost 
of  equipment  and  operation. 

The  power  expert  should  be  capable  of  conducting  an  engine 
and  boiler  test,  if  necessary,  take  engine  indicator  cards  with  and 
without  load  to  determine  the  power  consumed  by  shafting,  and  be 
able  to  suggest  means  to  eliminate  losses  from  improper  align- 
ment of  shafting  and  pulleys.  He  should  be  able  to  advise  as  to 
the  best  practice  in  methods  of  speed  control  of  motors  and  be 
familiar  with  the  characteristics  of  the  different  types  of  motors. 

The  company  should,  in  its  newspaper  advertising  and  by  cir- 
culars, invite  the  customer  to  avail  himself  of  the  services  of  the 
company's  experts,  and  he  should  be  given  to  understand  that 
they  are  available  at  all  times  for  the  asking. 

Hewipaper  Advertising.  Much  might  be  said  on  the  subject  of 
newspaper  advertising,  but  we  must  confine  ourselves  to  some  gen- 
eral consideration. 

Newspaper  advertising  is  a  form  of  publicity  most  necessary  to 
the  progressive  company,  and  it  is  one  of  the  most  effective  methods 
of  keeping  itself  prominently  before  the  public. 
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A  corporation  (or  firm)  is  known  by  ite  adveTtising,  and  it  fol- 
lows, therefore,  that  its  newspaper  advertising  and,  in  fact,  all 
forms  of  publicity  should  be  dignified,  striMng,  and  each  as  to 
carry  home  to  the  reader  at  least  one  definite  idea.  The  advertis- 
ing matter  should  be  very  carefully  prepared,  remembering  that 
the  company  is  advertising  to  advertisers ;  and  particularly  the  mail 
matter  must  be  of  the  highest  possible  quality.  Where  the  card 
is  illustrated  the  sketch  should  be  well  done,  iu  concept  and  ese- 
cution. 

Advertising  usually  can  be  placed  to  advantage  with  an  estab- 
lished adrertieing  company  of  wide  experience.  To.  be  effective 
these  agentfi  must  be  kept  well  informed  of  local  conditions  so  that 
the  advertising  matter  may  strike  a  responsive  local  chord. 

Successful  advertising  will  be  characterized  by  effeotivdy  driving 
the  subject  matter  home,  breathiAg  a  spirit  of  reciprocity  between 
the  public  and  the  company,  and  it  should  all  be  done  with  one 
end  in  view,  to  bring  result*.  It  is  desirable  to  devise  some  clever 
pbraae  or  symbol  which  can  be  used  by  the  company  in  all  ite 
advertising  matter  bo  that  the  symbol  alone  whenever  it  appears 
will  tell  ite  little  story.  "At  Your  Service,"  "  In  the  Public  Ser- 
vice," "  light  and  Power,"  "  Phoebe  Snow  and  the  Road  of  An- 
thracite," and  similar  phrases,  become  identified  with  the  company 
itself  and  make  a  strong  appeal  to  the  public. 

"  House  Organs."  Many  of  the  larger  electric  light  companies 
publish  bulletins,  magazines  or  monthliee,  house  organs,  as  they  are 
called,  for  regular  distribution  to  their  customers.  Even  the 
smaller  companies  might,  with  advantage,  follow  this  example, 
covering  the  same  field  with  a  simple  folder  or  pamphlet.  This 
form  of  advertising  makes  a  direct  appeal  to  the  customer,  as  it 
comes  to  him  personally,  and  is  usually  sufficiently  attractive  in 
its  make-up  to  secure  his  attention.  Such  a  publication  can  be 
made  the  vehicle  of  keeping  the  customers  advised  of  new  develop- 
ments in  the  company's  facilities,  and  will  keep  the  consumer 
adrised  of  what  his  neighbors  are  doing  to  use  the  company's 
service  in  other  parts  of  the  town. 

Eleotrio  Signs.  The  electric  sign  is,  of  course,  one  of  the  striking 
forms  of  advertising,  and  makes  its  appeal  hy  literally  bumii^  it- 
self into  recognition.  There  appears  to  be  no  limit  to  the  useful- 
ness of  the  electric  sign  as  an  advertising  medium,  and  the  variety 
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of  pnrpoees  for  which  it  can  be  used  is  constantly  increasing,  and 
it  should  be  borne  in  mind  that  in  using  signs  the  company  is  mak- 
ing application  of  its  own  product,  and  its  signs  should,  therefore, 
be  conspicuous  for  their  brilliancy,  good  taste  and  high  standard 
of  maintenance. 

We  all  know  to  what  an  extent  this  form  of  publicity  is  availed 
of  in  the  "  Great  White  Way "  in  New  York  City,  a  brilliant 
center  which  every  large  city  here  and  in  Europe  is  trying  lo 
duplicate,  and  it  has  its  counterpart  on  a  more  modest  scale,  per- 
haps, in  nearly  every  civic  center  of  out  country. 

All  of  these  various  forms  of  business  activity  are  organized 
and  conducted  by  the  public  service  corporations,  not  only  for  the 
'  purpose  of  extending  their  business  and  increasing  their  revenue, 
but  88  a  plain  duty  to  tbe  public  which  has  a  right  to  be  advised 
of  improvements  in  the  art  as  soon  as  they  have  been  developed, 
so  that  the  people  may  enjoy  in  their  homes  and  at  their  places  of 
business  the  conveniences  and  comforts  which  the  splendid  achieve- 
ments of  the  electrical  industry  provides,  and  as  soon  as  they  are 
made  commercially  available. 

Oonelusion 

In  this  very  brief  review,  I  have  endeavored  to  give  a  general 
outline  of  the  various  elements  which  go  to  make  up  the  com- 
mercial aspects  of  the  electric  lighting  businees.  It  has  not  been 
possible,  vrithin  the  limited  space  and  time  allotted  for  the  presen- 
tation, to  do  more  than  furnish  a  "  bird's-eye  view,"  as  it  were,  of 
the  business  features  of  the  electric  lighting  industry,  emphasizing 
those  elements  which  may  be  of  particular  interest  to  the  illumi- 
nating engineer. 

The  officers  of  the  Illuminating  Engineering  Society  are  to  be 
congratulated  on  their  courageous  initiative  in  organizing  this 
course  of  lectures,  and  this  great  university  is  fortunate  in  having 
again  made  manifest  the  true  university  spirit  in  taking,  among 
the  higher  institutions  of  learning,  the  first  decisive  step  toward 
the  recognition  of  the  science  and  art  of  illuminating  engineering 
86  a  branch  of  the  engineering  profession. 
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THE  COMMERCIAL  ASPECTS  OF  GAS  LIGHTING 

Bt  Walton  Clabe 
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The  subject  asaigDed  to  me  by  the  originators  of  this  important 
course  of  lectures  is  "  The  Commercial  Aspects  of  Gas  Lighting."" 

I  take  my  subject,  broadly,  to  involve  a  discussion  of  the  com- 
mercial advantage  to  a  community  from  the  establishment  and 
maintenance  of  a  gaa  service ;  of  the  steps  a  community  may  wisely 
take  to  insure  a  seryice  satisfactory  to  itself,  and  of  the  measures 
the  supplier  of  gas  may  wisely  take  to  the  end  that  the  service  it 
renders  may  have  the  approval  of  its  customers,  and  that  it  may 
receive  the  dividends  that  should  be,  and  must  be,  the  inducement 
and  reward  of  such  service.  So  taken,  my  subject  can  receive  but 
inadequate  treatment  in  an  hour's  talk. 
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A  gas  service,  to  be  a  commercial  advantage  to  an  individual 
or  a  community,  must  make  possible  the  attainment  of  a  desired 
end  at  a  less  cost  than  such  end  can  be  otherwise  attained.  In  a 
consideration  of  this  point,  cost  must  not  be  taken  as  only  a  matter 
of  direct  payment  of  dollars  and  cents  to  the  supplier.  Convenience 
is  a  factor  in  the  ultimate  cost,  as  are  also  coincident  effects,  ad- 
vantageous or  otherwise,  of.  the  establishment  of  a  gas  plant,  and, 
the  application  of  gas  to  domestic  and  industrial  uses.  To  the 
extent  that  gas  is  capable  of  conserving  the  health  or  time  of  the 
consumer,  it  ia  of  commercial  advantage  to  him. 

Good  service  costs  more  than  poor  service.  Poor  service  may  be 
dear  at  any  price.  I  believe  there  will  be  no  denial  that  it  is  to 
the  commercial  advantage  of  the  consumer  to  pay  somewhat  to 
have  the  gas  business  of  his  town  so  ordered  that  he  will  have  good 
service.  The  chief  factors  of  good  service  to  consumers  and  to 
community  are  continuity  of  supply;  pressure  adequate  to  insure 
the  economical  use  of  what  gas-consuming  appliance  the  customer 
may  desire  to  operate ;  uniformity  of  pressure  at  any  point ;  cour- 
teoue,  prompt  and  intelligent  response  to  requests,  and  the  antici- 
pation of  requests  for  information  relative  to  gas  and  gas-consum- 
ing appliances;  good  and  uniform  quality  of  gas;  extension  of 
service  to  each  district  of  the  city  supplied  in  which  profitable 
business  may  be  obtained.  These  factors  of  good  service  are  not  to 
be  secured  without  expenditures  on  capital  account,  that  will  not 
be  made  unless  assured  a  fair  return;  and  on  operating  account, 
that  cannot  be  made  unless  the  price  received  is  sufBcient  to  justify 
them.  A  gas  supplier  cannot  give  good  service  unless  adequately 
compensated,  and  cannot  long  prosper  unless  he  give  good  service. 
Nowhere  in  the  field  of  commerce  is  there  a  more  real  community 
of  interest  than  with  gas  company  and  gas  consumer.  Neither 
realizes  the  best  attainable  result  without  that  good  service  ren- 
dered and  received  which  insures  satisfaction  to  the  user,  and  a 
willingness  to  pay  the  necessary  price  to  insure  its  continuance. 

For  70  years  the  inhabitants  of  the  larger  American  cities  have 
had  such  commercial  advantage  as  comes  from  the  maintenance 
of  a  gas  service.  Little  knowing  of  the  elaborate  and  painstaking 
preparation  and  continued  care  involved  in  the  rendering  of  such 
service,  they  have  rested  in  the  knowledge  that  at  any  hour  of  any 
day  they  could  command  the  fruit  of  such  preparation  and  care; 
that  at  any  moment,  at  a  turn  of  the  wrist  and  the  lightiog  of  a 
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match  (and  in  recent  years  without  the  match),  light  and  heat 
were  at  their  command,  and  that  ae  diBcoveries  and  impTOvementB 
in  the  art  of  gas  making  and  utilization  were  developed,  the  fruit 
thereof  was  theirs  without  asking  or  effort;  that  intelligent  and 
trained  men  were  in  constant  effort  to  discover  or  produce  new 
uses  for  gas  that  should,  by  their  convemence  or  economy,  com- 
mend themselves  to  the  housekeeper  or  manufacturer  as  prac- 
ticable means  of  saving  money  or  labor,  or  of  improving  product, 
and  that,  as  improvement  in  methods  and  extension  of  use  made 
possible,  the  selling  price  of  gaa  would  be  correspondingly  reduced. 

This  is  all  accomplished  by  progressive  companies  throagh  an 
organization,  in  general,  such  as  I  now  proceed  to  describe. 

In  an  ideal  organization  there  will  be  clear  and  direct  lines  of 
reporting  and  responsibility,  from  the  subordinate,  of  whatever 
rank,  to  the  president.  There  will  be  no  doubt  in  the  mind  of  any 
employee  as  to  what  his  duties  are,  or  to  whom  he  is  directly  re- 
sponsible for  the  proper  performance  of  those  duties.  There  will 
be  no  doubt  on  the  part  of  any  head  of  department  as  to  what  part 
of  the  business  of  the  company  is  entrusted  to  his  care,  which  of 
the  subordinate  employees  are  under  his  orders,  and  how  far  it  is 
permitted  him  to  act  upon  his  own  initiative  and  without  imme- 
diate reference  to  his  superior  officer.  Each  head  will  recognize 
clearly  the  extent  of  his  own  responsibilities  and  privileges,  and 
will  direct  his  ambition  and  efforts  to  the  accomplishment  of  the 
work  entrusted  to  him,  acting  in  confident  and  free  co-operation 
with  the  other  departments  of  his  company,  in  such  a  manner  as 
to  best  serve  the  public  and  the  interests  of  his  company,  and  to 
conserve  the  resources,  material  and  human,  entrusted  to  his  use 
and  direction.  Misunderstandings  by  heads  of  departments  on 
these  points  will  surely  lead  to  confusion,  to  discord  and  to  ultimate 
harm  to  the  company,  the  service  and  the  pablic. 

There  is  a  difference  of  opinion  among  operators  as  to  the  exact 
detail  of  an  ideal  organization  for  operating  companies.  I  cannot 
dogmatize  on  the  subject.  The  organization  must  vary  in  its  form 
with  the  size  of  the  company,  with  its  policy  as  to  so-called  "  side 
lines  " — as  the  treatment  of  residual  products,  the  sale  of  burners 
and  appliances — ^which,  in  turn,  will  be  governed  by  its  geograph- 
ical location  and  the  character  of  the  population  it  serves.  Also 
the  general  character  and  ability  of  the  men  who  are  most  available 
for  the  operating  positions,  perhaps  from  having  grown  up  in  the 
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employ,  must  have  an  influence  on  the  character  of  the  organiza- 
tion. But  there  will  be  no  diaagreement  as  to  the  general  prin- 
ciples involved,  and  as  expressed  above.  A  practicable  and  reason- 
able form  of  organization  is,  in  -general,  as  follows ; 

The  reeponsible  head  of  a  gas  company  ia  the  president.  He  is 
generally  a  man  of  afFaira  and  of  high  standing  in  the  community. 
He  should  be,  and  generally  is,  selected  for  his  reputation  for 
breadth,  business  acumen  and  probity.  He  is  often  without  prac- 
tical knowledge  of  the  manufacture  and  diatribution  of  gas.  Al- 
ways, when  not  technically  familiar  with  the  business  of  which  he 
is  the  head,  and  often  when  he  is,  he  has  reporting  to  him  an  oper- 
ating head,  sometimes  entitled  "  general  manager "  or  "  vice- 
president  in  charge  of  operation,"  to  whom  all  the  beads  of  the 
various  operating  departments  in  their  tarn  report — this  operatii^ 
head  being  responsible  to  the  president,  aa  the  president  is  to  the 
board  of  directors,  for  the  proper  conduct  of  all  the  operations  of 
the  company.  Reporting  directly  to  the  president  are  also  the 
treasurer  and,  in  part,  the  secretary;  except  that,  in  some  com- 
panies, the  president  undertakes  directly,  and  not  through  any  of 
his  subordinates,  though  generally  with  their  co-operation,  the  set- 
tlement of  such  questions  of  a  legal,  financial  or  public  policy 
character  as  may  from  time  to  time  arise  for  solution. 

The  president  of  a  large  company  will  receive  many  letters,  ad- 
dressed to  him  either  as  president,  or  personally,  and  dealing  with 
questions  of  service,  supplies  and  processes,  or  bearing  complaints 
of  the  conduct  of  officers  or  other  employees,  or  asking  for  infor- 
mation. Such  letters,  in  well-ordered  companies,  are  referred  di- 
rectly to  the  operating  head,  to  the  treasurer  or  to  the  secretary, 
for  investigation  and  report  to  the  president.  The  referee  uses 
his  discretion  whether  to  take  the  matter  up  with  the  head  of  the 
department  concerned  or  otherwise.  The  president  uses  his  discre- 
tion in  determining  whether  the  further  correspondence  with  in- 
quirer or  complainant  shall  be  with  the  officer  to  whom  he  has 
referred  the  matter. 

The  heads  of  departments  reporting  to  the  operating  head  are 
the  engineer  in  charge  of  manufacture,  whom  1  eal!  for  convenience 
engineer  of  works ;  the  engineer  in  charge  of  distribution,  whom  I 
call  for  convenience  engineer  of  distribution ;  the  purchasing  agent ; 
the  commercial  agent ;  the  claim  agent,  and  the  secretary — in  so 
far  as  his  duties  relate  to  accounting,  auditing,  meter  reading,  etc. 
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The  eDgineer  of  works  is  in  charge  of,  and  responsible  to  the 
operating  head  for,  the  eonetruction  and  operation  of  the  gas 
works,  up  to  the  outlet  of  the  holder,  whether  this  holder  he  located 
at  the  gas  works  or  be  a  so-called  "outlying  holder,"  He  is  re- 
sponsible for  recommendations  for  new  constniction  and  for  altera- 
tions; for  changes  in  materials,  apparatus  or  methods  of  manu- 
facture, necessary  or  important  to  insure  a  continuity  of  supply,  or 
the  realization  of  economies  in  the  handling  of  materials  and  in 
the  masufactare  and  storage  of  gas,  and  the  conservation  and 
utilization  of  the  residual  products  of  manufacture;  and  for  the 
discipline  and  contentment  of  the  employees  of  his  department, 
and  the  safety,  order  and  sanitary  condition  of  the  gas  works.  To 
him  report  the  superintendents  of  manufacturing  and  holder  sta- 
tions, the  chemists,  engineers  and  clerks  connected  with  the  manu- 
facture and  storage  of  gas.  The  engineer  of  works  is  of  necessity 
a  mechanical  engineer  with  an  extensive  knowledge  of  industrial 
chemistry,  for  the  processes  involved  in  gas  manufacture  are  chem- 
ical processes,  while  the  structures  are  so  important  and  diversified 
as  to  require  in  their  design,  erection  and  operation  a  high  order 
of  engineering  knowledge. 

The  engineer  of  distribution  is  in  charge  of,  and  responsible  to 
the  operating  head  for,  the  laying  and  maintaining  of  mains  and 
services,  and  setting  of  meters  and  house  governors  and  such  gra- 
tuitous work  as  is  done  for  the  consumer;  for  the  setting  of  stoves 
and  other  gas-consuming  appliances ;  for  the  conduct  of  the  meter, 
service  and  appliance  repair  shops;  for  the  maintenance  of  appli- 
ances; for  the  conduct  of  the  general  storeroom  and  stables;  for 
the  conduct  of  the  street  lamp  lighting  department ;  for  the  work 
of  the  illuminating  engineers  of  the  company,  and  the  conduct  of 
the  experimental  photometrical  laboratory;  and,  generally,  for  the 
economical  and  efficient  prosecution  of  all  the  work  of  the  distri- 
bntion  system  and  gas-consuming  appliances,  from  the  holder  out- 
lets to  the  consumers'  burners.  He  is  held  responsible  for  the 
maintenance  of  appliances  on  consumers'  premises  in  so  far  as  his 
employer  may  decide  that  this  work  be  undertaken.  This  will 
include  the  maintenance  of  Welshach  burners,  under  agreement 
with  the  neer,  when  the  policy  of  the  company  comprehends  such 
agreements.  He  is  of  necessity  a  mechanical  engineer,  with  a 
knowledge  of  illuminating  engineering. 
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The  commercial  agent,  reporting  to  the  operating  head,  is  in 
charge  of,  and  reaponsible  for,  the  canvaBBers,  the  eellers  of  ap- 
pliances, for  advertieiDg  and  for  soliciting  and  obtaining  new 


The  parchasing  agent  ie  responsible  to  the  operating  head  for 
the  purchase  of  all  materialB  used,  at  proper  prices,  and  upon  the 
specifications  of  the  bead  of  the  department  ositig  the  materials. 
He  approves  bills  for  payment  by  the  treasurer,  upon  the  certificate 
of  the  department  head,  or  his  representative,  that  the  materials 
have  been  received  and  are  in  quantity  and  quality  in  accordance 
■with  the  specifications. 

The  claim  agent  has  charge  of,  and  is  responsible  to  the  oper- 
ating head  for,  the  settlement  of  claims  for  damage  to  person  or 
property,  asserted  to  have  resulted  from  the  operation  of  the  com- 
pany's plant,  or  the  conduct  of  its  business. 

The  secretary  reports  in  part  to  the  operating  head  and  in  part 
to  the  president.  He  reports  to  the  president  with  reference  to 
that  part  of  his  duties  involving  the  custody  of  the  records  and 
contracts,  and  the  certification  of  stock  certificates— where  this  duty 
is  not  under  the  law  assigned  to  the  treasurer.  He  has  charge  of, 
and  is  responsible  to  the  operating  head  for,  the  proper  conduct  of 
the  accounting  and  auditing  departments,  the  reading  of  meters 
and  the  keeping  of  the  records. 

The  treasurer  is  an  officer  of  the  board,  elected  by  it  and  report- 
ing to  the  president  as  its  representative.  He  is  responsible  for 
the  collection  of  bills,  the  payment  of  hills,  the  custody  of  the 
funds,  and  for  the  banking  and  general  financial  matters  incident 
to  the  conduct  of  the  company's  business- 
Having  set  Qut,  in  general,  the  organization  of  an  operating  gas 
company  (not  a  so-called  "holding"  company).  I  proceed  to  a 
brief  statement  of  the  methods  of  operation  of  some  of  the  de- 
partments that  come  into  contact  with  the  consumer,  or  with  the 
work  in  which  he  is  especially  interested. 

It  is  of  great  importance  to  the  consumer  and  the  company  that 
the  employee  in  charge  of  the  order  and  complaint  desk  should  he 
«ompetent  and  courteous.  It  is  here  that  the  consumer  comes  in 
most  intimate  contact  with  the  company  supplying  him  with  gas; 
it  is  here  that  he  comes  for  information  in  connection  with  his 
^a  supply;  that  he  gives  in  his  complaints  and  leaves  orders  for 
work  to  be  done. 
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Among  the  factors  of  good  service  that  he  has  a  right  to  demand, 
and  that  the  company  will  lind  to  its  commercial  advantage  to 
accord,  is  courtesy,  and  it  is  at  the  order  and  complaint  desk  that 
he  may  most  be  influenced  and  benefits  by  courteous  attention. 

Quite  as  important  to  the  stockholders,  as  money-making  resnlts 
in  operation,  is  the  profitable  extension  of  business,  and  the  con-  . 
version  into  dividends  of  money  earned  by  engineering  eflficiency- 
Intelligence  and  courtesy,  on  the  part  of  the  employees  who  have 
contact  with  the  public,  are  necessary  to  the  preservation  and  ex- 
tension of  the  business,  and  to  the  keeping  of  the  earned  money 
for  the  benefit  of  the  stockholders,  and  from  waste  in  law  suits  and 
Loss  in  competition.  Disaster  to  stockholders'  interests  may  often 
be  traced  with  certainty  to  a  false  idea  of  what  is  the  honest  and 
reasonable  asserted  due  of  a  consumer,  irritated  over  a  grievance, 
real  or  fancied.  Such  a  consumer — and  he  is  not  nnlike  other 
men  suffering  under  a  sense  of  injury,  and  hoping  not  to  be  satis- 
fied without  a  vindication — is  deserving  of  patient  hearing  and 
quiet  explanation,  and  their  interest  in  their  employer's  prosperity 
and  their  own  dignity  demand  that,  as  far  as  gas  operators  are 
concerned  in  the  matter,  he  receive  it. 

The  responsible  officials  of  the  company,  having  reasonable  re- 
gard for  the  interest  of  their  stockholders  and  for  their  duty  to  the 
public,  will  have  care  in  selecting  men  who  come  in  contact  with 
the  public  in  whatever  capacity,  to  see  that  they  are  men  of  intel- 
ligence, courtesy  and  of  reasonably  good  address.  They  will  pro- 
tect the  public  from  imposition  on  the  part  of  so-called  crooks,  by 
80  uniforming  or  badging  their  men  that  when  asking  admission 
to  premises  they  may  be  at  once  recognized  as  employees  of  the 
gas  company.  They  will  see  to  it  that  each  employee  who  enters 
the  premises  of  consumers  on  the  gas  company's  business  is  in- 
structed not  only  as  to  the  most  efficient  way  of  doing  his  work, 
but  as  to  the  way  that  will  give  least  annoyance  to  the  occupant  of 
the  premises;  that  pavements,  lawns,  carpets  and  walls  may  not 
be  marred  as  the  result  of  the  gas  man's  work,  and  that  his  lan- 
guage shall  not  give  offense. 

It  is  of  importance  to  the  consumer  that  his  order  or  complaint, 
having  been  received,  shall  be  quickly  transmitted  to  the  proper 
department  for  attention  and  execution — a  record  being  kept  by 
the  order  and  complaint  clerk  of  such  complaint  or  order — and 
a  suitable  system  being  provided  for  following  the  matter,  to  insure 
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that  the  order  is  executed,  the  complaint  given  attention  and  the 
completion  of  the  matter  reported  and  recorded.  The  record  clerk 
should  have  cuetody  of  a  card  indei  npon  which  is  kept  the  history 
of  the  orders  and  complaints  emanating  from  each  premise  sup- 
plied, and  he  will  enter  upon  the  proper  card,  for  fnture  reference, 
the  character  of  the  order  or  complaint  and  the  completion  of  -the 
work  called  for  by  it. 

Telephonic  communication  .will  be  maintained  between  the  order 
and  complaint  clerk  and  the  shop  from  which  the  work  called  for 
by  the  order  or  complaint  emanates,  that  all  matters  with  which 
the  order  and  complaint  clerk  has  to  do  may  be  quickly  followed 
up,  upon  inquiry  from  the  consumer,  or  for  other  reasons. 

A  large  company  will  find  it  to  the  commercial  advantage  of  it- 
self and  its  customers  to  maintain  automobiles  and  motorcycles  for 
the  use  of  such  of  its  employees,  engineers,  superintendents,  inspec- 
tors and  others,  as  frequently  have  to  visit  widely  separated  manu- 
facturing stations,  shops,  laboratories,  offices,  and  main  and  service 
gangs.  Also,  it  will  find  it  advantageous  to  equip  a  portion  of  its 
order  and  complaint  men  with  bicycles  and  motorcycles,  and  it 
may  prove  advantageous  to  use  auto  trucks  for  its  stove-setting 
and  meter-setting  gangs. 

A  night  emergency  service  is  necessarily  maintained  by  a  large 
gas  company,  and  a  well-organized  distribution  department  will  be 
able,  through  the  use  of  telephones  in  foremen's  houses,  to  put 
gangs  of  experienced  men  on  the  street,  for  emergency  work,  at 
very  short  notice.  In  aid  of  general  good  service  an  all-night  tele- 
phone service  will  be  maintained— an  operator  at  some  central 
point,  who  may  be  reached  from  any  private  or  public  telephone 
in  the  city,  being  in  touch  with  all  offices,  storehouses,  works,  shops 
and  officials,  and  thereby  able  to  start  the  message  that  shall  bring 
promptly  to  any  point  all  authority  and  assistance  necessary  to 
cope  with  any  emergency.  This  operator  will  have  knowledge  of 
any  fire  alarm  and  will  notify  the  foreman  nearest  the  fire,  that 
men  may  be  on  the  spot  to  ranove  threatened  meters  and  turn  off 
the  gas  where  necessary. 

A  gas  company  finds  it  to  the  commercial  advantage  of  itself 
and  customers,  and,  incidentally,  to  the  commercial  advantage  of 
the  world,  to  maintain  a  chemical  laboratory,  with  a  competent 
chemist  in  charge.  A  large  company  may  reasonably  employ  from 
six  to  a  dozen  chemists  for  its  operations.    There  is  work  for  them 
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in  the  daily  testing  of  msterials  in  daily  uee,  the  special  testing 
of  materials  bought  under  specifications,  the  analysis  and  utiliza- 
tion of  residual  products,  and  in  the  general  experimental  and 
investigating  work  that  a  large  and  well-managed  gas  company 
would  naturally  undertake  in  its  own  interest. 

One  of  the  large  companies  of  the  United  States  maintains  a 
chemical  laboratory  at  each  of  its  manufacturing  stations,  and  a 
central  chemical  laboratory  convenient  to  the  offices  of  the  com- 
pany. There  Is  no  room  for  doubt  that  the  establishment  and 
maintenance  of  these  laboratories  tend  to  the  commercial  advan- 
tage of  the  company  and  of  its  consumers,  and  to  the  conseivation 
of  the  resources  of  the  nation. 

A  large  gas  company  also  will  find  it  to  the  commercial  ad- 
vantage of  itself  and  its  patrons  to  maintain  an  "appliance-test- 
ing "  laboratory,  wherein  gas  cooking  and  heating  stoves,  and 
industrial  appliances  of  all  kinds,  may  be  tested  for  economy, 
efficiency  and  durability,  and  approved  or  disapproved  for  sale, 
as  the  result  justifies.  A  wisely  ordered  gas  company  will  not, 
without  protest  to  the  consumer,  set  or  supply  at  his  order  an 
appliance  known  not  to  be  efficient  and  suitable  to  the  economical 
accomplishment  of  the  desired  purpose,  and  will  not  connect  ap- 
pliances known  to  be  unsafe  in  use.  The  salesmen  will  be  in- 
structed clearly  on  this  point.  The  ability  to  sell  an  article  the 
purchaser  does  not  want  or  need  is  out  of  favor  with  a  gas  com- 
pany— not  by  such  methods  has  the  great  gas  industry  grown  to 
its  gigantic  proportions. 

The  gas  company's  mechanical  and  chemical  engineers  properly 
may  be  expected  to  be  generally  conversant  with  the  physical  and 
chemical  phenomena  attendant  on  the  use  of  their  product  for  il- 
luminating purposes.  The  measurement  of  the  intrinsic  brilliancy 
of  a  flame  in  a  horizontal  direction,  when  burned  in  a  burner 
agreed  upon  by  the  representative  of  the  State  or  municipality, 
and  the  gas  company,  while  quite  sufficient  for  the  official  determi- 
nation of  the  quality  of  gas  relative  to  a  standard,  is  not  a  deter- 
_minatioo  of  the  value  that  may  be  obtained  in  its  most  intelligent 
use. 

The  larger  manufacturers  of  lamps,  mantles,  fixtures  and  burn- 
ers, issue  books  containing  valuable  and  accurate  data  upon  il- 
luminating problems,  and  compiled  by  illuminating  engineers  of 
experience.    Gas  companies  receive  these  books  without  cost.  Small 
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gaa  companies  that  cannot  afford  investigation  and  research  in 
illuminating  engineering  can  offer  to  their  customers,  through  the 
information  so  acquired,  advice  that  will  greatly  help  to  prevent 
unsatiafactoiy  and  uneconomical  iustaUations.  But  large  com- 
panies, to  maintain  and  improve  their  relative  commercial  im- 
portance in  the  face  of  modem  competition,  will  be  prepared  to 
do  more  than  this.  They  will  maintain  a  force  of  engineers  edu- 
cated and  equipped  to  solve  any  problem  in  illumination  that  may 
be  brought  to  them  by  a  prospective  customer,  or  developed  by  the 
commercial  agent  in  his  efforts  for  new  business,  to  the  end  that 
the  gas  sold  may  be  used  to  the  greatest  poeaible  commercial  ad- 
vantage of  the  purchaser  and  the  least  possible  encouragement  to 
the  competitor.  They  will  be  prepared  to  protect  their  customers 
against  the  use  of  inferior  methods  of  illumination  by  having  avail- 
able the  results  of  exhaustive  tests  of  illuminating  appliances  under 
all  conditiouB  of  use.  The  companies  vrill  have  all  data,  founded 
on  intelligent  experiment  and  research,  that  may  be  needed  to 
refute  incorrect  statements  regarding  their  product  by  ignorant  or 
nnfriendly  critics;  they  will  search  diligently  for  new  facts,  or  for 
the  best  application  of  known  facts,  by  which  the  use  of  their 
product  may  advance  the  comfort,  convenience  and  health  of  the 
customer,  while  protecting  his  eyesight  and  satisfying  his  aesthetic 
temperament. 

To  this  end  illuminating  engineers  and  a  photometrical  labora- 
tory are  a  necessary  part  of  the  equipment  of  a  large  gas  company. 

A  description  of  the  photometrical  laboratory  of  The  United 
Gas  Improvement  Company,  in  Philadelphia,  has  appeared  in  the 
proceedings  of  the  Illuminating  Engineering  Society.  To  indicate 
the  scope  of  this  laboratory,  I  will  mention  a  few  of  the  more  im- 
portant instruments: 

Calorimeters, 

Bar  photometers,  from  60  inches  to  gO  feet  in  length,  for  meas- 
uring horizontal  intensity. 

Badial  photometers,  for  measuring  distribution. 

Integrating  spheres,  for  measuring  total  flux. 

Bolometers,  for  measuring  radiant  heat. 

Colorimeters,  for  analyzing  colors. 

Photographic  instruments. 

Microphotographic  instruments. 

Life-tests  rooms. 
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iDstraments  for  testing  atrength  of  maotles,  etc. 

Adjustable  rooms,  for  studying  the  effect  of  reflection  from  va- 
riously colored  and  arranged  enrfaceB. 

Apparatus  for  supplying  gas  under  pressure. 

A  workshop  for  producing  any  construction  which  is  desired  for 
test. 

A  laboratory  as  here  described  is  a  valuable  aid  toward  the 
perfection  of  gas  lamps.  It  enables  the  gas  company  usefully  to 
co-operate  with  the  manufacturer,  placing  it  in  position  not  only 
to  criticize  lamps  from  its  experience  with  them  in  use,  but  to 
criticize  with  specific  detail  and  positive  suggestion  for  improve- 
ment. For  illustration,'  a  certain  lamp,  otherwise  fulfilling  its 
functions  with  satisfaction,  may  cause  a  roaring  or  hissing  noise ; 
another  lamp,  covering  a  useful  field  of  service,  may  be  handi- 
capped because  it  cannot  safely  be  turned  down;  a  third  may  be 
criticized  because  it  throws  too  little  light  into  the  upper  hemi- 
sphere; still  another,  an  outdoor  arc  lamp,  may  hav.e  a  pilot  light 
that  fails  in  cold  weather,  or  the  lamp  may  not  be  wind-proof 
under  some  conditions.  By  the  use  of  the  laboratory  the  engineers 
are  enabled  to  gain  definite,  detailed  knowledge  of  the  causep  un- 
derlying these  defects. 

Illuminating  engineering  is,  from  the  viewpoint  of  the  gas  engi- 
neer, still  in  its  infancy;  many  problems  are  to  be  solved,  many 
avenues  of  research  are  to  be  explored.  This  field  of  research  will 
never  be  exhausted.  The  physical  and  physiological  principles  are 
reasonably  well  known.  The  physical  and  physiological  effects 
have  not  been  qnantitively  determined  and  tabulated  in  convenient 
form.  Such  information  is  essential  to  the  illuminating  engineer 
in  his  efforts  to  be  commercially  helpful  to  his  employer  and  to 
the  user  of  gas,  and  the  illuminating  laboratories  of  the  gas  com- 
panies will  undertake  its  preparation.  Many  other  special  prob- 
lems crowd  in  to  be  solved.  The  perfection  of  methods  for  lighting 
gas  lamps  from  a  distance;  and  the  utilization  of  the  convected 
energy  of  the  burning  gas,  in  the  ventilation  of  apartments  are 
among  the  fascinating  and  important  problems  now  under  way  to 
solution.  Much  remains  to  be  done  in  the  study  of  important 
characteristics  of  gas  lamps  actually  in  use,  including,  determining 
the  relative  intrinsic  brilliancy  of  such  lamps  when  fitted  with 
diiferent  types  of  standard  glassware ;  which  of  these  possible  com- 
binations may  be  safely  and  properly  imposed  in  the  direct  line  of 
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vision,  and  the  relative  effects  of  these  combinations  of  lamps  and 
glassware,  when  placed  in  apartmentfi  with  walls  of  different  colors. 
This  class  of  facts  regarding  the  lamps  and  glassware  is  of  the 
utmost  value  to  the  gas  company's  salesman,  and  it  is  one  of  the 
functions  of  the  illuminating  laboratory  to  prepare  and  tabulate 
such  information,  to  the  continuing  commercial  good  of  customers 
and  companies. 

The  companies'  illuminating  engineers  do  not  confine  their  activ- 
ities entirely  to  the  laboratory.  In  the  preparation  of  their  data 
they  will  consult  with  ophthalmologists.  They  concern  themselves 
in  the  application  and  installation  of  gas  lamps  to  meet  the  needs 
of  gas  consumers.  They  advise  the  illuminating  salesmen  as  re- 
quired; they  advise  owners  and  architects  regarding  the  amount 
and  character  of  the  illumination  they  need,  and  how  best,  and 
most  beautifully  and  economically,  to  secure  it;  they  check  up  the 
results  of  their  calculations,  and  educate  their  judgment,  by  read- 
ing, with  the  portable  illuminometer,  the  actual  illumination  ob- 
tained by  the  installations  made;  and  they  make  a  constant  study 
of  the  physiological  and  aesthetic  principles  involved  under  the 
conditions  arising  in  practice,  and  in  general  apply  scientific  knowl- 
edge and  experience  to  the  correct  illumination  of  habitations  and 
spaces,  to  the  end  that  the  customer's  taste  may  be  gratified ;  that 
the  fashion  of  the  day  may  be  recognized;  that  eyesight  may  be 
preserved  and  the  human  and  material  energies  of  the  world 
conserved. 

A  claim  department  is  an  important  part  of  the  organization  of 
a  large  gas  company.  To  it  is  assigned  the  care  of  all  accident 
and  damage  cases  involving  the  employee,  the  consumer  or  the 
public,  and  upon  its  course  in  handling  these  cases  depends  the 
good-will  of  many  people. 

In  a  properly  ordered  claim  department's  dealings  with  the 
public,  fairness  will  be  a  ruling  factor.  It  frequently  will  give  a 
claimant  the  benefit  of  the  doubt  in  disposing  of  a  case.  In  the 
adjustment  of  cases,  it  will  exert  every  effort  to  cause  claimants 
to  be  friendly  toward  the  company.  The  good  standing  and  repu- 
tation of  his  employer  with  the  public  may  be  a  strong  aid  to  a 
claim  agent  in  his  efforts  to  make  just  settlements,  and  the  wise 
claim  agent  will  conserve  it  jealously. 

Where  the  work  of  this  department  bears  on  accidents  to  em- 
ployees it  is  again  the  company's  spokesman.     It  treats  with  the 
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injured  man  frankly,  and  by  showing  that  the  company  intends  to 
be  fair,  gains  and  holds  his  good  will.  This  aids  in  the  avoidance 
of  complications  in  the  adjustment  of  eases,  particularly  those  con- 
cerning ignorant  employees.  The  wise  claim  agent  will  not  despiae 
the  apparently  small  accidents  and  claims  brought  to  his  attention. 
Eternal  vigilance  is  the  price  he  must  pay  for  a  fair  and  just 
accident  account. 

The  department  will  be  in  charge  of  a  claim  agent  who  has 
authority  in  the  disposition  of  cases.  He  is  aided  by  adjusters 
and  investigators,  in  proportion  to  the  extent  of  the  operations  of 
his  employer. 

When  an  accident  occurs,  or  a  claim  is  received,  the  man  who 
has  first  information  will  report  to  his  immediate  superior,  giving 
all  immediately  obtainable  deteils.  If  the  case  prove  serious,  the 
details  will  he  telephoned  at  once  by  the  latter  to  the  claim  de- 
partment, and  in  any  event  a  full  written  report  will  promptly 
be  made. 

When  the  initial  report  of  a  case  indicates  the  advisability  of  a 
settlement,  the  claim  agent  will  give  his  representative  a  limit 
within  which  to  secure  a  release.  Where  investigation  only  is  re- 
quired, or  investigation  and  later  settlement  appear  in  order,  the 
case  will  be  discussed  \vith  the  representative  that  he  may  under- 
stand the  several  points  to  be  covered.  After  investigation,  or  if 
the  case  cannot  be  adjusted  within  the  limit  specified,  the  claim 
agent  will  prescribe  the  future  course. 

Should  the  department  and  the  claimant  finally  fail  to  agree  on 
a  settlement,  the  case  will  be  scrutinized  again  to  make  certain 
that  no  injustice  is  being  done  the  claimant,  and  if  so  found,  that 
all  evidence  available  for  use  in  court  has  been  obtained.  Later, 
when  the  suit  is  called  in  court,  the  company's  attorneys  will  find 
it  only  necessary  to  conduct  the  trial,  all  evidence  within  reach 
having  been  previously  placed  at  their  command.  The  claim  agent 
or  his  assistant  will  be  present  at  the  trial  of  a  case,  and  pass 
upon  any  settlement  proposition  that  may  arise  during  trial. 

The  nature  of  the  work  of  the  members  of  the  claim  depart- 
ment famiUarizes  them  with  accident  hazards,  and  from  time  to 
rime,  as  these  hazards  may  be  observed  by  them,  they  will  bring 
them  to  the  attention  of  the  proper  oflScer. 

The  successful  men  in  a  claim  department  will  be  found  in- 
quisitive,  shrewd,   fair   minded   and   possessing   good   judgment. 
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They  will  have  coDstantlj  in  mind  that  polite  and  painstaking 
attention  must  be  accorded  in  each  case,  regardless  of  its  merits. 

The  department  of  a  gas  company's  business  that  has  moet  in- 
creased in  importance  during  recent  years  is  the  new  busineee  de- 
partment, in  charge  of  the  commercial  agent.  The  improTement 
in  the  wares  of  suppliers  of  other  and  competing  sources  of  illumi- 
nation has  compelled  gas  companies  to  greater  efforts  to  obtain 
and  hold  their  illuminating  trade. 

The  successful  commercial  agent  will  be  an  optimist,  with  & 
fully  developed  commercial  sense,  a  sense  that  the  aim  of  his  de- 
partment is  not,  unqualifiedly,  to  sell  goods,  but  to  sell  goods  with 
the  least  possible  "  over-head  "  charge,  and  not  at  all  where  the 
end  would  not,  in  profits,  fully  justify  the  means  in  dollars  ex- 
pended. He  will  be  energetic,  resourceful  and  diplomatic,  and 
will  have  an  organization  capable  of  promptly  and  fully  caring 
for  all  needs  of  the  community,  as  far  as  they  lie  in  his  field  of 
responsibility.  He  should  have  a  knowledge  of  the  principles  un- 
derlying the  use  of  gas  in  the  appliances  he  sells. 

The  salesman  will  be  trained  never  to  misrepresent  the  quality 
of  the  article  which  he  has  for  sale,  and  never  to  underestimate 
the  cost  of  its  use  to  the  consumer. 

Beporting  to  the  commercial  agent  will  be  two  subdepartments, 
each  with  specific  duties,  whose  success  is  dependent  upon  their 
combined  efforts.  These  subdepartments  are  the  sales  force  and 
the  advertising  departments. 

The  employees  in  the  sales  force  should  embody  the  energy 
and  optimism  represented  by  the  commercial  agent.  They  will 
be  salesmen,  men  who  can  convince  the  doubting  public  that  they 
will  benefit  by  the  purchase  of  the  appliances  offered.  There  will 
be  two  classes  of  salesmen;  first,  general  salesmen,  and,  second, 
specialists.  The  general  salesmen  will  be  equipped  by  experience 
to  sell  the  general  gas-consuming  appliances  for  household  use. 
These  men  will  be  instructed  to  keep  in  touch  with  all  the  con- 
sumers and  non-consumers  in  the  territory  for  which  they  are 
responsible.  Each  man  will  be  assigned  to  a  definite  territory  and 
held  responsible  for  the  results  in  his  district.  These  salesmen  are 
the  class  of  employees  of  the  company  with  whom  the  largest 
number  of  consumers  come  in  most  frequent  contact;  they  will 
be  imbued  with  a  proper  sense  of  their  obligation  to  see  that  the 
gas  company  suffers  no  loss  in  reputation  through  their  neglect. 
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There  are  branches  of  the  gas  sales  bosiness  in  which  the  work 
is  much  more  complex  than  tlie  sale  of  domestic  appliances.  These 
are  the  more  intricate  lighting  propoBitions,  such  as  arise  in  com- 
mercial and  factory  lighting,  and  the  application  of  gas  to  indus- 
trial purposes.  Such  work  requires  special  salesmen,  with  a 
knowledge  of  engineering. 

The  demonstration  of  appliances  will  be  given  attention.  The 
consumer  will  want  to  see  the  appliance  it  is  proposed  to  him  to 
purchase  in  use  under  the  conditions  that  will  exist  coincident, 
with  his  use.  It  is,  therefore,  important  that  the  company  provide 
proper  display  rooms  and  outdoor  spaces,  conveniently  located,  in 
which  the  various  appliances  for  indoor  or  outdoor  use  can  bo 
seen  in  actual  operation.  The  demonstration  will  not  end  here, 
for  the  purchaser  should  be  shown  the  proper  and  eEGcient  way  to 
operate  the  appliance  after  it  has  been  installed.  Demonstrators 
will  be  employed,  capable  of  showing  the  consumer  the  method  of 
operating  his  appliance  to  the  best  advantage  on  his  own  premises. 

It  will  be  found  of  value  to  the  sales  force  to  have  a  card  index, 
showing  the  appliances  in  service  with  each  conanmer  and  the  pros- 
pect of  further  sales.  From  this  index  the  work  of  the  salesmen 
can  be  guided.  Also  this  index  is  of  great  value  to  the  advertising 
department  when  sending  out  advertising  matter.  As  the  salesman 
reports  his  fair  prospects  on  the  card  index,  the  advertisiog  de- 
partment will  follow  up  these  prospects  with  suitable  advertising, 
bearing  upon  the  appliance  which  the  salesman  is  trying  to  sell, 
and  mailed  so  as  to  reach  the  consumer  between  the  visits  of  the 
salesman. 

Advertising  is  a  most  important  factor  in  the  promotion  of  busi- 
ness when  combined  with  an  eiRcient  selling  force  capable  of  fol- 
lowing up  the  prospects  which  have  been  developed.  It  is,  there- 
fore, important  that  the  advertising  department  be  closely  in  touch 
with  the  sales  force. 

The  advertisements  will  never  over-state  the  merits  of  any  ap- 
pliance, or  under-state  its  cost  to  purchase,  to  install  or  to  operate. 
To  do  otherwise  is  to  create  a  dissatisfaction  with  appliances,  how- 
ever meritorious,  purchased  under  a  misapprehension,  and  is  to  put 
a  weapon  of  offense  into  the  hands  of  a  competitor. 

We  may  safely  claim  that  the  operating  force  of  a  gas  com- 
pany are,  in  the  best  sense  of  the  term,  public  servants.  Xo  in- 
dustry, public  service  or  otherwise,  requires  more  self-sacrificing' 
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devotion  to  the  maintenance  of  continuous  and  good  service  than 
does  the  gas  industry.  Interruption  of  service  ie  almost  unknown, 
has  grown  through  tradition  to  be  considered  a  diggrace,  and  has 
been  prevented  only  by  the  utmost  care,  intelligence  and  watchful- 
ness. The  gas  business  is  a  24-hour  365-day  industry.  It  has  been 
truly  said  of  the  gas  man  that  "  his  shift  begins  when  he  spits  on 
his  hands  and  ends  when  he  gets  through,"  For  the  conscientiouB 
operating  man  there  are  no  hours  for  beginning  and  ending  work. 
His  life  must  be,  and  is,  devoted  to  the  service  of  his  company 
and  of  the  public. 

This  exacting  service  has  proved  attractive  to  men  of  the  highest 
class,  and  men  of  the  best  antecedents  and  education,  including 
graduates  of  technical  Bchools,  colleges  and  the  military  ncademios, 
will  be  found  on  the  list  of  successful  and  rising  operators  of  the 
American  gas  industry.  The  position  held  by  gas  managers  in 
the  business  and  social  life  of  their  communities  is  a  spur  to  the 
ambition  of  all  gas  workers. 

The  results  of  the  efforts  of  the  gas  company  employees  to  im- 
prove methods  and  quality  and  to  increase  sales,  by  the  extension 
of  the  use  of  gas,  have  been  remarkable  changes  in  quality  and 
price. 

From  the  standpoint  of  the  community  and  the  consumer,  the 
most  noteworthy  changes  in  the  conditions  surrounding  the  gas 
supply  in  the  past  generation  have  been  the  reduction  in  the  price 
and  the  extension  of  the  use  of  gas  for  fuel  purpoBfes.  These  have 
come  coincidently,  and  each  has  profoundly  affected  the  other. 
When  gas-consuming  fuel  appliances  became  practicable  for  domes- 
tic use  by  people  who  thought  more  of  convenience  than  of  econ- 
omy, and  for  such  industrial  purposes  as  could  afford  the  higher 
charge  of  fuel  per  unit  of  product,  because  of  greater  certainty  of 
character  and  quantity  of  product,  the  output  of  gas,  due  to  its 
application  to  these  purposes,  was  materially  increased,  giving 
an  opportunity  for  a  further  reduction  in  price.  With  the  re- 
duced price  came  a  wider  field  of  use,  both  as  a  heating  and  an 
illuminating  agent,  and  there  followed  an  opportunity  for  further 
reduction  in  price.  These  two  causes  acting  on  each  other  have 
been  largely  instrumental  in  effectmg  a  reduction  in  the  average 
price  per  1000  cubic  feet  of  gas  in  the  United  States  from  about 
$3.00  in  1875  to  about  $1.00  in  1910.     These  figures  closely  ap- 
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proximate  the  truth,  and  are  based  od  the  most  reliable  data  ob- 
tainable at  this  time. 

At  present  prices,  gas  is  available  for  people  of  large  or  small 
means,  with  a  great  improvemeat  in  the  social  condition,  par- 
ticularly of  people  whose  women  folks  do  the  ordinary  work  of 
the  house — employing  servants,  if  at  all,  but  occasionally,  and  for 
the  heavier  work.  It  is  probable  that  to-day  the  greatest  commer- 
cial and  social  advantage  to  a  community,  from  the  use  of  gas, 
results  from  its  application  to  domestic  purposes  other  than  light- 
ing, and  that  through  this  application  has  come  a  measure  of 
amelioration  in  the  condition  of  the  wives  of  men  of  moderate 
means  not  exceeded  by  any  improvement  achieved  in  our  generation. 
That  this  is  a  commercial  advantage  to  the  community  needs  no 
demonstration.  It  has  come  mainly  through  the  painstaking  and 
persistent  insistence  of  the  gas  companies  that  their  customers  use 
gas  for  cooking  and  heating,  as  well  as  for  illuminating. 

From  the  standpoint  of  the  engineer  and  operator,  the  most 
remarkable  cbaogeg  in  the  conditions  surrounding  gas  production 
and  supply,  during  the  past  generation,  and  affecting  the  com- 
mercial status  of  supplier  and  supplied,  have  been  the  introduction 
of  water  gas  and  the  development  of  the  Welsbach  incandescent 
gas  burner — the  former  resulting  in  improvement  in  quality,  re- 
duction in  cost  and  simplification  of  production ;  the  latter  result- 
ing in  increasing  the  useful  illuminating  result  from  the  con- 
sumption of  a  unit  volume  of  gas,  and  in  a  greater  adaptability 
to  decorative  purposes. 

The  average  candle-power  of  gas  sold  in  the  United  States  in 
1875 — as  far  as  the  inadequate  records  of  that  day  show — was  15, 
and  the  candle-power  of  the  manufactured  gas  being  supplied  in 
1910  is  probably  32.  From  these  estimates  are  purposely  omitted 
Pintsch  gas  and  acetylene  gas.  The  figures  apply,  therefore,  to 
the  great  bulk  of  the  gas  produced  for  distribution  and  sale  to  in- 
dividual consumers. 

There  has  been  a  curious  and  noteworthy  coincidence  concerning 
the  competition  between  gas  and  electric  light.  In  the  early  days 
of  electric  lighting,  water  gas,  varying  from  23  to  30  candle- 
power,  was  a  noteworthy  competitor.  The  improvements  in  the 
electric  lamp  in  the  early  years  of  its  use  threatened  the  illumi- 
nating-gas business  seriously.     Then  came  the  Welsbach  burner. 
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which  re-established  the  asceodeocj  of  gas.  Later  came  the 
tungsten  tamp,  which  seemed  again  to  threaten  the  gas  industry. 
Almost  coincidently  came  the  so-called  "  reflex "  burner,  or  the 
inverted  Welsbach,  with  so-called  automatic  lighting  devices,  which 
maintains  gas  at  least  on  a  par  with  electricity  in  the  competition 
ior  the  lighting  business  of  the  world. 

It  is  very  fortnnate  for  the  consumer  that  these  coincidences 
have  existed — insuring  him  a  choice  between  two  brilliant  sources 
of  illumination,  each  served  to  him  without  trouble  to  him — each 
served  on  demand,  each  poseeeeing  characteristics  insuring  him 
reasonable  satisfaction  in  its  use,  and  each  possessing  certain  ad- 
Tantagea  over  the  other.  As  he  values  these  advantages  the  seeker 
after  light  will  decide  for  one  or  the  other  illuminating  agent. 

The  gas  business  is  a  natural  monopoly.  In  the  light  of  experi- 
ence, no  argument  can  be  advanced  for  the  presence  of  two  gas 
companies  in  the  same  territory.  Competition  in  gas  has  been 
tried  as  a  remedy  for  asserted  unfairness  in  price,  quality,  or  other 
factor  of  service,  and  always  with  the  same  result — a  combination 
or  elimination — that  left  one  company  in  the  enjoyment  (often 
^estionable  in  its  degree)  of  a  monopoly  of  the  supply,  though 
generally  with  duplication  of  apparatus,  involving  duplication  of 
•capital  investment,  upon  which  interest  is  to  be  earned.  All  au- 
thorities on  political  economy  now  agree  that  the  gas  supply  should 
be  a  monopoly.  No  community  will  reasonably  grant  a  monopoly 
franchise  without  regulatory  conditions.  In  some  localities  this 
matter  is  covered  by  general  laws,  and  the  regulations  are  left  to 
a  so-called  public  service  commission,  given  power  to  fix  rates, 
authorize  the  issuance  of  securities,  and  generally  ta  regulate  the 
affairs  of  gas  companies,  in  so  far  as  they  affect  their  relations  to 
their  consumers.  In  other  localities,  as  illustrated  in  Philadelphia, 
the  conditions  of  service,  quality,  price,  etc.,  are  set  out  in  the 
contract  granting  the  right  to  occupy  the  streets  and  to  conduct 
the  business,  and  thereafter  the  relations  between  the  gas  supplier 
and  the  city  are  limited  to  the  supervision  necessary  to  determine 
that  the  company  is  living  up  to  its  preimposed  obligations. 

There  is  no  doubt  tha,t  public  serrice  corporations,  in  the  en- 
joyment of  a  monopoly,  should  be  subject  to  regulation,  supervision 
and  protection.  There  is  serious  doubt  whether  a  so-called  public 
service  commission  is  a  better  means  of  protecting  the  public  from 
poor  service  or  overcharges,  and  the  companies  from  destructive 


.y  Google 


Commercial  Aspects  of  Gas  Lightixg  1027 

competition  and  irreBpomible  attacks,  than  is  an  agreement  between 
the  company  and  the  conrnmnity,  made  at  the  time  of  the  granting 
of  the  franchise,  or  later.  Constitutionardelegates  and  l^islators, 
when  coneidering  this  question,  should  haye  in  mind  the  great  im- 
portance of  guarding  the  community  and  the  company  against  the 
temptations  that  come  to  a  company,  and  to  public  officials,  having 
under  theit  control  and  at  their  distation  such  great  interests  as 
those  iuYoWed  in  public  service  work. 

Gae,  as  a  rule,  has  been  Bold  at  a  price  "  per  1000  cubic  feet " — 
the  quality  being  sometimee  stated  in  the  original  agreement  be- 
tween the  community  and  the  company.  Charges  based  only  on 
a  certain  and  uniform  rate  per  1000  cubic  feet  put  the  burden  of 
supply  of  gas  to  the  consumer  of  small  quantities  somewhat  upon 
the  sboalders  of  the  user  of  gas  in  large  quantities.  To  illustrate: 
A  meter  being  set  for  the  supply  of  gas  may  be  used  only  to  meas- 
ure gas  that  is  required  in  the  emei^ncy  of  the  failure  of  other 
sources  of  illumination.  It  may  be  seldom  in  use,  though  always 
in  place  ready  for  use.  There  are  many  instances  of  this  kind  in 
every  large  city.  The  gas  company,  and  through  it,  the  consumers 
of  gas  in  paying  quantities,  bears  the  burden  of  the  investment 
in  this  meter  and  in  the  service  connecting  it,  and  in  the  apparatus 
at  the  works  held  in  reserve  for  the  gas  consumed  through  this 
meter  at  the  infrequent  times  that  such  supply  is  required.  To 
correct  in  part  the  inequality  of  this  practice,  many  companies 
have  adopted  a  scale  of  prices  based  on  the  consumption,  and  this 
has  had  the  approval  of  the  several  State  commissions. 

Another  suggested  method  of  charging,  somewhat  in  use  among 
electric  companies,  is  to  make  a  Hxed  charge  against  each  con- 
sumer, based  on  the  necessity  of  sup^ying  and  maintaining  manu- 
facturing and  distributing  plant  ready  to  serve  him  when  using 
at  his  possible  maximum  rate,  whether  or  not  he  use  the  gas  thus 
made  available  to  his  demand,  and  then  charging  each  consumer 
the  same  rate  per  1000  cubic  feet  of  gas  consumed.  This  is  treat- 
ing everj'one  fairly,  giving  the  larger  user  all  the  saving  of  invest- 
ment and  coBt  of  operation  due  to  the  larger  sales  through  one 
service  and  meter. 

The  purpose  of  this  method  of  charging  is  not  to  bring  to  the 
company  a  greater  gross  or  net  revenue  than  it  would  receive  on 
the  first  method  of  charging,  but  to  equitably  apportion  among 
consumers  the  burden  of  maintaining  the  gas  supply. 
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A  method  of  determining  the  charge  per  1000  cubic  feet,  what- 
ever ByBtem  for  the  divisioa  of  the  burden  among  contnuners  may 
be  adopted,  Ib  known  ae'  the  "  sliding  scale."  It  waa  adopted  in 
London  35  years  ago  and  haB  worked  eatiBfactorily  since. 

It  has  been  in  Berviee  also  in  Boston,  but  for  too  brief  a  time  to 
prove  finally  its  value  in  that  situation. 

At  the  time  of  adopting  this  so-called  "  sliding-scale  "  system  in 
London  a  standard  price  for  gas  was  eetabllBbed,  and  with  it  a 
standard  rate  of  dividend,  each  being  at  the  time  detennined  as 
fair  to  the  company  and  to  the  consumer.  It  was  colncidently 
provided  that  each  reduction  in  the  price  of  gas  of  a  given  amount 
should  carry  with  it  the  right  on  the  part  of  the  company  to  declare 
a  certain  higher  rate  of  dividend,  if  the  same  be  earned ;  while  an 
increase  in  the  price  of  gas  to  the  consumer  was  to  be  followed  by 
a  rate  of  dividend  lower  than  the  standard ;  that  no  new  stock  was 
to  be  issued  eiicept  for  funds  for  the  extension  or  improvement  of 
plant,  and  that  all  new  stock  was  to  be  sold  at  auction.  This  sys- 
tem insures  that  new  capital  shall  be  obtained  on  such  a  rate  of 
dividend  as  financial  conditions  and  the  confidence  of  the  public 
in  the  gas  business  will  permit  at  the  date  of  the  issuance  of  such 
capital. 

The  city  and  citizens  of  London,  and  the  gas  companies  supply- 
ing them,  have  arrived  at  their  present  generally  satisfactory  rela- 
tion by  a  most  devious  snd  unsatisfactory  course.  Competition 
has  been  tried  and  all  its  inconveniences  and  wastes  amply  proven. 
There  were  temporary  reductions  in  the  price,  followed  by  combi- 
nations between  the  companies,  with  division  of  territory,  then  a 
reduction  in  the  number  of  companies  by  combinations  and  elimi- 
nations. 

As  a  result  of  these  eliminations,  combinationB  and  resulting 
monopoly  under  the  "sliding  scale"  the  price  of  gas  in  London 
has  steadily  fallen ;  and  while  the  quality  is  not  what  we  in  Amer- 
ica are  accustomed  to  rygard  as  high,  and  the  price  has  not  in  the 
past  been  as  low  as  would  have  been  possible  had  thei-e  been  no 
unnecessary  duplication  of  plant,  it  has  proven  generally  satisfac- 
tory to  the  people,  and  to  the  very  eminent  governmental  commis- 
sions which  from  time  to  time  have  been  appointed  to  investigate 
the  subject. 

One  of  the  serious  objections  to  the  use  of  gas  by  a  consumer  of 
small  means,  has  been  the  lack  of  certainty  as  to  what  amount  per 
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month  he  will  be  called  upon  to  pay  ibr  his  illuminatioii.  It  is 
difBcult  to  economize  in  the  use  of  material  or  energy  that  is  sup- 
plied as  wanted  without  knowledge  of  the  quantity  being  taken, 
and  that  may  be  used  at  will  by  any  member  of  the  household. 
To  meet  this  difficulty  and  objection,  the  so-called  "  prepayment " 
meter  has  been  devised.  Using  this  prepayment  meter,  a  coneumei 
may  bny  25  cents'  worth  of  gas  as  he  would  buy  25  cents'  worth 
of  milk  or  potatoes,  or  other  commodity,  making  payment  in  ad- 
vance and  receiving  warning  when  the  25  cents'  worth  haa  been 
nearly  exhausted,  and  then  determining  whether  or  not  to  buy  a 
further  quantity.  This  type  of  meter  has  been  in  general  use 
10  or  18  years,  and  there  are  hundreds  of  thousands  of  them  in 
use  to-day,  no  doubt,  to  the  commercial  advantage  of  many  of  their 
users. 

The  consumer  using  a  prepayment  meter  does  not  have  to  give 
his  time  to  going  to  an  office  to  pay  his  bill,  and  the  company  has 
the  advantage  of  certainty  of  payment  for  this  part  of  its  product. 
There  are,  however,  objections,  in  part,  if  not  fully,  neutralizing 
this  advantage  to  the  company.  The  commercial  advantage  is 
mainly  or  altogether  with  the  consumer. 

This  consideration  of  the  relation  of  the  gas  company  to  the 
consumer  and  to  the  community  leads  naturally  to  a  consideration 
of  the  sometimes  advocated  system  of  public  ovmership  and  opera- 
tion of  gas  plants. 

The  framers  of  constitutions  and  statutes  for  civilized  communi- 
ties have  provided  the  necessary  legal  machinery  to  enable  the 
citizen  to  procure  the  advantage  of  such  forms  of  public  service 
as  are  commercially  possible  under  the  communal  conditions  sur- 
rounding him,  and  aa  are  useful  to  him  and  conserving  of  his 
energy. 

The  first  question  to  be  settled  by  a  community  desiring  the 
commercial  benefits  to  follow  the  establishment  of  a  gas  plant,  and 
eo  circumstanced  that  an  economically  managed  gas  undertaking 
may  reasonably  be  expected  to  prove  profitable,  is,  necessarily, 
whether  to  conduct  the  business  as  a  community  or  to  invite  private 
capital  and  enterprise  into  the  field.  The  latter  course  has  been 
adopted  by  all  but  a  few  American  municipalities.  Several  years 
ago  there  was  a  strong  agitation  in  the  United  States  for  the 
municipalization  of  gas  plants.  As  a  result  of  this  agitation,  the 
National  Civic  Federation  appointed  a  commission  to  investigate 
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the  municipalized  public  utilities  in  this  country  and  in  Qreat  Brit- 
ain. The  most  widely  knovo  Araerican  advocates  of  municipaliza- 
tion and  a  iew  outspoken  opponents  were  on  this  commission. 
The  members  appreciated  that  in  this  country  it  had  been  generally 
accepted  that  such  classes  of  public  service  as  had  to  do  with 
protection  from  violence,  the  preservation  of  health  and  the  secur- 
ing of  justice  were  unquestionably  and  properly  the  immediate 
care  of  the  State,  and  not  to  be  delegated  to  individual  control, 
natural  or  State  created,  and  not  to  be  provided  at  a  price,  and 
that  common  American  practice  left  to  individual  or  corporate 
enterprise  the  provision  of  such  public  service  as  is  rendered  for 
a  price,  and  properly  regarded  as  a  commercial  venture. 

The  commission,  limited  in  opportunity  in  America,  made  an 
exhaustive  examination  and  comparison  of  municipally  and  pri- 
vately operated  gas  plants  in  Great  Britain.  With  its  corps  of 
engineering,  accounting  and  sociological  experts  it  visited  and 
examined  the  municipally  operated  and  oft-instanced  plants  at 
Glasgow,  MaDcheeter,  Leicester  and  Birmingham — comparing  them 
vrith  the  company-owned  plants  at  Liverpool,  Newcastle,  Sheffield 
and  Ixtndon. 

The  commercial  advantage  of  a  gaa  service  is  not  measured  alone 
by  the  price  of  1000  cubic  feet  paid  by  a  consumer.  Important  as 
is  price,  there  are  other  conside rations  as  nearly  affecting  the  con- 
sumer's commercial  interest.  Quality  of  commodity  and  character 
of  eervice  are  of  the  first  importance.  Attention  to  hie  wants  and 
complaints,  suggestion  of  conservation  of  his  means  and  conveni- 
ence, uniformity  in  conditions  of  supply,  each  an  element  in  char- 
acter of  service,  may  be  as  important  to  the  commercial  interest 
of  the  consumer  and  the  community  as  price.  Let  us  refer  to  and 
*  quote  from  the  reports  of  the  experts  of  the  commission,  to  learn 
how  price  and  these  other  important  elements  are  affected  by 
municipal  operation,  as  far  as  the  commission  was  able  to  discover. 

The  lowest  reported  candle-power  at  center  of  consumption  is 
from  a  municipal  plant,  and  is  15  per  cent  lower  than  the  lowest 
supplied  by  a  private  company.  The  highest  candle-power  gas  is 
>  from  a  company  plant,  and  is  27  per  cent  higher  than  the  highest 
municipally  served  gas.  The  highest  cost  of  a  unit  candle-power 
flame  for  unit  time  is  in  a  municipally  supplied  town,  and  is  1& 
per  cent  higher  than  the  highest  cost  in  a  company-supplied  town. 
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The  lowest  cost  is  in  a  company-Bupplied  town,  and  is  36  per  cent 
lees  than  the  lowest  cost  in  a  municipally  supplied  town. 

(See  Part  1,  Vol.  1,  page  315,  et  seq.,  of  Report  National  Civic 
Federation,  1907.) 

Referring  to  the  attention  given  to  the  consumers'  wants  and 
complaints,  the  experts  say  (page  328) : 

"  One  of  the  subjects  examined  by  us  In  considerable  detail  w^  the 
sjrstem  of  tiandllDs  consumers'  complaints  In  use  by  the  various  under- 
takings. The  methods  employed  by  both  the  municipal  and  private 
undertakings  wers  good,  but  the  private  cranpaules  In  all  caws  were 
somewhat  better  equipped  and  were  more  systematic  In  checking  up 
quickly  the  nature  of  the  complaint  and  seeing  that  It  was  quickly 
attended  to,  paying  particular  attentlMi  to  the  wants  of  the  consumer." 

■Beferring  to  the  efforts  of  municipalities  and  companies  to  pro-  _ 
mote  the  use  of  gas  for  purposes  other  than  illumination,  thereby 
helping  the  consumer  to  economy  of  means  and  energy,  the  experts 
say  (page  329) : 

"  Summarizing  the  foregoing,  the  concluBion  arrived  at  is  that  whilst 
gas  appliances  of  every  kind  may  be  obtained  from  either  the  munic- 
ipalities or  the  companies,  the  latter  show  greater  enterprise  In  pushing 
their  use  amongst  gas  consumers." 

Beferring  to  the  broad  question  of  the  conservation  of  the  inter- 
ests of  community  and  individual,  we  raise  the  question  of  cost 
of  gas  to  the  consumer  relative  to  the  cost  of  the  raw  material  of 
■manufacture  and  of  labor. 

The  factors  beyond  the  control  of  the  management,  and  having 
the  greatest  influence  on  the  difference  in  thecost  of  making  gas 
in  the  British  cities,  as  far  as  the  investigation  developed,  are 
that  part  of  the  cost  of  gas-generating  materials  due  to  location 
of  plant  (freight  differences)  and  the  gas-producing  quality  of 
these  materials.  We  have  been  able  to  make  a  comparison  in  which 
this  difference  in  the  coat  of  materials  and  in  the  amount  of  gas 
produced  per  unit  of  material  has  no  effect,  and  which  shows  each 
municipality  to  yield  results  far  inferior  to  the  results  of  each 
company. 

I  make  a  statement  of  the  losses  that  would  have  been  suffered 
by  the  municipally  owned  gas  nodertakings  if  selling  gas  at  the 
price  charged  by  the  Sheffield  company  and  buying  gas-generating 
materials  and  labor  at  the  Shield  company's  cost  per  1000  cubic 
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feet  of  gas  made.  The  figures  woald  have  been  on  the  same  aide 
of  the  ledger,  but  different  in  amount,  if  the  comparison  had  been 
with  any  other  of  the  companies  investigated. 

The  selling  price  of  ttle  most  important  residual — coke — has 
little  influence  on  this  part  of  our  problem,  except  as  indicating 
the  character  of  management,  for  it  will  naturally,  other  things 
being  equal,  follow  the  price  of  its  competitor — coal. 

Beading  the  supplemental  report  of  the  engineers,  we  find  therein 
a  statement  that  the  companies  in  general  purchased  to  better 
advantage  than  the  municipalities.  We  know,  from  the  reports  of 
the  experts,  that  the  companies'  plant*  were,  in  general,  more  skil- 
fully operated  than  were  the  plants  of  the  municipalities.  But, 
ignoring  these  two  facts,  we  still  find  that  each  municipality  whose 
plant  was  investigated,  if  paying  the  same  price  for  gas-generatiug 
materials  per  1000  cubic  feet  of  gas  made,  as  each  of  the  com- 
panies (which  assumption  eliminates  differences  in  price  and  gas- 
producing  properties  of  the  materials),  and  charging  the  same 
price  for  gas  as  each  of  the  companies,  would,  on  its  reported  sales 
and  on  its  own  accounting,  have  lost  money  on  its  operations  in 
the  year  1905 — the  period  covered  by  the  investigation. 

The  Birmingham  municipality  claimed  $249,386  net  profits  from 
the  operation  of  its  gas  works  in  the  year  190.5,  aft^r  putting 
$181,907  into  its  sinking  fund.  If  it  had  sold  its  gas  at  the  prices 
charged  by  the  Sheffield  company,  which  operated  at  a  satisfactory 
profit,  and  had  the  advantage  of  Sheffield's  materials  costs  per 
1000  cubic  feet  of  gas  made,  it  would  have  made  no  profit,  put 
nothing  into  ite  sinking  fund,  and  have  lost  $86,891'  by  the  year's 
operations. 

The  Leicester  municipality  claimed  $210,380  net  profits  from 
the  operation  of  its  gas  works  in  the  year  1905,  and  put  into  its 
sinking  fund  $70,311.  If  Leicester  had  sold  gae  at  the  Sheffield 
company's  prices,  and  had  the  advantage  of  Sheffield's  materials 
costs  per  1000  cubic  feet  of  gas  made,  it  would  have  made  no 
profit,  put  nothing  into  its  sinking  fund,  and  have  lost  $7,389. 

The  Glasgow  municipality  admits  a  loss  of  $58,346  from  the 
operation  of  its  works  in  the  year  1905,  and  put  into  its  sinking 
fund  $153,593.  If  Glasgow  had  sold  its  gas  at  the  SheflSeld  com- 
pany's prices,  and  had  the  advantage  of  SheflBeld's  materials  costs 
per  1000  cubic  feet  of  gas  made,  it  would  have  made  no  profit, 
put  nothing  into  its  sinking  fund,  and  would  have  lost  $75,175. 
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The  Manchester  municipality  claimed  a  net  profit  of  $S98,213 
from  the  operation  of  its  gas  works  in  the  year  1905,  and  put  into 
its  Binking  fund  $212,060.  If  Manchester  had  sold  gae  at  the 
Sheffield  company's  prices,  and  had  the  advantage  of  the  Sheffield 
company's  materials  costa  per  1000  cubic  feet  of  gas  made,  it  would 
have  made  no  profit,  put  nothing  into  its  sinking  fund,  and  have 
lost  $73,984. 

It  may  be  claimed  that  the  difference  in  labor  costs  should  be 
included  in  these  comparisons,  and  we  now  study  their  effect  on 
our  figures. 

It  is  to  be  remembered  that  the  Sheffield  company  is,  with  the 
exception  of  the  Leicester  municipality,  the  smallest  gas  supplier 
investigated,  and  has  the  sraalleit  sales  of  gaa.  Therefore,  the 
municipalities,  with  equal  efBciency  in  management,  and  at  Shef- 
field's prices  for  gas  and  cost  of  gas-generating  materials  and  labor, 
would  have  produced  results  at  least  equal  to  those  produced  in 
Sheffield;  and  we  are,  therefore,  compelled  to  charge  the  loss  they 
would  have  sustained  under  Sheffield's  conditions  to  mlEtakes  in 
design  and  policy  and  inefficiency  in  management,  or  to  over- 
capitalization, each  as  compared  with  the  Sheffield  company. 

The  differences  in  labor  costs  are  dne  to  differences  in  local  labor 
rates  and  in  operating  efficiency.  They  are  referred  to  here  sunplj 
to  avoid  the  possible  criticism  that  the  prices  paid  labor  might 
have  had  an  effect  in  bo  increasing  the  cost  of  gas  to  consumers  as 
to  nullify  the  force  of  our  comparison.  Had  we  included  in  these 
comparisons  the  differences  in  labor  costs  per  1000  cubic  feet  of 
gas  made,  as  far  as  we  find  them  set  oat  in  the  schedules — which 
differences  are  due,  in  part,  to  differences  in  rates  of  wages,  and,  in 
greater  part,  to  differences  in  efficiency  of  plant  and  operation — 
we  would  have  had  the  actual  losses  sustained  by  these  munici- 
palities at  the  Sheffield  company's  prices  of  gas  and  costs  of  gas- 
generating  materials  and  labor,  as  follows : 

BlrmlnKham  mtmlclpallty'B  loss  $227,770 

Leicester   municipality's   laaa    76,644 

Glasgow  municipality's  loss  96,790 

Manchester  municipality's  loss  168,384 

And  of  them  only  Manchester  and  Glasgow  (like  the  other  munici- 
palities, making  no  profit)  could  have  put  anything  into  their 
sinking  funds.     Manchester  could  have  put  into  this  fund  only 
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$43,676,  showing  no  profit,  though  it  claimed  a  sinking  fund  and 
profit  combined  of  $610,373,  and  GTlasgow  could  hare  put  into 
this  fund  $56,802,  though  it  claims  a  sinking  fund  of  $151,593 
and  admits  a  lose  of  $58,346. 

Birmingham  would  not  have  earned  any  profit,  and  would  sot 
have  come  within  $45,864  of  being  able  to  put  one  penny  into  il4 
sinking  fund. 

Leicester  would  not  have  earned  any  profit,  and  would  not  have 
come  within  $5,334  of  being  able  to  put  one  penny  into  its  sinking 
fund. 

Clearly  there  is  no  commercial  advantage  to  either  consumer  or 
community  derived  from  the  munioipal  operation  of  gas  plants  as 
illustrated  in  these  British  cities. 

There  are  but  14  municipally  operated  gas  works  in  American 
towns  of  10,000  inhabitants  or  over,  and  bat  5  in  towns  of  S5,000 
or  over.  It  was  designed  to  make  a  thorough  investigation  of  the 
physical  and  financial  conditions  of  the  gas  undertakings  in  two 
of  these  towns,  Richmond,  Va.  and  Wheeling,  W.  Va.,  selected  by 
the  advocates  of  municipal  ownership  on  the  commission  as  models 
illustrative  of  the  advantage  of  the  system  they  supported.  The 
Bichmond  authorities  objecting  to  the  proposed  investigation,  the 
labors  of  the  comnussion,  as  far  as  applied  to  municipally  operated 
gas  plants  in  America,  were  confined  to  Wheeling.  This  plant  was 
compared  with  the  company-operated  plants  at  Atlanta  and  Nor- 
folk. The  Philadelphia  gas  works  having  been  previously  under 
municipal  operation,  and  being  at  the  time  of  the  investigation 
under  company  operation,  the  comparison  was  of  the  two  periods. 

Wheeling  was  reported  to  have  an  inadequate,  inefficient,  largely 
obsolete  plant— with  poor  discipline  and  poor  service.  To  keep 
the  plant  in  commission  at  all  the  city  was  refusing  to  permit  the 
sale  of  natural  gas  for  illumination.  From  the  consumers'  point 
of  view  Atlanta  and  Korfolk  were  superior  in  every  respect  except 
nominal  price.  Wheeling  gas  sells  for  75  cents  per  1000  cubic  feet. 
Atlanta  and  Norfolk  companies  charge  $1.00  per  1000  cubic  feet; 
but  what  with  charges  for  services  and  meter  setting,  the  admixture 
of  15-cent  8-candle-power  natural  gas,  insufficient  and  irregular 
pressure,  and  general  inefficiency  in  every  department  coming  in 
contact  with  the  consumer,  Wheeling  gas  is  a  dear  commodity  at 
any  price. 
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From  the  point  of  view  of  the  municipality  there  is  even  less 
reason  for  approval  of  Wheeling's  venture.    Prof.  John  H.  Gray, 

one  of  the  experts  of  the  commission,  reports  of  Wheeling:  "The 
management  is  honeycombed  with  politics;  appointments  are  par- 
celled out  and  controlled  by  councilmen.  Should  the  political  party 
in  power  change  it  is  probable  that  the  whole  force  in  the  depart- 
ment would  be  changed.  All  employees  are  regulariy  assessed  for 
campaign  expenses.  Everybody  acknowledges  the  condition  is  bad 
because  of  rotten  politics.  The  public  seems  to  be  hopeless  in  re- 
gard to  improving  conditions."  He  makes  no  criticism  of  Atlanta 
or  Norfolk's  political  or  operating  conditions. 
.  The  most  convincing  arraignment  of  municipal  operation  known 
to  me  is  by  Prof,  Bowe,  of  the  University  of  Pennsylvania.  Prof. 
Bowe  had  opposed  the  change  from  municipal  to  company  opera- 
tion ;  but,  after  witnessing  9  years  of  the  latter,  he  writes  a  report 
on  the  situation,  from  which  we  gather  the  following  facts : 

Dr.  Rowe,  commenting  on  the  illuminating  power  of  the  gas  for 
the  first  period,  indicates  that  it  averaged  about  19  candles  during 
the  period.  The  gas  at  that  time  was  tested  through  an  Argand 
burner  calculated  to  develop  its  highest  obtainable  illuminating 
power.  If  this  gas  had  been  tested  as  the  gas  supplied  by  the  com- 
pany now  operating  the  plant  is  tested,  it  would  have  shown  ap- 
proximately 17.9  eandie-power.  This  was  from  the  worke  produc- 
ing coal  and  water  gas ;  the  gas  from  the  other  works  was  below  14 
candles;  hence  16  is  a  liberal  figure  for  the  overage  candle-power  of 
the  gas  in  Philadelphia  during  the  later  years  of  municipal  opera- 
tion. And  this  is  the  figure  to  be  compared  with  3:2-candIe-power 
gas  now  supplied  to  the  citizens  of  Philadelphia. 

Dr.  Rowe  further  says:  "Just  complaints  against  the  quality 
of  the  gas  delivered  constantly  increased  during  the  period  of 
municipal  operation." 

Dr.  Bowe  having  stated  the  service  under  municipal  management 
to  be  "  increasingly  poor,"  speaks  of  the  service  under  private  man- 
agement as  follows: 

"  Tbe  gas  service  since  the  beginning;  ot  the  lease  has  been  euch  as 
full7  to  satisfy  the  demands  of  public  opinion.  Even  the  most  prej- 
udiced critic  must  agree  that  the  offlclala  of  Tbe  United  Qas  Improve- 
ment Company  have  done  everything  In  their  power  to  improve  the 
service  In  every  respect  Complaints  are  given  prompt  attention  and 
adjusted  In  a  spirit  of  tBlrneBs." 
38* 
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Speaking  of  the  attitude  of  the  public  toward  the  propositioii 
to  end  municipal  operation,  Dr.  Howe  says: 

"It  iB  true  that  no  etrong  public  OMtoaltton  dereloped,  due  largely 
to  the  tact  that  the  people  had  become  wearied  wltb  the  Inadequate 
gas  service,  and  looked  upon  the  letwlng  propoeltton  as  a  possible 
means  of  relief." 

Br.  Eowe  eiiows  the  city  to  have  lost  $981,593.30  during  the 
last  4  years  of  municipal  operation — $245,398.32  per  year,  the 
price  of  gas  being  $1.00  pei  1000  cubic  feet.  He  also  ehovs  the 
city  to  have  received  in  caeb  from  the  operating  company,  during 
8  years  of  private  operation,  $3,933,398.61,  or  $491,674.83  per 
year — a  net  gain  in  cash  to  the  city  of  an  average  of  $737,000  per 
annum.  The  advantage  to  the  consumer  who  pays  $1.00  per  1000 
cubic  feet  of  gas,  the  price  charged  by  the  city,  comes  from  the  in- 
crease of  37  per  cent  in  tlie  amonnt  of  light  obtainable,  all  the 
improvement  in  service  which  Dr.  Bovre  credits  to  the  private 
operation,  the  introduction  of  180,000  gas-cooking  stoves  without 
charge  for  connection,  the  expenditure  of  approximately  $2,000,000 
in  gratuitons  work  in  the  direct  interest  of  the  individual  con- 
sumer.    Dr.  Howe  also  says: 

"As  haa  been  Bhown  (under  municipal  management),  there  were 
abases  in  almost  everr  branch  of  the  operation.  The  purchase  of  coal 
and  the  residual  products  were  each  under  the  control  of  favored  In- 
dividuals; the  wages  account  was  padded  with  incompetents,  the  friends 
of  men  prominent  in  city  politics. 

"  It  Is  unquestioned  that  tbere  were  leaks  in  management  of  the  gas 
works  at  other  points  than  the  distributing  system;  It  Is  true  that  the 
labor  account  w^  debauched,  and  It  Is  certain  that  in  the  purchase 
and  sales  departments  tbere  were  Influences  at  work  which  worked 
harm  to  the  city's  interesta  But  the  loss  through  such  souTces  was 
Inconsiderable  when  compared  with  those  inflicted  by  councils  by  the 
senseless  blocking  of  the  way  to  Improvement  in  cutting  off  the  ap- 
propriations for  modernizing  the  plant.  During  the  entire  period  of 
municipal  operation  the  officers  In  chaise  were  engaged  In  a  loaing 
fight  to  preserve  the  works  from  ruin.  There  never  was  a  time  during 
the  entire  period  that  It  could  truly  be  said  that  the  works  were  in  an 
efllclent  condition." 

Clearly  there  is  no  commercial  advantage  derived  from  the 
municipal  operation  of  gas  plants  as  illustrated  in  these  American 

cities. 
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The  commission  made  two  reports — a  majority  report,  eigned 
by  all  the  members  but  one,  and  a  minori^  report  signed  by  one 
member. 

Briefly  stated,  the  majority  report  of  the  comndasion,  written 
after  a  systematic  investigation  of  the  effect  of  mimicipsl  opera- 
tion of  gas,  electric  and  street  railway  industries  in  the  well-gov- 
erned cities  of  Great  Britain,  contains  no  statement  or  claim  that 
the  municipal  ownership  and  operation  of  these  industries  has 
ever  commercially  or  otherwise  benefited  any  citizen  or  community 
or  anywhere  offered  a  success  to  be  emulated  or  an  example  to  be 
followed.  It  makes  no  prophecy  that  under  any  existing  or  cre- 
atable  conditions  it  will  ever  be  commercially  successful.  It  dwells 
upon  the  diiGculties  and  dangers  attending  municipal  ownership, 
particularly  in  America.  It  states  public  opinion  in  British  cities 
operating  trading  industries  to  he  unsympathetic.  It  advocates 
the  regulation  of  public  service  companies.  It  is  signed  by  each 
of  the  heretofore  advocates  of  municipal  ownership  in  the  mem- 
bership of  the  committee. 

The  minority  report  advocates  company  ownership  and  operation 
and  governmental  regulation  of  public  utilitiea. 

The  commission  making  the  above  reports  was  one  of  the  most 
important  ever  sent  on  a  public  duty  of  this  character.  It  was 
adequately  provided  with  funds ;  it  had  the  entree,  practically,  to 
every  works,  office  or  official  circle  where,  in  its  judgment,  it  conld 
obtain  information  upon  the  subject  it  was  investigating;  in  its 
membership  were  men  qualified  for  the  work  in  hand,  and  deter- 
mined that  neither  time  nor  pains  should  be  spared  in  the  efforts 
to  obtain  and  present  the  facts  necessary  to  enlighten  the  American 
public  on  this  very  important  question.  There  can  be  no  doubt 
in  the  mind  of  anyone  familiar  with  the  work  and  report  of  the 
commission  that  the  question  I  have  here  consider ed^Whether 
it  is  to  the  commercial  advantage  of  municipalities  and  individuals 
that  the  gas  supply  should  be  undertaken  by  the  municipality — is 
correctly  answered  in  the  negative. 

I  have  given  more  time  and  space  to  this  branch  of  my  subject 
than  to  any  other,  and  for  the  reason  that  the  question  considered 
is  the  most  important  that  I  have  to  discuss  before  you.  It  is  the 
first  a  community  must  consider  in  detennining  how  best  to  insure 
to  itself  a  commercial  advantage  from  the  introduction  of  gas 
service. 
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It  is  a  part  of  my  duty  to  present,  as  accurately  as  I  am  able, 
the  extent  of  the  gaB  business  in  the  United  States.  I  shall  confine 
myself  in  this  presentation  to  such  gas  as  is  distributed  and  sold, 
and  not  including  gas  made  for  industrial  or  illuminating  pur- 
poses upon  the  premises  vhere  used,  or  natural  gas  produced  by 
the  user  or  produced  and  sold  for  large  industrial  purposes. 

According  to  what  are  recognized  as  the  best  authorities  obtain- 
able, the  consumption  of  distributed  gas  in  1909,  for  illuminating, 
cooking  and  small  heating  and  power  purposes,  was  335,000,000,000 
cubic  feet,  of  which  160,000,000,000  cubic  feet  was  coal  gas  and 
water  gas,  sold  either  separate  or  mixed,  23,000,000  cubic  feet  was 
acetylene  gas,  166,000,000  cubic  feet  so-called  gasoline  gas,  and 
175,000,000,000  cubic  feet  natural  gas. 

I  am  fairly  certain  of  the  very  close  accuracy  of  all  these  figures, 
except  the  acetylene  and  gasoline  figures,  which  are  probably  some- 
what in  error. 

In  order  to  present  an  adequate  idea  of  the  amount  of  gae  used 
for  illuminating  purposes,  I  make  the  following  table,  i^ich  is 
based  upon  estimates  that  have  been  very  carefully  considered  and 
compared,  and  which  I  believe  to  be  nearly  exact : 

Amoitrt  <w  Gas  Dtstkibuted  bi  Companies  and  Used  fob  IuiUMInatino 
Pdrposes 

40%  of  water,  coal  and  oil  gaa  64,000,000,000  en.  It. 

08%  of  acetylene  gas  22,&40,000  cu.  ft 

02%   of  gasoline  gaa 152.720,000  cu.  R. 

10%  of  natural  gas    17.500.000,000  cu.  ft 

The  future  of  the  gas  business  is  promising.  All  the  knowledge 
obtainable,  with  reference  to  the  coal  and  oil  deposits  of  the  United 
States,  indicate  that  for  generations  there  will  be  no  lack  in  gas- 
matdng  material.  The  quantity  of  oil  in  the  earth  cannot  be  de- 
termined with  accuracy,  or  even  more  than  guessed  at;  but  the 
discovery  of  new  fields,  scattered  over  immense  and  widely  sepa- 
rated areas,  indicates  that  there  are  large  volumes  of  oil  underlying 
the  soil  of  the  United  States,  enough  for  the  uses  of  the  country 
for  generations.  But  if  oil  fails,  and  the  manufacture  of  water 
gas  is  given  up,  there  still  remain  the  enormous  deposits  of  coal, 
from  which  a  satisfactory  grade  of  gas  may  be  made.  To  illustrate 
how  large  this  volume  of  coal  is,  it  is  necessary  only  to  state  that 
in  1908,  in  the  territory  of  the  United  States,  there  were  known 
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and  measured  coaL  fields  containiDg  two  hundred  times  as  much 
coal  as  has  been  mined  from  the  discovery  of  coal  in  America  to 
that  date.    There  will  be  no  shortage  of  raw  material. 

There  is  wide  room  for  improvement  in  the  efficiency  of  incan- 
descent gas  burners,  though  less  for  improvement  in  their  beauty 
or  applicability.  The  modem  incandescent  gas  lamp,  its  light 
emanating  from  an  unfluctuating  source  of  relatively  large  area 
per  unit  of  emanation,  alike  applicable  and  suitable  for  the  street, 
the  workroom  or  the  library;  undozzling  to  the  pedestrian  or  the 
driver,  unwearying  to  the  eyes  of  the  worker  and  the  student; 
so  cheap  that  it  is  the  night  light  of  the  economical ;  is  yet  so  un- 
economical of  energy  that  less  than  3  per  cent  of  the  radiant 
energy  applied  to  it  appears  as  illumination.  It  is  to  this  oppor- 
tunity for  improvement  in  the  illuminating  efficiency  of  gas 
burners  that  the  world  must  look  most  hopefully  for  an  increased 
commercial  advantage  from  the  availability  of  a  gas  supply.  Prices 
per  unit  of  volume,  or  of  heating  value,  are  down  almost  or  quite 
to  their  possible  minimum.  The  cost  per  unit  of  illumination 
secured  is  far  from  its  possible  minimum,  and  mainly  therein  lies 
the  confident  hope  and  expectation  of  gas  suppliers  for  the  great 
extension  of  the  illuminating  trade  they  are  now  holding  on  the 
present  merits  of  their  product  and  of  the  instruments  of  its 
utilization. 
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LISTS   OF  EXPERIMENTS   IN   CONNECTION   WITH    A 

COUBSE  OF  LECTURES  ON  ILLUMINATING 

ENGINEERING 

Pbeliuinaet  Exfbbimbnts 

1.  Focal  length  of  lenses  and  mirrors. 

Amea  and  BUaa,  Manual  of  Bxperlmenta  la  PbyBtcs. 

2.  Iiitrinsic  brilliancy  of  an  image. 

3.  AdjuBtment  of  spectrometer. 

Ames  and  Bliss,  loc.  cU. 

4.  Dispersion  curve  of  prism. 

Mann's  Manual  of  Advanced  Optics. 

5.  Dispersion  cnrre  of  grating. 

Mann,  loc.  cU. 

6.  Spectrum  analysis. 

Bale's  Spectroflcopy. 

7.  Radiometer  or  thermopile  or  bolometer — Spectroscope. 

Eayaer,  Handbuch  der  Spektroakople,  Vol.  I. 

8.  Transmission  curves  of  glass,  water,  quartz,  fluorite,  Ni  (NO,), 

solution. 

9.  Energy  curve  of  black  body. 

10.  Simultaneous  measurement  of  temperature  with: 

(a)  Thermo-couple. 
■  (b)  Optical  pyrometer  (Wien's  law), 
(e)   F6ry  pyrometer  ( Stefan -Boltzmann  law). 

Wafdner  and  Burgess,  Bulletin  Bureau  of  Standards,  Vol. 
I,  p.  189. 

11.  Energj'  and  visibility  curves  of  commercial  sources: 

(a)  Incandescent  lamps. 

(b)  Welsbach  lamp. 

(c)  Mercury  arc. 
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Standard  Photohbtbb  Bench 

A.  Measurement  of  candle-power  of  incandescent  lamp  in  one  di- 

rection against  a  standard. 
Apparatus  used,  a  Beichsanstalt  model  precision  photometer. 
Details  of  several  methods  of  using  a  photometer  bench ;  the 
use  of  different  scales,  centimet«r,  inverse  square,  direct 
reading.     Procedures  to  secure  accuracy,  such  as  reversal 
of  screen  and  substitution  method.    The  use  of  various 
devices  to  equalize  illumination,  such  as  sector  discs  and 
absorbing  screens.    Methods  of  calculating  results. 
Llebeotbal,  PraktUche  Photometrle. 
Stlne,  Phototnetrlcal  MeasuremenU. 

Hyde,  B.  P..  Bulletin  of  the  Bureau  of  Standards,  Vol.  t, 
p.  1.  "  Talbot's  Law  as  Applied  to  the  Rotating  Sectored 
Disk." 

B.  Comparison  of  different  photometers  for  accuracy  under  differ- 

ent conditions.  The  Bunsen,  the  Lummer-Brodhun 
equality  and  contrast,  the  dicker  photometer.  Compari- 
son of  these  methods  where  the  illuminants  are  of  differ- 
ent colors. 

Kennell7,  "Photometric  Prectelon,"  Bleo.  World,  Vol.  21, 

pp.  1104,  1162. 
Dow,  J.  S.,  Phil.  Mag.,  Aug.,  I90S.    "Color  Phenomena  In 

Photometry." 
Ives,  Herbert  E.,  Trans.  111.  Bag.  Soc,  Nov.,  1910.    "  Spec- 
tral   Luminosity    Curres    by    Flicker    and    Etqnallty    of 
BrlghtneBS  Photometers." 

C.  Measurement  of  mean  horizontal  candle-power  by  point-to-point 

and  rotating- lamp  methods. 

Llebenthal,  Praktlache  Photometrle. 

Stlne,  Photometrlcal  Meaauretnents. 

Hyde  t  Cady,  Bui.  of  Bur.  of  Standards,  Vol.  2,  p.  41G. 
"  On  the  Determination  of  the  Mean  Horizontal  Intensity 
of  Incandescent  Lamps  by  the  Rotating  Lamp  Method." 
Also  Vol.  3,  p.  857. 

D.  Study  of  the  characteristic  performance  of  different  incandes- 

cent lamps — candle-power,  voltage  and  current  relations. 
Llebenthal,  Prahtteche  Photometrle. 
Stfne,  Photometrlcal  Measuretnenta. 

Cady,  F.  B.,  "  The  Relation  between  Candle-Power  and 
Voltage  of  Different  Typea  of  Incandescent  I<ampB." 
Trans.  111.  Bng.  Soc.,  Oct,  190S,  p.  459. 
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E.  MeaBUrement  of  efficiency  by  watta-per-candle  meter. 

Apparatus  used,  a  commercial  photometer  bench  with  can- 
dle-power Bcale,  fitted  with  a  watts-per-caadle  meter. 
Hyde  and  Brooke,  Bui.  of  tba  Bur.  of  Standards,  Vol.  2, 

p.  146. 
Ives,  Herbert  B.,  Bui.  of  Bur.  of  Standards,  Tol.  G,  No.  4. 
PauluB,  C,  "  EIn  nenes  Photometer."    Elek.  Zelt..  1908,  p. 


Gas  Charaotbeistics 

A.  Determination  of  specific  gravity  of  gases  used  in  the  produc- 

tion of  light. 
Apparatus  Hsed,  effusion  teat. 

Butteriteld,  "  Qaa  Uanufactura  and  Abmj  of  By-Producta." 

B.  Determination  of  the  calorific  value  of  gas. 

Apparatus  used,  calorimeter  of  the  Junker  type. 
Proc  of  the  Amer.  Ou  Inat..  Tol.  3,  1908. 


Flame  Standards 

A.  Practical  use  of  a  10-candle-power  pentane  lamp. 

"  NotlScatlon  of  the  Metropolitan  Oaa  Referees,"  London, 

1S98. 
Jour,  of  the  Franklin  Inst.,  March,  ISOS. 
Trans,  of  the  Ilium.  Eng.  Soc.,  Nov.,  1910,  paper  by  E.  B. 

Rosa  and  E.  C.  Crittenden. 

B.  Use  of  the  Hefner  amyl-acetate  standard  lamp. 

Stlne,  Fbotometrlcal  Measurements. 

Roea  and  Crittenden,  Trans.  Ilium.  Eng.  Soc.,  Nov.,  1910. 

C.  Use  of  standard  candles. 

Amer.  Oas  Institute,  "  Catechism  of  Central  Station  Qas 

Bnslaeerlng  In  the  United  States,"  1909. 
Jour,  of  the  Franklin  Inst.,  Vol.  CUCV,  Nov.,  1908. 

D.  Use  of  the  Elliott  standard  lamp. 

Trans,  of  the  Ilium.  Eng.  Soc,  1908. 

Jour,  of  the  Franklin  Inat.,  Vol.  CLXV,  March,  1908. 
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Standabs  Bab  Photometer 


A.  Determination  of  candle-power  in  one  direction  of  flat-flame, 
Argand  or  mantle  biirner  against  the  standard  pentane 
lamp.  Determination  of  mean  horizontal  candle-power 
by  revolving  sources  of  light. 

Proc.  of  the  Amer.  Oas  Inst.,  Vol.  2,  1907.    Report  of  Com. 
on  Uethods  of  Taking  Candle-Fower  of  Qu. 


Badul  Photometer 

A.  Determination  of  the  distribution  of  light  from  a  given  source; 
plotting  of  same  on  proper  data  sheets  and  the  calculation 
of  mean  upper  hemiapherical,  lower  hemiapherical  and 
spherical  candle-power. 
Apparatus  used,  a  three-mirror  rotator. 

Macbeth  niumfnatlon  Sheets,  KormaD  Macbeth. 

Dlhden,  W.  J..  Practical  Photometry. 

Stlne,  Photometrlca.  Maaaurements. 

Lansingh,  V.  R.,  Proc.  Weatem  Qaa  AeBoclatlon,  May,  1906. 

Woodwell,  J.  B.,  Vol.  I,  Trans.  111.  Bng.  Soc.,  p.  348. 


Intboeatino  Photombtbes 
Apparatus  used,  an  integrating  sphere. 

A.  Standardization  of  apparatus. 

Means  of  testing  for  accuracy. 
Precautions  to  be  observed  in  use. 

B.  Measurement  of  total  flux  or  mean  spherical  candle-power. 

C.  Measurement  of  mean  hemispherical  candle-power. 

D.  Determination  of  spherical  reduction  factors  (in  combination 

with  mean  horizontal  candle-power  measurements  by 
standard  bench). 

Ulbrlcbt,  Blek.  Zeltsch.,  Vol.  21,  p.  695,  1900. 

tJlbrlcbt,  Elek.  Zeltsch.,  Vol.  26.  p.  612,  1906. 

Ulbricht,  Elek.  Zeltsch.,  Vol.  27,  p.  60,  1906. 

Sharp  and  Millar,  Trans.  Ilium.  Ehig.  Soc.,  VoL  3,  p.  602, 
1908. 
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Illumination  Photoubtkbs 
Apparatus  used,  Sharp-Millar  and  Bechstein  photometers. 

A.  Standardization  of  apparatus. 

Means  ol  testing  for  accaracy. 
PrecantionB  to  be  observed  in  use. 

B.  Measurement  of  illumination  intensity  with  test  surface  va- 

riously inclined  and  variously  located. 

C.  Measurement  of  specific  intensity  of  luminous  surface.    Walls, 

ceilings,  street  surface,  etc. 

D.  Illumination  tests  in  a  room  lighted  by  various  systems. 

E.  Discussion  of  results. 

Determination  of  average  intensity  and  illuminating  effl- 
cienciee. 

Sharp  and  Millar,  Eloc.  World.  Jan.  25,  1908. 

Sharp  and  Miliar,  "  Illumination  Testa,"  Trans.  111.  Bng. 

Soc.,  1910,  p.  391. 
Becheteln,  Zeh.  f.  Instrumentenkunde,  Vol.  27,  pp.  178-183, 
1907. 


Spbcthophotomstee 

A.  Measurement  of  relative  distribution  of  energy  in  the  spectra 
of  different  illuminants. 
Instrument,  LAmmer-Brodhun,  Brace  or  Koenig  spectro- 
photometer. 
Study  of  different  methods  of  altering  the  illumination  of 
either  spectrum;  yarying  slit  vridth,  changing  distance  of 
source ;  sector  disc, 

Koenig,  A.,  Wied.  Ann.,  53,  785,  1904. 

Martens,  Ann.  de  Phys.  (4),  12,  984,  1903. 

Brace,  Phil.  Mag.  (6),  48,  420,  1399.    Astrophya.  Jonr.,  11, 

p.  6, 1900. 
Lummer  and  Brodhun,  Zelt.  (.  Instrumentenkunda,  18,  p. 
132.  1S92. 
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colobiueteb 
Instrument,  an  Ivee  colorimeter. 

A.  Measurement  of  a  colored  surface  as  compared  with  white, 

in  terms  of  the  mixing  proportions  of  thiee  primaries. 

B.  Measurement  of  an  artificial  light  souree  against  daylight. 

Ives,  Herbert  B.,  Trans.  Ilium.  Eng.  Soc.,  1908. .  "  The  Ives 
Colorimeter  In  Illuminating  Engineering," 

Ives,  Herbert  B.,  Trane.  Ilium.  Eng.  Soc.,  April,  19X0. 
"Color  Measurements  of  Ilium Inanta." 


Visual  Aoditt  Apparatdb 
Apparatus  used,  test  object  formed  by  crossed  gratings. 

A.  Determination  of  the  accuracy  of  visual  acuity  measurements 

for  measuring  illumination.     The  relationship  between 
illumination  and  visual  acuity. 

B.  Influence  of  lights  in  the  field  of  view  on  the  visual  acuity. 

Koenig,  A.,  Qeaammelte  Abhandlungen.  p.  378.  "Die  Ab- 
h&glgkelt  der  Sehschftrfe  von  der  Belenchtungslnten- 
Bltat." 

Ives,  Herbert  E.,  Elec.  World,  April  14,  1910.  "  A  Visual 
Acuity  Teat  Object." 


Mbascb&uent  of  Intrinbic  Brillianoibs 
Apparatus  uaed,  a  simple  optical  pyrometer,  in  which  the 
background  is  the  image  of  a  Nernst  glower,  operated  at 
various  currents. 
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Abady  photometer,  491. 

Aberration  of  the  eye,  630. 

Abeorbing  medium  In  photometry, 
424. 

Absorption  and  radiation,  16. 

Accommodation  of  the  eye,  631. 

Acconnttng,  ayatem  of,  978. 

Acetylene,  194,  197,  334. 

Acetylene  flame,  79,  83. 

Acuity,  visual,  413.  4SS.  639,  661. 

Advertlalns,  1004,  1023. 

Affective  value  of  visual  experi- 
ences, 693. 

After-lmagea,  692. 

Air  gas,  1S2,  337;  manufacture, 
183,  201;  properties,  183,  199, 
206;  UBea,  187,  207. 

Alternating  cnrrent  arc,  132;  effi- 
ciency, 140. 

Alternating  current  lighting,  241. 

Ampere,  9. 

Amyl  acetate  lamp,  400,  404. 

Anode,  function  of,  in  arc  lampa,  69. 

Arc  circuits,  140,  256. 

Arc,  non-«arbon.  101;  flaming.  GO. 

Arc-lamp,  physics  of.  68,  98,  128- 
132;  mechanism.  144. 

Architectural  aspects  of  subject, 
507. 

Artificial  illumination.  Interiors, 
667. 

Astigmatism  of  the  eye,  631. 

Automatic    appliances    for    afc 
lamps,  144;  for  gas  lamps,  876. 


Base  carbon,  122,  126. 

Beckfltein  photometer,  463. 

Black  body,  16,  17.  20.  38.  43  et 


Blondel  lumenmeter,  481. 
Blondel  photometer,  464.  480. 
Bouguer  photometer.  428. 
Brace  photometer.  501. 
Branch  circuits,  263. 
Brightneas,  intrinsic,  51.  683. 
Building  front,  diffusion  constant 

of.  664. 
Bunsen  burner,  history,  etc.,  215; 

temperature,  67. 
Bunsen  photometer.  413-437. 
Bureau  of  Standards  photometer. 

446. 


Calcium  arcs,  143. 
Calcium  carbide.  195. 
Calculations  of   illumination,   618 

et  seq. 
Calorific  value  of  gas,  281.  324. 
Candle.    International,    38:9,    391. 

398. 
Carbon  arcs,  58,  98.  128.  137. 
Carbon    filament,    chemistry,    etc., 

106;   cbaracterlstlca,  117. 
Carburetted  air  gas,  see  "  Air  gaa." 
Carburetted    water    gas.    297-311. 

328,  351. 
Carcel  lamp,  400,  405. 
Cathode,  function  of,  in  arc  lamps. 

59. 
Centimeter,  6. 
Chance  lamp,  401. 
Chemistry  of  carb(»i  arcs,  93. 
Chemistry  of  gas  lighting,  96. 
Claymond  lamp.  219. 
Coal  gas.  279,  284-297,  332. 
Coke  oven  coal  gaa,  332. 
Color    of   Oelsaler   tube,    131;    of 

mercury  arc,  154. 
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Color  bllndnesB,  646,  583. 

Color  meaeurementa,  84. 

Color  mixture,  S42. 

Color  pyramid,  B82. 

Color  Benoatlon,  544-549. 

Color  triangle,  644. 

Colors  of  objects,  22,  84. 

Combustion,  chemistry  ot,  211. 

Commercial  department  of  gas 
business,  1022. 

Complementary  colors,  543. 

Conduit,  metal,  262. 

ConBtant  current,  264. 

<ponstant  current  transformer,  140. 

Constant  voltase.  239,  244,  248, 
264. 

Consumption,  specillc,  of  Incan- 
descent lamps,  125. 

Contracts,  electric  wiring,  269. 

Contrast,  laws  of,  58S.  685. 

Contrast  photo  meters.  432,  440. 

Comu'a  "  cat's  eye,"  422. 

Cost,  electric  power,  272;  gas 
lamps  for  streets,  S72;  Interior 
wiring,  266;  transformers,  267. 


Damping  devices  of  arc  lamp,  144. 
Daylight  ItlumlnaUon,  649.  650. 
Design    of    interior    illumination. 

702. 
Differential  lamp,  144. 
Diffusion     constant     of    building 

front,  664, 
Diffusion  of  light  through  differ- 
ent kinds  of  glass,  663. 
Direct  and  Indirect  lighting,  691. 
Disintegration    of   lamp    filament, 

121. 
Dispersion,  18. 
DistrlbuUon  of  gas,  315-324.  363- 

378. 
Distribution    system    of    electric 

power.  113,  239. 
Drainage  of  gas  mains,  323. 
Drummond  light,  99,  213. 
'•  DupUcltUs "     theory     of     color 

sensatlcm,  548.  816. 


Bfflclency  and  arc  lengths,  146. 

Efficiency  of  carbon  arc,  138.  146. 

Efficiency  of  carbon  arc  and  in- 
candescent lamp.  128,  152. 

Efficiency  ot  Gelssler  tube,  131. 

Efficiency  ot  Illumination.  690. 

Efficiency  of  Incandescent  lamps, 
126,  126. 

Efficiency  of  light  source,  29,  37, 
39. 

Electrical  units,  9. 

Elster  photometer,  430. 

Employees,  relations  with,  966. 

Enclosed  arc  lamp,  139,  148. 

Energy,  10;  conservation  of,  12; 
measurement  Of,  17  19;  relations 
In  light  sources,  28  et  seq.; 
losses,  56;  distribution  In  spec- 
tra, 76. 

Erg,  17. 

Errors  of  instruments,  etc..  7. 

Erther,  3. 

Eixterlor  lllumlnatltMi,  795. 

Exterior  lltuminatlon  by  gas,  841 
et  seq. 

Eye,  627;  as  optical  Instrument, 
529;  sensibility  to  color,  32. 


Factory  lighting,  718. 

Fechner*s  law,  633,  817. 

Feeders,  electric,  253. 

Feeding  device  of  arc  lamp,  144. 

F I  laments  for  lamps.  124. 

PIre-fly.  76. 

Fixtures,  lighting,  682,  931-943. 

Flaming  arc,  60,  100,  141. 143,  147. 

Flicker  photometer,  490-494. 

Floating  system  of  arc  lamp  regn- 

latlon,  146. 
Plowing  of  gas  in  pipes,  formulae, 

317,  318. 
Fluorescence.  21. 
Flux,  luminous.  388.  391;  density, 

390. 
Foucault  photometer.  428,  554. 
Franchises,  948. 
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Gas  and  vapoi  radiators,  112. 

Gas  arc-lights.  226-230. 

Gas  burners.  376. 

Gas  companies:  statements  of. 
3S4.  3S6. 

Gas  conduction,  12S. 

Qas,  dlOerent  kinds  of.  336,  327. 

Gas  Qamea,  physics  of,  66. 

.Gbb  flames,  mantles,  see  "  Gas- 
mantles." 

Oaji  goTemor.  319. 

Gas  holders,  314,  363. 

Gas  mantles.  34,  67,  81,  213-219, 
228,  232  et  seq.,  848-861;  see  alBo 
"  Welsbach  mantles." 

Oas,  uses  for,  3TS;  history  of,  S41. 

OelBsler  tubes,  128.  129.  131. 

Gem  lamp.  122.  125. 

Generators,  electric,  238. 

Glare,  567-666,  683,  832. 

Gram,  6. 

Gray-body,  50. 

Ground  connections,  268. 

H. 
Harconrt  pentane  lamp,  400-404. 
Harcourt  photometer,  426. 
Hare  light,  212, 
Harris  procero.  298. 
Heat  phenomena.  11. 
Hefner  lamp,  400,  404. 
Herlng's  theory  of  cole*  eensatton, 

547. 
Heterochrome     photometry.     486, 

549. 
High  pressure  gas  lamps.  861. 
Horizontal  candle-power,  125. 

I 

innmlnanta  for  streets,  834. 

Ilium fnanis,  gas,  282. 

Illumination,  definition,  389;  effi- 
ciency, 690:  calculations,  618  et 
aeq. ;  of  parks.  806-814 ;  of  streets, 
815,  841  et  seq.;  of  structures. 
797-806. 


Incandescence,  112. 

Incandescent    lamp,    construction 

of,    105:    hlsttwy   of,    104,    106; 

application  of,  12S;    physic*  of, 

26,  55. 
Incandescent  gas  lamp,  213-219. 
Injuries  from  radiation,  666-E74. 
Inspection,  electric  wiring,  267. 
Instability  of  arc.  137. 
Integrating  photometers,  474. 
Integrating  sphere.  481-485. 
Intenellled  arc  lamp,  141,  148. 
Intensity,  definition,  389.  390. 
Interior  Illumination:  design,  702; 

principles,    649,    667 ;     ayetems, 

678. 
Interrupter  action  of  arc,  137. 
Intrinsic  brightnees  51.  683. 
Isolated  lighting  plants.  243.  248. 
Ivee  colorimeter,  506. 


Joiy  photometer,  430. 


Kapp  system  of  rates.  993. 
Klrchhors  taw,  16,  20,  43. 
KrilBS  photometer,  499. 
KrUfls  priams,  436. 


Laboratories  In  gas  business.  1016, 
1018. 

Lambert  photometer,  428. 

Leeoon  disc,  434. 

Life  of  arc  electrode  139;  <rf  Incan- 
descent lamp,  127. 

Light,  definition,  28;  mechanical 
equivalent  of,  36,  39;  quality  ot, 
41. 

Light  Beneation,  32. 

Light  sources,  efficiency  of,  29,  37. 
39. 

Lime  lights,  312,  213. 

Low  pressure  gas  lamps,  848. 

Lowe  process.  302-310. 

Lumen.  37,  125,  3S9. 
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Luminescence,  21,  43,  63,  112,  128. 
Luminescent  area,  142. 
Luminosity,  33. 
Luminous  area,  140.  141,  146. 
Luminous    efflcieacr,    Z9,    31,    38. 

392. 
Lummer-Brodbun  photometer,  437- 


ItfcAlllster'B  "  absorption  of  light " 

metbod,  636. 
Macbetb's    calcalator,     629;     flux 

scale,  616;  polar  flux  paper.  611. 
Magnetite  arc,   101,   102,  133,   141, 

148. 
Mantles,  gas,  228-235. 
Marten's  photometer,  443,  464,  494. 
Matter,  2. 

Matthews  photometer,  474-480. 
Mean  spherical  Intensity,  126,  3&4, 

606. 
MeaeuTemeat,  3,  4,  7. 
Mechanical  equivalent  ol  light,  85. 

39. 
Mercury  arc.  64,  101-103.  132.  143, 

148,  163. 
Metallized  carbon,  122. 
Metering,  electric,  997.  , 

Meters,  electric.  269;  gas,  313.  372- 

374. 
MonazUe,  233. 

Moore  tube,  79,  104.  129,  131. 
Multiple  arc  lamp,   144. 
Multiple  system  of  electric  distri- 
bution 113,  245. 
Municipal  ownership,  1031. 


N 
Naphthalene,  295. 
Natural  gas,  337. 
Nernst  glower,  34,  72.  82,  118. 
Nichols  photometer.  429,  498. 


Ohm.  9. 

Oil  gas,  311,  334. 


Open  arc  lamp,  139.  148. 
Organization    of    gas    companies, 

1012. 
Osmium    lamp.    57.   107.   117,   123, 
125. 


Park  lighting,  813. 
Pentane  lamp.  400-404. 
Petroleum    and    by-products,    159, 

183. 
Photometers.  427  «t  aeq. 
Photometric  standards,  398-409. 
Photometric  units,  388-398. 
Photometry.  21,  412-426. 
Physiological  opUcs,  627,  817. 
Plntsch  gas,  160  et  seq.;  usee,  etc., 

172,  174. 
Place  or  square  lighting,  S06-S13. 
Planck's  law  of  radUtloa.  24. 
Plants,  gas.  337. 

Polarization  photometer.  423,  602. 
Pole's  formula,  317. 
Power,  definition,  17. 
Press  gas,  867. 
Pressure,  6,  7;  high,  gas  dlstrlbu- 

Uon,  316,  318,  321;  low,  317. 
Producer  gas,  312,  337. 
Psychology   of    visual   sensations. 

576-604. 
Public,  relations  with,  959. 
Public  utility  corporations,  947. 
Purklnje  effect,  33,  485. 
Pyroelectrlc  conductors,  118. 


Quantity  of  light,  393. 
Quartz  mercury  lamp,  153. 


Radiation,  measurement,  19;  pure 
temperature,  16,  20,  42;  laws  of, 
23;  selective.  50. 

Radiation  and  absorption.  15. 

Rates,  systems  of,  274,  984.  1027. 

Rating  of  lamps,  126. 

Reactance  drop,  261. 
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